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Preface 


The need for a modern textbook in the field of refrigeration and air conditioning 
has been felt for a long time. This book presents a basic as well as applied 
thermodynamic treatment of the subject in a very comprehensive manner based on 
years of teaching and learning effort at the Indian Institutes of Technology, Mumbai 
and Delhi, and interaction with the industry. 

The book is intended to serve as a text for undergraduate and to some extent 
postgraduate students of engineering. It should also serve as a useful reference for 
practising engineers. А few texts follow the extremely rigorous approach, whereas 
others are restricted to merely the elementary and empirical form. In this text a con- 
scious effort has been made to maintain a reasonable level of rigour, but at the same 
time to employ simple techniques for solving fairly complex problems. Throughout 
the book, emphasis has been laid on physical understanding while at the same time 
relying on simple analytical treatment. A sound physical basis has also been laid for 
obtaining fairly precise estimates of refrigeration and air-conditioning equipment. 

The presentation of the subject follows the classical line of separately treating the 
topics in refrigeration and air conditioning, the two being linked via the medium of 
the refrigerant evaporator. Accordingly, Chapters 1 to 13 are devoted to refrigera- 
tion and Chapters 14 to 22 to air conditioning. Chapters 23 and 24 deal with motors 
and controls and applications of refrigeration and air-conditioning process in food 
preservation. 

The text and illustrative examples are in SI units throughout the book. Charts and 
tables, such as pressure-enthalpy diagrams for refrigerant 11 and carbon dioxide, 
enthalpy-composition diagrams for ammonia-water and lithium bromide-water sys- 
tems, tables for solar radiation heat gain through glass, equivalent temperature 
differentials for walls and roofs, etc., have been adapted in SI units and are provided 
along with others, such as pressure-enthlapy diagram for refrigerant 12, 
psychrometric chart, etc. 

Any claim to originality that may be advanced for the material presented here in 
refrigeration is with respect to (1) Ewing's construction to find the suction state for 
maximum COP, (ii) a comparison of refrigerants based on normal boiling points 
thus introducing the concept of thermodynamic similarity, (iii) a study of azeotropes, 
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(iv) class of service of compressors, (v) illustrative examples on both air-cooled and 
water-cooled condensers, (vi) the sizing of the capillary tube according to Fanno- 
line flow, (vii) the influence of a refrigerant on the augmentation of boiling heat 
transfer, (viii) heat-transfer analysis of both dry and flooded evaporators, (ix) the 
simulation of the vapour compression system, and (x) the analysis and calculations 
for mixtures in the vapour-absorption system using enthalpy-composition diagrams. 


The approach to the subject of air conditioning is both fundamental and practice- 
oriented. A basic calculation procedure is given for the preparation of psychrometric 
charts. Lucid explanations, expressions and diagrams are given to develop the 
understanding of sensible, latent and total heat processes and loads. A separate chap- 
ter is devoted to solar radiation, leading not only to the study of solar-heat gains and 
cutting-solar load, but also to provide to the reader the basic knowledge to enable 
him to design systems for solar-energy utilization. The chapter on air-conditioning 
equipment design makes use of the concept of enthalpy potential involving simulta- 
neous heat and mass transfer. Examples on air transmission include the static regain 
method of duct designing which leads to a balanced air-distribution system. 


Chapter 23 adequately fills the need to provide essential information on the elec- 
trical aspects of the control of refrigeration and air-conditioning equipment. It also 
gives methods for the control of room conditions at partial loads. Finally, Chapter 
24 takes up typical applications of refrigeration and air-conditioning to food preser- 
vation. These include chilling, freezing, freeze-drying and heat-drying. 


The twentieth century saw large scale development in commercial refrigeration and 
air conditioning, particularly after du Pont introduced a family of chloro-fluoro-car- 
bons, the so-called CFCs with the trade name of Freons. Now, as the new century 
begins, another revolution is taking place in the industry for replacing these very CFCs 
with alternatives on account of the ozone-depletion-potential of these refrigerants. The 
author, therefore, considers that it is his duty, and he owes it to the readers to present 
this updated version with exhaustive revision of the contents of the book. 


Many research and postgraduate students are interested in evaluating 
thermodynamic properties of new refrigerants and refrigerant mixtures. The basic 
procedure to evaluate the thermodynamic properties of pure refrigerants is, 
therefore, given in Chapter 1, and the same for ideal and non-ideal mixtures 
and particularly Propane/Isobutane mixtures in Chapter 4. Chapter 4 on refrigerants 
contains an exhaustive treatment of the topics substitutes for CFC Refrigerants, 
particularly CFC 12, and Non-isothermal Refrigeration using non-azeotropic mix- 
tures of refrigerants. In addition, empirical relations for thermophysical properties 
of refrigerants, and supercritical vapour compression cycle for CO, as refrigerant 
with a potential to substitute for CFCs are also given in this chapter. 

Chapter 9 on Evaporators includes many illustrative examples for simulation and 
design of flooded and direct-expansion chillers which include pressure drop 
calculations and use of Slipcevic correlations for tubes with roughened surfaces. 

Since water-lithium bromide system has recently gained some popularity with the 
use of waste heat for refrigeration, the representation of vapour absorption cycle on 
Inp versus 1/Т diagram and practical single-effect and double-effect water-lithium 
bromide vapour absorption cycles have been described in Chapter 12 on Vapour 
Absorption System. 
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In Chapter 20 on Design of A/C Apparatus the treatment of the topic has been 
greatly extended to include determination of air-side heat transfer coefficient and 
cooling tower selection. Examples include those on induced-draft counterflow and 
crossflow atmospheric cooling towers. 


Prominent features added in the second edition were 
(i) Standard rating cycle for domestic refrigerators and second law efficiency in 
Chapter 3 
(ii) Calorimetric method of determining refrigerating capacity of hermetic 
compressors in Chapter 6, R22 centrifugal compressors in Chapter 6 also due 
to the present trend of their use as substitutes for R11 chillers 
(ш) Linde-Hampson process for liquefaction of gases in Chapter 11; also, 
reversed stirling cycle in this chapter due to the application of this cycle in a 
big way in Philips Liquefier 
(iv) Clean spaces in Chapter 16 and processing and transmission of air in clean 
rooms in Chapter 21 
(v) Flat-plate solar collector in Chapter 17 as an extension of the topic of solar 
radiation 
(vi) Water vapour transmission and use of vapour barriers in Chapter 18 
(vii) Building design features and measures for conservation of energy in Chapter 
19 
(viii) Static regain method of duct design in Chapter 21 
(ix) Example on conversion of split-phase motor into capacitor-start motor to 
increase starting torque which may help using compressor of one refrigerant 
with another refrigerant in Chapter 23 

(x) Freeze-drying of Yoghurt in Chapter 24 

Further, a major contribution to this edition is in the form of a detailed Appendix 
which is now presented in three parts as follows: 

A. Correlations on thermodynamic properties of refrigerants R12, R134a, 

R152a, R22, R290 and R600a 
B. Tables on thermodynamic properties of the above and other refrigerants, 
R290/R600a mixtures, etc. 

C. Charts 

When the second edition was published in 2000, the refrigeration and air-condi- 
tioning industry was embarking on to an era of new refrigerants. Due to the problem 
of the depletion of the ozone layer, CFC refrigerants R11, R12, R113, R114, and 
R502 were to be phased out on 31.12.2000, and alternative HFC and HCFC refrig- 
erants were to be used from 1.1.2001. 

The second edition did provide a study of the alternative refrigerants which were 
planned. But since 2000, certain new refrigerants have taken their place as substi- 
tutes. They have come to be accepted by the industry, and plants working on them 
have been designed and installed. For example, HFC 134a now occupies place of 
pride as a substitute for CFC R12. However, HCFC R22 continues to be used and 
loved by the industry, although an HFC blend R410A is also favoured by some. At 
the same time, there is a newfound enthusiasm for ammonia. Further, HCFC R123 
has now replaced CFC R11. Both the HCFCs, R22 and R123, are permitted for use 
till 2030. 
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Hence, it had become absolutely necessary to revise the book. 


In this revision, topics on R11 and R12 have been retained to an extent for the 
sake of comparison. But there is greater emphasis on R123 and R134a. Emphasis on 
R22 and ammonia remains as such. Detailed comparisons have, however, been made 
between HCFC R22 and HFC alternatives R410A and R407C. Similarly, compari- 
sons have been made between HCFC R123 and the HFC alternative R245fa. 
Accordingly, a number of comparison tables, and solved problems have been intro- 
duced in Chapters 3, 4, and 6 in the edition. 

For the same reasons, tables of properties of HCFC R123, and HFCs R134a, 
R404A, R407C, R410A, and R507A have been added in Appendix B. In addition, 
vapour-region pressure-enthalpy diagrams of R123 and R134a have been included 
in Appendix C. 

There are other inclusions in this edition. “Scroll compressors’ are the new positive 
displacement machine. They were developed a decade ago, but have become very 
popular only in recent years. They are being employed with R134a, and with R22 in 
low-to-medium capacity machines in the range of 1 to 12 TR. Hence, a section on the 
working of scroll compressors has been devoted in Chapter 6 on compressors. 


Also, taking note of the need of students to learn more about the practical aspects 
of a system, a detailed section on ‘Installation, Service, and Maintenance’ has been 
included in Chapter 10 on Complete Vapour Compression System. 

An interesting feature of air conditioning is the ‘comfort zone’. As it forms the 
basis of design, an ASHRAE ‘Comfort Chart’ has now been included in Chapter 16 
on Design Conditions. 

Lastly, to ignite the imagination of the student on the wide variety of 
Industrial air-conditioning applications, three typical HVAC applications, “Tunnels 
Ventilation’, ‘Station Air Conditioning’, and ‘Mine Ventilation and Air Condition- 
ing’ have been described in Chapter 20 on Applications. 
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List of Principal Symbols 


Capital letters 


f= 


Cw ъа кА -"шотчтчо 


CK 


в 


MENS GNU 


Area 

Face area 

Velocity, thermal conductance, concentration (in mass transfer), clearance 
factor, heat capacity/specific heat 

Diameter, diffusion coefficient, mass of vapour distilled from generator 
Emissive power 

Force, genometric factor, rich solution circulation 

Mass velocity 

Enthalpy, head 

Solar radiation intensity 

Intensity of direct solar radiation 

Identity of diffuse solar radiation 

Dynamic loss coefficient 

Fin width, length, air mass 

Molecular weight, stability criterion in finite difference approximation 
Number of tubes 

Perimeter, power requirement 

Heat transfer 

Latent heat transfer 

Sensible heat transfer 

Volume flow rate of air 

Gas constant, thermal resistance 

Entropy 

Absolute temperature 

Internal energy, overall heat transfer coefficient 

Volume 

Piston displacement 

Work, moisture content of material 

Bypass factor 


Small letters 


a 
с 

Ср 
Со 


Velocity of sound, absorptivity 
Specific heat 

Specific heat at constant pressure 
specific heat at constant volume 
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=з за = 


"SS 
So 


pona ч 
ty 


A з кос ы 


Solar declination angle 

Heat transfer coefficient, friction factor, specific rich solution circulation 
Acceleration due to gravity 

Specific enthalpy, heat transfer coefficient, hour angle 
Mass transfer coefficient 

Thermal conductivity 

Diffusion coefficient 

Diffusion coefficient based on specific humidity 

Fin height, tube length 

Mass, polytropic index of expansion 

Polytropic index of compression, number of moles, recirculation number 
Pressure 

Pressure loss 

Static pressure 

Total pressure 

Velocity pressure 

Heat flux, heat transfer per unit mass 

Radius, compression ratio, reflectivity 

Specific entropy 

Celsius temperature 

Sol-air temperature 

Effective temperature difference 

Specific internal energy, tangential velocity 

Specific volume 

Specific work, moisture removal 

Distance, dryness fraction, liquid phase mole fraction 
Vapour phase mole fraction 

Height above datum 


Greek letters 


MED о пдеза>очко мо 


Thermal diffusivity, wall solar azimuth angle 
Coefficient of thermal expansion, solar altitude 
Adiabatic index, solar azimuth angle 

Joule Thomson coefficient 

Coefficient of performance 

Emissivity, heat exchanger effectiveness 
Decrement factor 

Efficiency 

Polytropic efficiency 

Flow coefficient, relative humidity, time lag 
Stefan-Boltzman constant, surface tension 
Dynamic viscosity, head coefficient, degree of saturation 
Kinematic viscosity 

Density 

Zenith angle 

Concentration by weight 
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Time, transmissivity 

Angle of incident, excess temperature 

Specific humidity, angular velocity 

«Ж, Lockhart-Martinelli parameter for two phase turbulent flow 


S moa 


Dimensionless numbers 

Bi Biot number 

Bo  Boiling number 

Co  Condensation number 
Fo Fourier number 

Gr  Grashof number 

К, Load factor in boiling 
Le Lewis number 

Nu Nusselt number 

Pr  Prandtl number 

Re Reynolds number 

Sc Schmidt number 

Sh Sherwood number 

St Stanton number 

0 Trouton number 


Subscripts 
A Absorber 

C Convective 

I Infiltration 

R  Radiative 

S Apparatus dew point, wetted surface 

TP two phase 

a Ambient, poor solution, dry air 

b Black body 

с Cold, clearance, condensate, critical 

d Dynamic loss, diffusion, vapour from generator, dew point, discharge 
e Entrainment 

f Friction, saturated liquid, fin, fouling, fluid 

fg | Vaporization 

g Glass, saturated vapour, air-side 

h Generator, hot 

1 Inside, initial 

is . Isentropic 

k Heat rejection 

m Log mean 

max Maximum 

min Minimum 

n Nozzle, normal to surface 

о Outside, heat absorption or refrigeration, molar, stagnation 
r Radial, refrigerant-side, rich solution, reduced property 
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xxvi List of Principal Symbols 


rel Relative 


S Suction, at normal boiling point, saturation, saturated solid 
sd Shading 

sg X Sublimation 

t Total, based on extended surface side area 

u Tangential 

у Vapour, volumetric 

ху Wall, water 

х x-direction 

co Free stream 

Superscripts 

т Per ton refrigeration, thermodynamic wet bulb 


^ 


Pure substance 
L Saturated liquid mixture, wet bulb 
V Saturated vapour mixture 
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Visual Preview 


Introduction 





The student is first 
introduced to the theories 
and concepts regarding the 
working of an air conditioner ди ғы 
апа refrigerator. 


1.1 i" A BRIEF HISTORY OF REFRIGERATION 


The methods of production of cold by mechanical processes are quite recent. Long 
back in 1748, William Coolen of Glasgow University produced refrigeration by 
creating partial vacuum over ethyl ether. But, he could not implement his experience 


Hestea Arati 


















































Uis wt 





Vapour Compression System 6 


Solved Examples 








(e) Carnot COP 


BE ep Solved Examples are 
КУН) provided in sufficient number 
жейтін. 00D да іп each chapter and at 
Peek 212001205765 — 5 п па 
appropriate locations to aid іп 


Example 3.2 R 134a System understanding of the text 


Chlorine in the Freon 12 (CCl;F;) molecule depletes the ozone layer in the material 
earth's upper atmosphere. R 12 has now been replaced by те ozone-friendly : 
R 134 a (СОЊЕ, 

For the conditions of Example 3.1, do calculations for R 134a, and compare 
results. 


ъъ = 
COP of the cycle 





Solution From the table of properties of R 134a in the Appendix, we have 
Po = 0.2958 MPa py = 1.0166 MPa h4 = 256.41 kJ/kg 
hy = 398.6 kJ/kg v, = 0.06931 m/kg 
sı = 1.7541 kI/kgK 5;-1Л111 kJ/kg К, há = 419.43 kJ/kg 
C, at p, = 1.145 KJ/kg K Ty =313K 

(a) For isentropic compression, 


ву = 51 = 17541 + C, In xk 


T, = 317.6 К (44490) 
h= h + C (T – 17) 
= 419.43 + 1.145(4.4) = 424.5 kI/kg 
w = hy –ћ = 424.5 – 398.6 = 25.9 kI/kg 
дь = hy — hy = 398.6 – 256.41 = 142.19 kJ/kg 
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Over 150 Practice Problems Ф revision Exercises 

are 9 меп 10 р rovid e h ands- .1 A 15 TR Freon 22 vapour compression system operates between a condenser 
5 5 temperature of 40°C and an evaporator temperature of 5°C. 

on practice to students In (a) Determine the compressor discharge temperature: 


problem-solvi ng | (i) Using the p- diagram for Freon 22. 


(ii) Using saturation properties of Freon 22 and assuming the specific 
heat of its vapour as 0.8 kJ/kg. K. 
(їі) Using superheat tables for Freon 22. 
(b) Calculate the theoretical piston displacement and power consumption of 
the compressor per ton of refrigeration. 

,2 A simple saturation ammonia compression system has a high pressure of 

1.35 MN/m? and а low pressure of 0.19 MN/m/. Find per 400,000 kJ/h of 
refrigerating capacity, the power consumption of the compressor and COP of 
the cycle. 

.3 (a) A Freon 22 refrigerating machine operates between a condenser tem- 
perature of 40°C and an evaporator temperature of 5?C. Calculate the 
increase (per cent) in the theoretical piston displacement and the power 
consumption of the cycle: 





Concepts 





Normal boiling point of 
refrigerants is emphasized 
as an important performance 
criterion. 











AIT, 


шет 1/Тк 


rst -- 


Fig. 4.1(b) Comparison of pressures of lower-boiling and higher boiling 
refrigerants at given evaporator and condenser temperatures 








Comfort Airconditioning 


Chapters 14 to 22 are primarily for comfort air 
conditioning topics like ASHRAE comfort chart, 
solar radiation heat gain, pyrometric calculations 
for cooling and heating, design of A/c apparatus 
and fan-duct system interaction. 

















-0 
x ^ pp 


Distribution Branches 
Rg Ов 
> 





Dew-point temperature, “С 





Main Duct RA 


From Space Fan ToiSpace 























AIC 
Apparatus 








Fig. 16.2 ASHRAE summer а | 


Fig. 22.11 Simple fan-system network 
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Т ар le 6 Table 4.9 Common CFCs and possible alternatives with normal boiling points 
‘Designation Category Chemical N.B.P., °C Flammability 











А " Formula 
Refrigerants in use before кіз сес сұсы, 476: Nom Паламе 
2000, апа alternative К 141b HCFC CHA 222 ue Iu 
Bas CN E 1 —— 
refrigerants have been кп сє сав 237 Non-lammable 
compiled in a list апа are ру о. (ER ш Gu 
H R 134 HFC СНЕ, CHF; -198 Non-flammable 
compared, and comparison R 152a HC СНУСНЕ 2402 Slighly flammable 
of CFC 11 alternatives is SN ED A M — 
: ыу ME 1 
summarized for centrifugal ка moc — CHO, —408 шош 





R 290 (Propane) HC C, Hy -421 Flammable 
compressors. R407C НЕС - - 43.63/-36.63 


R502 —454 Non-flammable 
R404A HFC = -46.22/- 45.47 - 

R 507A HFC - -4674 - 

R 143a HFC СН, СЕ, —4735 Slightly flammable 
R 125 HFC CHE, СЕ, —48.55 — Non-flammable 
R410A НЕС - -51.44/- 5136 - 

R32 HFC CHF, — 52.024 Slightly flammable 














Calculation of Enthalpy of Mixture in Vapour Phase 
хі developed by Agarwal and Arora” will now be described. 
те 4.15 shows the vapour-liquid domes of pure components 1 and 2, anc 
nixture of certain composition on a p-h diagram. Apart from numerous self- 
Mature explanatory figures, an innovative 
component new рН diagram has been 
developed to estimate the 


properties of mixed refrigerants, 


Component 1 

















emoc as the need of the day is to find 
a Aye ee new refrigerant blends as 
| = (ће) 0°C АС alternatives. This is for PG апа 





һ--- 





research students. 


Fig. 4.15 Proposed method for vapour mixture enthalpy calculation 





figure illustrates how the enthalpies of saturated liquid and satu 
may be calculated. The proposed method assumes values for reference 





Simulation Problems 





Example 9.4 Estimation of D-X Chiller Capacity (Simulation) 
The following specifications are given for an R 22 D-X Chiller. 


For advanced students, Condensing temperature, ty 43°C 
Saturated suction temperature 2°C 

procedures to develop Молл E 
computer methods for design Tubes in each pass 12, 16, 20, 24, 30, 32, 32, 34 

a - TA 2 ? Evaporator superheat Se 
simulation and optimization of Inlet water temperature, ty, 111°C 

Я Я Outlet water temperature, ty, 72°C 

ref rigeration systems Refrigerant pressure drop in 


r iv n. evaporator 0.14 bar (assumed) 
ае 9 5 Shell diameter, D, 0.406 m 


Tube length between tube sheets, 1 2.213 m 
Tube ID, D; 0.0158 m 
Tube OD, Do 0.0191 m 
Tube pitch (triangular), Ру 0.0222 т 
Number of baffles p 

Baffle pitch, Pg 0.0762 m 
Baffle cut 0.094 m 
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Аррепа ісеѕ where p is in kg/dm*, and the constants are as follows: 


D, = 0.2477199 D, =- 0.1480948 Р, = 0.008001550 
П,-- 0.01962269 D; = 0.0023223 Р, = – 0.0001057677 


For the benefit of students 


Zero-Pressure Constant Volume Specific Heat 


pursuing postgraduate studies | = бы Ca T+ Ca T^ + СТ? (A.1.8) 
and research, correlations of poii аи 1. 
properties of refrigerants are С» = 0.00238154 Са = 1.37374 x 10? 

given in Appendix A. + 


A.2 Y CORRELATIONS FOR THERMODYNAMIC 
PROPERTIES OF R 134a 


The correlations given by Wilson and Basu* have been used: 
Vapour Pressure Correlation 


BG; - Т, 
InP,- P4 2 +P T, + P, T24. 8065-10) 
T, T, 


ш(Ры-Т) (А24) 


* Wilson D.P. and Basu R.S., ‘Thermodynamic properties of а new statospherically safe 
working fluid-Reftigerant 134а', ASHRAE Trans., Vol. 94, pp. 2095-2118, 1988. 














Many new tables and charts 
have been introduced in 
Appendices B and C to 
expand the scope of study 
and problem-solving. 














Vapour Pressure, MPa. 

































































400 450 
Enthalpy, Ык 
: Pressure-Enthalpy Diagram for Refrigerant 123 
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Introduction 


1.1 uv A BRIEF HISTORY OF REFRIGERATION 
The methods of production of cold by mechanical processes are quite recent. Long 
back in 1748, William Coolen of Glasgow University produced refrigeration by 
creating partial vacuum over ethyl ether. But, he could not implement his experience 
in practice. The first development took place in 1834 when Perkins proposed a 
hand-operated compressor machine working on ether. Then in 1851 came Gorrie's 
air refrigeration machine, and in 1856 Linde developed a machine working 
on ammonia. 

The pace of development was slow in the beginning when steam engines were the 
only prime movers known to run the compressors. With the advent of electric motors 
and consequent higher speeds of the compressors, the scope of applications of 
refrigeration widened. The pace of development was considerably quickened in the 
1920 decade when du Pont put in the market a family of new working substances, the 
fluoro-chloro derivatives of methane, ethane, etc.—popularly known as chloro 
fluorocarbons or CFCs—under the name of Freons. Recent developments involve 
finding alternatives or substitutes for Freons, since it has been found that chlorine 
atoms in Freons are responsible for the depletion of ozone layer in the upper 
atmosphere. Another noteworthy development was that of the ammonia-water 
vapour absorption machine by Carre. These developments account for the major 
commercial and industrial applications in the field of refrigeration. 

A phenomenon called Peltier effect was discovered in 1834 which is still not 
commercialized. Advances in cryogenics, a field of very low temperature refrigera- 
tion, were registered with the liquefaction of oxygen by Pictet in 1877. Dewar made 
the famous Dewar flask in 1898 to store liquids at cryogenic temperatures. Then 
followed the liquefaction of other permanent gases including helium in 1908 by 
Onnes which led to the discovery of the phenomenon of superconductivity. Finally 
in 1926, Giaque and Debye independently proposed adiabatic demagnetization of a 
paramagnetic salt to reach temperatures near absolute zero. 

Two ofthe most common refrigeration applications, viz., a window-type room air 
conditioner and a domestic refrigerator, have been described in the following pages. 
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2 Refrigeration and Air Conditioning 


1.1.1 Room Air Conditioner 


Figure 1.1 shows the schematic diagram of a typical window-type room air condi- 
tioner, which works according to the principle described below: 

Consider that a room is maintained at constant temperature of 25°C. In the air 
conditioner, the air from the room is drawn by a fan and is made to pass over a 
cooling coil, the surface of which is maintained, say, at a temperature of 10°C. After 
passing over the coil, the air is cooled (for example, to 15°C) before being supplied 
to the room. After picking up the room heat, the air is again returned to the cooling 
coil at 25°C. 

Now, in the cooling coil, a liquid working substance called a refrigerant, such as 
CHCIF, (monochloro-difluoro methane), also called Freon 22 by trade name, or 
simply Refrigerant 22 (R 22), enters at a temperature of, say, 5°C and evaporates, 
thus absorbing its latent heat of vaporization from the room air. This equipment in 
which the refrigerant evaporates is called an evaporator. 


Heated Air at 55°C 


111 

































































Condenser 
—t— High Pressure 
Vapour 
< n Á 
High Pressure joa Air at oe Air at 
Liquid at 60°C р ---” Electric Motor 
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Wall Motor 
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Supply Air to 


Room at 15°C 


Fig. 1.1 Schematic diagram of a room air conditioner 


After evaporation, the refrigerant becomes vapour. To enable it to condense back 
and to release the heat—which it has absorbed from the room while passing through 
the evaporator—its pressure is raised by a compressor. Following this, the high 
pressure vapour enters the condenser. In the condenser, the outside atmospheric air, 
say, at a temperature of 45°C in summer, is circulated by a fan. After picking up the 
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Introduction 3 


latent heat of condensation from the condensing refrigerant, the air is let out into the 
environment, say, at a temperature of 55°C. The condensation of refrigerant may 
occur, for example, at a temperature of 60°C. 

After condensation, the high pressure liquid refrigerant is reduced to the low 
pressure of the evaporator by passing it through a pressure reducing device called 
the expansion device, and thus the cycle of operation is completed. A partition wall 
separates the high temperature side of the condenser from the low temperature side 
of the evaporator. 

The principle of working of large air conditioning plants is also the same, except 
that the condenser is water cooled instead of being air cooled. 


1.1.2 Domestic Refrigerator 


The working principle of a domestic refrigerator is exactly the same as that of an air 
conditioner. A schematic diagram of the refrigerator is shown in Fig. 1.2. Like the 
air conditioner, it also consists of the following four basic components: 

(i) Evaporator; (11) Compressor; (11) Condenser; (iv) Expansion device. 


Refrigerator Cabinet 























| -15°C | Air out 
| Evaporator | рәс | 
| (Freezer) | g 
| >- 
| 
| | 
| 25°С | 
| 
| t | 9 
QL | — МН 
| 740 | 
| СарШагу zi 
| Tube | 
| | _ 
| | | 
| | А А oe 
Di ee ыу zy Air in 
Ww 
Compressor 


Fig. 1.2 Schematic diagram of a domestic refrigerator 


But there are some design features which are typical of a refrigerator. For 
example, the evaporator is located in the freezer compartment of the refrigerator. 
The freezer forms the coldest part of the cabinet with a temperature of about —15°C, 
while the refrigerant evaporates inside the evaporator tubes at -25?C. Just below the 
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4 Refrigeration and Air Conditioning 


freezer, there is a chiller tray. Further below are compartments with progressively 
higher temperatures. The bottom-most compartment which is meant for vegetables 
is the least cold one. The cold air being heavier flows down from the freezer to the 
bottom of the refrigerator. The warm air being lighter rises from the vegetable com- 
partment to the freezer, gets cooled and flows down again. Thus, a natural convec- 
tion current is set up which maintains a temperature gradient between the top and 
the bottom of the refrigerator. The temperature maintained in the freezer is about — 
15°C, whereas the mean inside temperature of the cabinet is 7?C. 

The design of the condenser is also a little different. It is usually a wire and tube 
or plate and tube type mounted at the back of the refrigerator. There is no fan. The 
refrigerant vapour is condensed with the help of surrounding air which rises above 
by natural convection as it gets heated after receiving the latent heat of condensation 
from the refrigerant. The standard condensing temperature is 55?C. 


Note Іп both the room air conditioner as well as the refrigerator a long narrow bore tube, 
called the capillary tube, is employed as the expansion device. 


In the modern no-frost refrigerators, the evaporator is located outside the freezer com- 
partment. The cold air is made to flow by forced convection by a fan. 


Working Substances in Refrigerating Machines The working substance being 
used in air conditioners is R22. In refrigerators R12 has been used before the year 
2000. But R12 is a CFC (chloro-fluoro carbon). Because of the ozone-layer deple- 
tion problem, alternatives such as the following are being used in place of R12. 
(i) Refrigerant 290 or R290, viz., Propane (Са). 
(ii) Refrigerant 134a or R134a, viz., Tetra-fluoroethane (C,H,F,) 
(ii) Refrigerant 600a ог К 600a, viz., Isobutane (CH |). 


1.2 un SYSTEME INTERNATIONAL D’UNITES (SI UNITS) 


wl 


SI or the International System of Units is the purest form and an extension and 
refinement of the traditional metric system. In SI, the main departure from the tradi- 
tional metric system is in the use of Newton as the unit of force. 

There are six basic SI units as given in Table 1.1. The units of other thermody- 
namic quantities may be derived from these basic units. 


Table 1.1 Basic SI units 


Quantity Unit 





Length metre 
Mass kilogram 
Time second 
Temperature kelvin 


Electric current ampere 


Luminous intensity candela 
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The unit of temperature is kelvin which measures the absolute temperature given by 
Т=1+ 273.15 


where t is the Celsius temperature in °C. 


1.2.1 Unit of Force 
Force F is proportional to mass m and acceleration a, so that 

F = С(т) (а) (1.1) 
where С is a proportionality constant. The SI unit of force, уі2., Newton denoted by 


the symbol N is derived from unit values taking the proportionality constant as unity. 
Thus, one newton is 





IN = (1 kg) (i =) =1 om 
S 


The MKS unit of force, kgf, defined by Eq. (1.1) is 





Ткор= ______ (1 Ко) (9565 =) = | kgf 
9.80665 5 
which represents a unit weight or the gravitational force оп one kilogram mass. In 
the above definition, the value of the constant C is taken as equal to the standard 
gravitational acceleration so that one kilogram mass has one kilogram weight. 
It can be seen that 


1 kgf = (1 kg) (5565 =) = 9.80665 N 
5 


Also, we known that 
1 lbf = 0.453592 kgf 


1.2.2 Unit of Pressure 
The SI unit of pressure p can also be derived from its definition as force per unit 
area. Thus 


[p] » Él - мъ 


[A] 
The unit is also called pascal and is denoted by the symbol Pa. 
Another common SI unit of pressure is bar which is equivalent to a pressure of 
10° N/m? or 0.1 MN/m? or 100 kN/m’. Its conversion to MKS and FPS units is as 


follows 
5 
1 bar = РРА = 1.0197 kgf/cm? or ata 
10 ст 
2 
= 102 (2.54) . 145 Ibf/in? 


0.453592 
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It can be seen that one standard atmosphere is given by 


1 atm = 1.033 kgf/cm? = 14.696 Ibf/in? 


= к Де 1.01325 bar 
1.0197 
- 760 mm Hg or 760 torr 


Accordingly, 
1 torr = 1 mm Hg = a atm = 133 N/m? 
760 
The conversion of one technical atmosphere, i.e. ata is obtained as: 
1 ata = 1 ко ст: = (9.80665) (10°) = 980665 N/m 


= 0.980665 bar 
= (0.980665) (14.5) = 14.22 Ibf/in? 





- 280683 = 736 torr ог mm Hg 
133 
The conversion of other units of pressure аге 


(ome mine 
1 cm H,O = | | kg | 9.80665 — | = 98.1 N/m 
2 1000 } 7 2 


N/m? 
1 in Hg = (25.4 mm) [а = 
mm H 





-| = 3390 N/m? 


1.2.3 Unit of Energy (Work and Heat) 
The unit of work or energy is obtained from the product of force and distance moved. 
The SI unit of work is Newton metre denoted by Nm or Joule denoted by J. Thus 

1 Nm =1 J = (1 kg m/s) (1 m) = 1 kg т2/52 

Since both heat and work are energy, the SI unit of heat is the same as the unit of 

work, viz., joule. The conversion of the MKS unit of heat, viz., kcal, is obtained 
from its mechanical equivalent of heat which is 427 kcal/kgfm. Thus: 

1 kcal = 427 kgf m = (427) (9.80665 N)m 


= 4186.8 Nm or J = 4.1868 kJ 


Also 1 kcal = (1 kg of water) (1°C) 
= l ,29 1b°F=3.968 Btu 
0.453 5 
Hence 1 kcal = 4.1868 kJ = 3.968 Btu 


1 kJ = 0.948 Btu = 0.239 kcal 
1 Btu = 0.252 kcal = 1.055 kJ 


1.2.4 Unit of Power 
The SI unit of power is watt, denoted by the symbol W. It is defined as the rate of 
doing 1 Nm of work per second. Thus 

1 W =1 J/S = 1 Nm/s 
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It may also be noted that watt also represents the electrical unit of work defined by 
1 W = l(volt) x 1 (ampere) = 1 J/s 
The conversion of the horsepower unit can also be obtained 
ЕЛБЕ (550 x 0.3048 m) (0.453592 x 9.80665 М) 
"ДАН 5 
= 746 Nm/s or J/s ог W 


1 hp (imperial) = 550 





1 hp(metric) = 75 EE?! = (75 х 9.80665 М) 1 
5 5 


= 736 Nm/s or J/s ог W 
Further, the units of energy can be derived from those of power. Thus 


1J=1Ws 
1 KWH = 3,600,000 J = 3,600 kJ = 860 kcal = 3,410 Btu 
1 hp/hr = 746 x 3,600 J = 2,680 kJ = 641 kcal = 2,540 Btu 
(imperial) 
1 hp/hr = 736 х 3,600 J = 2,650 kJ = 632 kcal = 2,510 Btu 
(metric) 
1.2.5 Unit of Enthalpy 
The interconversion of units of enthalpy are as follows 
1 kJ/kg = 0.239 kcal/kg = 0.42 Btu/Ib 
1 kcal/kg = 4.19 kJ/kg = 1.8 Btu/Ib 
1 Btu/Ib = 0.556 kcal/kg = 2.33 kJ/kg 


Note The definition of enthalpy (Н) (and specific enthalpy (h)) is obtained by the 
application of the First Law of Thermodynamics to a thermodynamic process. 


1.2.6 Units of Entropy and Specific Heat 
These are expressed as 
1 kJ/kg.K = 0.239 kcal/kg?C or Btu/Ib°F 
1 kal/kg°C = 1 Btu/Ib°F = 4.1868 kJ/kg.K 
Note The definition of entropy (S) (and specific entropy (s)) is obtained by the 
application of the Second Law of Thermodynamics to a thermodynamic process. 


1.2.7 Unit of Refrigerating Capacity 


The standard unit of refrigeration in vogue is ton refrigeration or simply ton denoted 
by the symbol TR. It is equivalent to the production of cold at the rate at which heat 
is to be removed from one US tonne of water at 32°F to freeze it to ice at 32°F in one 
day or 24 hours. Thus 
1 x 2,000 Ib x 144 Btu/Ib 
24 hr 


= 12,000 Btu/hr = 200 Btu/min 


1TR= 
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where the latent heat of fusion of ice has been taken as 144 Btu/Ib. The term one ton 
refrigeration is a carry over from the time ice was used for cooling. In general 1 TR 
always means 12,000 Btu of heat removal per hour, irrespective of the working sub- 
stance used and the operating conditions, viz., temperatures of refrigeration and heat 
rejection. This unit of refrigeration is currently in use in the USA, the UK and India. 
In many countries, the standard MKS unit of kcal/hr is used. 
It can be seen that 
1 TR = 12,000 Btu/hr 


= 12,000 _ з 924.2 ксаућг 
3.968 
= 50.4 kcal/min = 50 kcal/min 


Also, since 1 Btu = 1.055 kJ, the conversion of ton into equivalent SI unit is: 
1 TR = 12,000 x 1.055 = 12,660 kJ/hour 
= 211 kJ/min = 3.5167 kW 





Example 1.1 The performance test of an air conditioning unit rated as 140.7 
kW (40 TR) seems to be indicating poor cooling. The test on heat rejection to 
atmosphere in its condenser shows the following: 


Cooling water flow rate: 41/5 
Water temperatures: In 30°C: Out 40°C 
Power input to motor: 48 kW (95% efficiency) 


Calculate the actual refrigerating capacity of the unit. 


Solution Heat rejected in condenser 


Оса = ту С, At, 
= 4 (4.1868) (40-30) = 167.5 kW 
Work input 


W = 48 (0.95) = 45.6 kW 
Refrigeration capacity (by energy balance) 


Q refrigeration = O ondenser = W 
= 167.5 — 45.6 = 121.9 kW (34.7 TR) 
The unit is operating below its rated capacity of 40 TR. 





1.3 uv. THERMODYNAMIC SYSTEMS, STATE, PROPERTIES, 
“~~ PROCESSES, HEAT AND WORK 


Thermodynamic systems are of two types. They are either closed or open as 
illustrated in Fig. 1.3. A closed system is one across whose boundary only heat Q 
and work W flow. In an open system the working fluid also crosses the control 
surface drawn around the system. Everything outside the system is surroundings. 
The system plus surroundings combine to make the universe. 
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Control Surface 


[fo 










System Working - Working 
Boundary Substance in Open Substance out 
W — ——-| System |[——— 


Surroundings 











| 


Q 


| 


Fig. 1.3 Closed and open systems 


The state of a thermodynamic system is characterised by its properties. The change 
of state of the working substance represents a thermodynamic process. Thermody- 
namic processes occurring in a closed system are called non-flow processes. Likewise, 
thermodynamic processes occurring in an open system are called flow processes. 

Further, the processes that can be reversed such that the system and environment, 
both, can be restored to the initial state are called reversible processes. The processes 
which, when reversed, will not restore both the system and environment to the initial 
state are called irreversible processes. 

The properties are either intensive or extensive. Intensive properties do not 
depend on the size of the system. These are, e.g., pressure p and temperature T. The 
extensive properties depend on the size of the system, e.g., volume V, internal 
energy U, enthalpy H, entropy S, etc. Their numerical values per unit mass of the 
working substance are called the specific properties denoted by lower case symbols, 
viz., ©, и, h, s, etc. The specific properties are intensive properties. 

A thermodynamic process is accompanied with heat and work interactions 
between the system and the surroundings. The heat added to the system is considered 
as positive, and that rejected by the system as negative. The sign convention for work 
is the opposite. The work done by the system is positive and the work done on the 
system is negative. 

The heat and work interactions per unit mass of the working substance in the 
system are denoted as 4 and w. 


Note The work done in a reversible process in a simple compressible system is 
given by 


w= [pav 


Note that in an irreversible process, the work is not given by J рау. 


1.4 un FIRST LAW OF THERMODYNAMICS 


The first law of thermodynamics is mathematically stated as follows: 


$éo- bow (1.2) 
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Accordingly, during a thermodynamic cycle, viz., a cyclic process the system 
undergoes, the cyclic integral of heat added is equal to the cyclic integral of work 
done. Equation (1.2) can also be written for a cycle as 


feso- ду) =0 
Equation (1.3) below is a corollary of the first law. It shows that there exists a 
property U, named internal energy of the system/substance, such that a change in its 
value is equal to the difference in heat entering and work leaving the system. Accord- 
ingly, for a process in a closed system, the first law can be written as: 
60 = ôU + OW (1.3) 
For the change of state of a system from initial state 1 to final state 2, this 
becomes 
Q=U,-U,+W 
Another property named enthalpy H can also be defined now as a combination of 
properties U, p and V, 
H=U+pV,h=u+pv 
For a reversible process, since dW = рау, the first law can also be written as 
60 = dU + pdV, дд = du + pdv (1.4а) 
60 = dH – Vdp, ді- dh – v dp (1.46) 
The first law сап be applied to а process іп an open system. Figure 1.4 repre- 
sents an open system undergoing a steady-state steady-flow (SSSF) process. 


For the process, the first law takes the form of a steady-flow energy equation as in 
Eq. (1.5) 


Ò = тшшщ) (po va - pi) + F(C- CD 
+ 2 (2, – 201 + W 
= m[(hy –ћ)) + iG- С2) + (5 –2)1 +W (1.5) 


Here, in addition to change in internal energy, changes in kinetic and potential 
energies are also considered since these are significant. In addition, work, equal to 
(рь 95 — p, 21), to make the fluid enter and leave the system called the flow work is 
also considered. 


Shaft Work = W 


| 




















(0 m kg Ореп (2) . 
| >| System | > mkg 
| Uy P1, 01, 71, Ci U2, рә, 02, Тә, C2 | 
21 | Q = Heat Added 22 
1 АЕ Қ ыты Reference Line | | — ү _ 


Fig. 1.4 Representation of a steady-state steady-flow process 
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Writing Eq. (1.5) on the basis of a unit mass entering and leaving the system, we 
have Eq. (1.6) 


2 c 
q*h y *gu-h* а ну (1.6) 


1.5 un. SECOND LAW OF THERMODYNAMICS 


The second law of thermodynamics can be mathematically state for a thermody- 
namic cycle in the form of Clausius Inequality as given in Eq. (1.7) 


óQ 
= <0 1.7 
pc (1.7) 
The equality holds for a reversible cycle, and the inequality for an irreversible 


cycle. 

Just as the application of first law to a thermodynamic process led to the estab- 
lishment of a new property, named internal energy (U), the application of the second 
law to a process leads to the establishment of another new property named entropy 
(8), defined as follows іп Eq. (1.8) 


= [20 
EUN (1.8) 


Thus, for a reversible process, between two given states, from initial state 1 to 
final state 2 in a closed system, or inlet state 1 to exist state 2 in an open system, the 
change in entropy is given by 


2 2 
Ad UEM 
rev 1 rev 


1 
It is found by applying Clausius inequality that for an irreversible process 


2 2 
óQ 64 
S,- 8,» (22).5-5» (4) 
J T J T 
2 


Note Fora reversible process in a compressible system work done W = | рау. Hence, the 
area under the curve on P-V diagram gives work done in the о, Similarly, for a 
reversible process, heat transfer Q = ўта. Hence, the area under the сите оп Т-5 
diagram gives heat transfer during the ee 


1.61. NON-FLOW PROCESSES 
“a 
Processes in a closed system are referred to as non-flow processes. Since the veloci- 
ties are small, and hence dissipation due to friction is negligible, most non-flow 
processes are considered as reversible. 
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In a reversible constant volume process, W = f pav =0. 
Hence, from first law, О = U, – U}. 


In a reversible constant pressure process, W = І pdV = p(V, – Ур, and from first 
law, О = (U, – О) + p(V; - у) = Hy - H}. 

Also, from second law and property relation, О = J TdS 

-7(85-5)-Н,-НҢ,. 

In an isothermal process, О = T(S, – S,) = (U, - О) + №. 

In an adiabatic process, О = 0 and W = – (U, — U)). In a reversible adiabatic 
process, in addition, we have from second law, Q = J TdS = 0. Hence, 5, = 5. А 
reversible adiabatic process is, therefore, an isentropic process. 

A general process can be represented by the polytropic relation 

pi У; =p, V3 = pV" = Constant 
in which n is the polytropic index. For the polytropic process, we have Eq. (1.9) for 
work 


n 
We | pdV = ju, ыр 





п п 
= —— pM (2) -1 (1.9) 
== = 


1.7 ТУ. STEADY-FLOW PROCESSES 


The steady-flow energy equation is applicable to flow processes, viz. processes in 
an open system. In most flow processes, the irreversibility due to viscous friction 
cannot be neglected on account of significant velocities encountered. It is, therefore, 
necessary to calculate the unknown quantity by first assuming the process as revers- 
ible, and then multiplying or dividing the result by a process efficiency. 


Boiling and Condensation 





"AP 
q--h-h* 5062 - С) = - № 


as the velocities are small, and (һе change in kinetic energy can be neglected. If there 
is a significant pressure drop as in direct-expansion evaporators in refrigeration, the 
process is not completely reversible. 


Isothermal Process Neglecting kinetic and potential energies 
q-w=h,-h, 





Adiabatic Process In nozzles and diffusers, there is no heat transfer or work done. 
In these devices, there is interconversion between kinetic energy and enthalpy. Thus 
we have 
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1 
2C - Ст - 


In turbines and compressor, assuming no heat transfer and neglecting changes in 
kinetic and potential energies, we obtain for work 
wzhj-h, 
To account for irreversibility in processes, the efficiencies are defined as follows: 


Nozzle and Turbine Efficiency 








ne Ah 
h, hj, 
Diffuser and Compressor Efficiency 
һ- hy, 
эз. 
1 


In these equations, h, represents the enthalphy at ће end in the actual process and 
hy, represents the enthalpy if the process is executed reversibly, viz., isentropically 
between the pressure limits p, and pp. 


Throttling Process Itis an irreversible adiabatic process. It is employed to reduce 
the pressure of a fluid by introducing a restriction in the flow passage as illustrated 
in Fig. 1.5. 





(1) Restriction (2) 











A4, рл, 04, T4, h4, Cy A2, рә, 02, Тә, 12, C2 
Fig. 1.5 Representation of a throttling process 
As the process is adiabatic and no external work is done, we have 
e C 
ht Œ =h + — 
172 2772 
Since р < р, V, > У}. Hence if A, = А, C; > C,. Making A, > A, such that 
C, = СІ, or since kinetic energy change is negligible, we find that in a throttling 
process 
h =, 
Accordingly, throttling is also referred to as an isenthalpic-expansion process. 


1.8 uv THERMODYNAMIC STATE OF A PURE SUBSTANCE 
с Б® 
The working substance used in refrigerating machines is called a refrigerant. А 
refrigerant is usually a pure substance, though research is on to use mixtures also. 
A knowledge of two independent properties is required to determine the thermo- 
dynamic state of a pure substance. In the case of equilibrium between two phases of 
a pure substance, only one independent property is required to define the state. 
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The equilibrium between phases, and the state of a pure substance are best 
described by the phase diagrams such as the p – v and 7 – s diagrams shown in 
Figs 1.7(a) and 1.7(b). The continuous lines on these diagrams represent the locii of 
equilibrium/saturation states in which phase change occurs, e.g., s and f; between 
solid and liquid, and f, and g between liquid and vapour. The temperature for change 
from solid state s to liquid state f, or vice versa, is the melting/freezing/fusion tem- 
perature. The temperature for change from liquid state / to vapour state g, and vice 
versa, is the boiling/condensation temperature. Similarly the temperature for change 
between solid state s and vapour state g is the sublimation/ablimation temperature. 


Vc 






рс 221.2 bar 
Critical Point 


p=1atm 


Gig 


273.15 К 





Sublimation 








V —> 
(a) Water 


T —- 








(b) Normal Substance 


Fig. 1.6 Temperature-specific volume phase diagrams for water 
and normal substances 


Consider a unit mass of solid at S below its melting point at 1 atm pressure. Let 
heat be supplied to it, and let us follow the events that occur at constant pressure 
as shown in Fig. 1.6(a) for water and Fig. 1.6(b) for a normal substance, Figs. 1.7(a) 
and 1.7(b) are for a normal substance. We observe the following from Fig. 1.7. 
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Fig.1.7(b) T-s phase diagram for a normal substance 


(1) Temperature rises until point s is reached. 
(ii) Further heating results in melting of solid at constant (melting point) tempera- 
ture until point f, is reached. 
(11) Change of phase from solid to liquid is complete at fj. Heating of liquid now 
results in rise in temperature until point f, is reached. 
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(iv) Further heating at № results in vaporization of liquid at constant (boiling point) 
temperature until point g is reached. 

(v) Change of phase from liquid to vapour is complete at g. Heating of уарош/ 
gas at g results in rise in temperature again until, say, point G above the boil- 
ing point temperature is reached. 

States, |, № and g are saturation states. f} represents saturated liquid state in 
equilibrium with saturated solid state s, and f, represents saturated liquid state in 
equilibrium will saturated vapour stage g. Now onwards, the subscripts 1 and 2 from 
f, and f, will be dropped, and the context will tell which one we are referring to. 

Note that there is a large change in volume equal to v,, = v, – v, during vaporiza- 
tion from f, to 5- Similarly, we have latent heat of vaporization A, = h, – hp, and 
entropy of vaporization Sje = 5, — sy. 

State S below the melting point temperature T, = ТА is а subcooled solid state. 
State С above the boiling point temperature 7, = T, is a superheated vapour state. 
Any liquid state F between f, and f; below the boiling point temperature is a 
subcooled liquid state. Any state A in the liquid plus vapour (F + С) region repre- 
sents a mixture of vapour at g and liquid at fọ. The position of A is governed by the 
quality or dryness fraction x of vapour and (1 — x) of liquid. 

Consider now the reverse process of cooling of superheated vapour at G. The 
processes followed will be desuperheating from С to g, condensation from g to f>, 
subcooling from f, to f|, freezing from f, to s, and subcooling from s to S. 

Consider now that the heating of solid is carried out at lower pressures. As the 
pressure is lowered, there is a marked decrease in boiling point temperature, and 
an increase in volume and enthalpy accompanying vaporization. This continues 
until triple point pressure p,, and temperature Т „аге reached. On the triple point 
line, all the saturation states 5, 1, f; and g lie. Thus, all the three phases exist in 
equilibrium at the triple point. The triple point for water is at 273.16 K (0.01?C) 
temperature, and 0.006112 bar pressure. 

Below the triple point pressure, saturated solid at s on heating directly changes 
into saturated vapour at g. This is called sublimation. Similarly, saturated vapour at 
g on cooling directly changes to saturated solid at s. This is called ablimation or 
freeze-condensation. 

Consider now the heating at pressures above atmospheric. In general, at higher 
ded the boiling point increases, and there is a marked decrease in ve, hy, and 

„ At a certain high pressure, Ve, hy, and s;, become zero. This is refered | to М е 
а point. The properties at this point аге denoted as critical pressure р,, critical 
temperature Т. and critical volume 2... The same for water are: 

p, = 221.2 bar, T, = 647.3 K, v, = 0.00317 m/kg 

At pressures above critical, there is no definite transition between liquid and 
vapour phases. | 

Note that the gaseous state Сі at low pressures (tending to zero) and high 
temperatures represents the ideal or perfect gas state following the equation pv = RT. 


1.9 Ты -. HEAT EXCHANGE PROCESSES 


Heat is normally absorbed or rejected by a working substance at a constant pressure. 
It has been seen that when a working substance exchanges heat, then either 
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(i) the temperature of the substance changes and the substance remains in a single 
phase, or 
(ii) the temperature of the substance remains constant but a phase change occurs. 

The heat transferred without a phase change results in a temperature rise and is 
called sensible heat, and that transferred resulting in a change of phase at constant 
temperature is called latent heat. 

Sensible heat is measured by the expression 

Qs =mC, AT 

where m is the mass, C, is the specific heat at constant pressure, and AT is the 
temperature change of the working substance. In general, chilled water or salt 
solutions of either NaCl or CaCl, called brines are used as carriers of refrigeration 
for the absorption of heat. Chilled water is used for air conditioning in central air- 
conditioning plants. Brines have freezing points lower than 0°C and are, therefore, 
used as coolants in applications below 0°C refrigeration temperature, such as in cold 
storages, ice plants, skating rinks, etc. 

Latent heat exchange processes correspond to those of melting, evaporation and 
sublimation, and vice versa, viz., fusion, condensation and desublimation and the 
heat transferred is measured by 

О; = mAh 
where Ай is the latent heat for the corresponding process, e.g., hy, for latent heat of 
vaporization, ћ,, for sublimation and л, for fusion. The subscripts s, f and g denote, 
solid, liquid and gas respectively. Evaporation is the most commonly used method 
in refrigeration for the absorption of heat. Sublimation is used in a process called 
freeze drying. In this, the product is first frozen and cooled until it reaches below its 
triple point temperature. It is then placed in a chamber which is evacuated to a pres- 
sure sufficiently below the triple point pressure. Heat is then supplied to the product 
and in a freeze-condenser the sublimated vapours are condensed at a temperature of 
about — 40°C. The food thus dried generally retains its original flavour and value 
and can be reconstituted into its original condition by the addition of water. Freeze 
drying is used in the manufacture of certain high-value food products and medicines. 

Wide use is made of the melting of ice in homes, stores, transports, etc., for the 
preservation of products at refrigerated temperatures. The main drawbacks of ice 
are the temperature limitation of 0°C and the spoilage caused by the melted water. 
These drawbacks can be avoided by the use of solid carbon-dioxide, also called dry 
ice, which sublimates at atmospheric pressure. Dry ice is rather widely used in 
refrigerated air transport. In recent times, liquid nitrogen has also become quite 
popular in transport refrigeration. 





Example 1.2 100 kg of ice at—5°C is placed in a bunker to cool some vegeta- 
bles. 24 hours later, the ice has melted into water at 10°C. What is the average 
rate of cooling in kJ/h and TR provided by the ice? Given: 

Specific heat of ice, С kJ/kg.K 

Specific heat of water, C, = 4.1868 kJ/kg.K 

Latent heat of fusion of ice at 0?C, hs, = 335 kJ/kg. 
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Heating of Water 





Latent Heat of Fusion 
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Sensible Heating of Ice 
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Fig. 1.8 Figure for Example 1.2 


Solution The change of temperature with heat supplied is shown in Fig. 1.8. 
О = т[С, (t, —t) + hy C, (tg — 1) 
= 100 [1.94 (0 + 5) + 355 4.1868 (10 — 0)] = 38,660 kJ 





Capacity — 25090 = 1611 kJ/h 
24 
к = 0.127 TR 
12,660 





1.10 ТУ. PRODUCTION OF LOW TEMPERATURES 


С Б 
The various principles and processes involved іп the production of low temperatures 
are as follows: 
(i) Throttling expansion of a liquid with flashing. 
(ii) Reversible adiabatic expansion of a gas. 
(iii) Irreversible adiabatic expansion (throttling) of a real gas. 
(iv) Thermoelectric cooling. 
(v) Adiabatic demagnetization. 


1.10.1 Expansion of a Liquid with Flashing 


Consider the throttling of a saturated liquid initially at 1 at pressure p, as shown іп 
Fig. 1.9. The state after expansion is at 2. The process is accompanied by an increase 
in entropy along with a drop in pressure due to which the volume increases and a part 
of the liquid is vaporized, thus cooling the remaining liquid. The expansion, with the 
vaporization of a part of the liquid causing the lowering of its temperature, is called 
flashing. This method is most commonly used for obtaining low temperatures. It will 
be seen that for the process 


hy = hy = hg, t X5 hye, U, = Up, t XU fo 
It may be noted that the temperature will similarly drop from Т, to Т, if the liquid 


had isentropically expanded from 1 to 2". But the isentropic expansion of a liquid is 
not employed in refrigeration for reasons explained in Sec. 3.1. 
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Fig. 1.9 Reversible and irreversible adiabatic expansion of a liquid 


1.10.2 Reversible Adiabatic Expansion of a Perfect/Ideal Gas 


This method is used with permanent gases such as air. The gas is initially com- 
pressed and cooled and then expanded reversibly in an adiabatic reciprocating or 
turbo-type expander, thus doing external work. The reversible adiabatic expansion 
of an ideal gas from p, to p, follows the path pV ”= C. The work done is given by the 
shaded area shown in Fig. 1.10. The expression for work is obtained by adding the 
flow work components to the non-flow work. Thus, we have for specific work. 


w= > рдо = fipav + | рао + [7 pao ло = -$ 1 vdp 














0 


Fig. 1.10 Work done in a reversible adiabatic-expansion process 


which gives on integration for a perfect gas 


My 
w - fof 2 dp = a (роу – P20) 
p yor 


Also since а=0 
we obtain from the steady-state steady-flow energy equation 


h,-h,=w=- Грар = — (рупу - p) 
y-1 


R 
which for an ideal gas, on putting c - С,, becomes 
У _ 
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w = hy, -Mm = С, (Т – Т) 


The temperature after expansion is given by 
y-1 


1, _ |2)" 
Т, Р 


1.10.3 Irreversible Adiabatic Expansion (Throttling) of а Real Gas 


Herein again, the initially compressed and cooled gas is expanded, but irreversibly, 
through a throttle device with restriction to flow. It has been shown that for this 
process 
h, =hy 

and for a perfect gas T, = Т», since enthalpy is a function of temperature only. 

Real gases, however, show a departure from ideal gas behaviour and usually pro- 
duce a substantial decrease in temperature under certain conditions, viz., initial low 
temperature and high pressure of the gas. The decrease in temperature dT corre- 
sponding to a drop in pressure dp, defined by 


ӘТ 
BE) os 
19) ib 


is known as the Joule-Thomson coefficient. For an ideal gas this coefficient is zero. 
For a real gas, we have: 


For cooling б is positive Initial state of gas at high pressure and low 
temperature 
For no change 6-0 Ideal gas behaviour 


in temperature 
For heating бі negative Initial state of gas at high temperature. 





1.10.4 Thermoelectric Cooling 


In 1834, Jean Peltier, a French watchmaker and an amateur scientist, discovered that 
cooling is produced at one junction of two dissimilar metals, if a current is passed 
through them. Simultaneously, heat is produced at the other junction (Fig. 1.11). 
The Peltier heats absorbed at the cold end and rejected at the hot end are given by 
0. = IT, I 
Q, - 1,17 
where I1, and П, are the Peltier coefficients which are functions of temperatures 7. 
and T, of the cold and hot ends respectively. It may be seen that if Т, is maintained 
at ambient temperature, T, will be lower than the ambient temperature. It is also to 
be noted that which of the junctions or ends will become cold or hot depends on the 
direction of flow of the current. 
The phenomenon is called the Peltier effect. The actual cooling produced at the 
cold end would, however, be reduced due to irreversible processes of Joule and 
Fourier heat transfers. The energy balance of the system is 


Ò,- Ò, - EI 
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where / is the current, E is the emf applied and О, апа О , are the actual amounts of 
heat flows at the cold and hot ends respectively. 


Qo 


| 





H—— Cold end 

















Material Material 
А — RE B 

Hot 

end 




















ro X 7 


Ок 











pi 
Fig. 1.11 Peltier effect 


1.10.5 Adiabatic Demagnetization 


In 1926, Giaque and Deby independently proposed that cooling could be produced 
by the adiabatic demagnetization of a paramagnetic salt. Figure 1.12 provides a 
schematic representation of such a process. 


To Pump 77 


Vacuum or 
Exchange Gas 





Liquid Helium 









































Paramagnetic— | 


salt 


Liquid Hydrogen 
or Nitrogen 





Fig. 1.12 Arrangement for adiabatic demagnetization of a paramagnetic salt 


The paramagnetic salt is suspended in a tube containing low pressure gaseous 
helium as exchange gas to provide thermal communication with the surrounding 
bath of liquid helium. The liquid helium bath and the salt are first cooled to about 
1 K by pumping helium to the lowest practical pressure. A magnetic field is applied, 
causing magnetization of the salt. The heat produced is removed by the helium bath 
such that the temperature of the bath again approaches 1 K. Next, the exchange gas 
is removed by pumping and the magnetic field is turned off. The temperature of the 
salt then decreases as a result of adiabatic demagnetization. 
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1.11 Цу SATURATION PRESSURE VERSUS SATURATION 
“~~ TEMPERATURE RELATIONSHIP 


The whole matter of phase equilibrium is best summarised in phase diagram in 
Fig. 1.13 between saturation pressure р and saturation temperature T?" of a 
substance. Any point on a line in this diagram represents two phases in equilibrium 
state such as s and f, on fusion line, f, and g on vaporization line and s and g on 
sublimation line. The triple point is one unique point where all saturation states s, f,, 
f» and g conjoin. The vaporization line begins at the triple point, and ends at the 


critical point. It is called the vapour pressure curve. 
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Fig. 1.13 Saturation pressure versus saturation temperature phase diagram 
of a pure substance 
The saturation temperature at 1 atm pressure is the normal boiling point of the 
substance. The figure shows the N.B.P. of one of the most commonly used 
refrigerants, viz., Refrigerant 22 (СНСІЕ,) as -40.89С. Equation recommended by 
Reynolds! represents the saturation pressure versus saturation temperature data of 
Refrigerant 22 very accurately. 


In р“! = 71.55415 – = – 7.861 In Т“ + 9.0807 x 10? T** 


(38117 – 7“) | 
+ 0.445747 *——„——Шш(38117-Т*) (110) 


Herein, the pressure is in Pa. 





Example 1.3 Find saturation pressure of Refrigerant 22 at 40°C (313 K). 
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Solution Substituting values in Eq. (1.10), we obtain 


In p** = 71.55415 – 15.396 – 45.1711 + 2.8423 + 0.4099 = 14.236 
=> р“ = 1,527,660 Ра 





Note |n p** versus 1/T** relationship can be simplified; апа can be expressed in the form 
of Antonie equation as follows in Eq. (1.11) 


B 


sat 
In p =A- ват 


(1.11) 


which is a straight line, and is quite accurate. 





Example 1.4 Using the vapour pressure data of Freon 22 and propane at 
40°С and —30?C given below, find the values of the constants of the Antonie 
equation for the two refrigerants, and verify their validity for pressure at 5°C. 


Freon 22 Propane 








1,533,500 1,366,400 
584,000 547,750 
163,500 166,400 





Solution Substituting values and solving, we get the Antonie equations: 
For Freon 22 
2.43492 x 10° 


In р“ = 22.01864 – T 


Putting T°" = 278.15 К, we get 
р“ = 5.765 x 10° Pa 
The error in comparison to actual value of 5.84 x 10? Pa is 1.2896 only. 
For Propane 
2.309424 x 10? 


Ts 
At T = 278.15 К, р^“ = 5.402 x 10° Pa 


The error in comparison to actual value of 547,750 Pa is 1.38% only. 


In р““ = 21.50251 – 





Note If a number of data points are used, and least squares method is employed 
for finding A and B, the accuracy would still be better. 


1.12 Цу THE GASEOUS PHASE: EQUATION OF STATE 


Pressure p, specific volume 0 and temperature 7 are the three measurable properties 
of a substance. The equation expressing their relationship in the gaseous phase is 
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called the equation of state. This functional relationship between р-0-Т of a gas сап 
be either theoretical, or generalized or an empirical equation fitted from experimen- 
tal data. 

The simplest theoretical equation of state is the ideal or perfect gas equation 
representing behaviour of a gas at low pressures (tending to zero) and high tempera- 
tures such as at point Сі in Figs 1.6 and 1.7. This equation is 


pid = RT 
р 
where А = R/M is the gas constant for the particular gas, R is the universal gas 
constant having the value 8.3143 kJ/kmol K, and M is the molecular mass of the 
substance. 
In addition, the internal energy and enthalpy of an ideal gas are functions of 
temperature only. These are given by, 
du -C,dT,w-u, = С, (T5- Ty) 
dh = C, dT, h - hj = C, (D, Т) 
where С, and С, are zero-pressure constant volume and zero-pressure constant 
pressure specific heats. It can be shown that 


С,, T Co, =R 
and the ratio of specific heats C, /С, is denoted as у; Their values for air as a perfect 


gas are: 
С, = 1.005 kJ/kg. К, С, = 0.718 kJ/kg.K, R = 0.287 kJ/kg. К 


y= 1.4, M = 28.966 
For a real gas, the actual volume can be expressed by the general relation 
real RT 
0=0° =: — 


where z = 0"/0/* = pv/RT is called the compressibility of the gas. 

Many different equations of state have been proposed to represent the real 
volume of gases. In 1949, Redlich-Kwong" (R-K) proposed the equation as follows 
in Eq. (1.12) 





p= (1.12) 


RT Е а 

7-b VT (02 + 95) 
in which v is the molar уоште (volume of М kg of gas). Its constant а апа b found 
from conditions of critical isotherm at the critical point are expressed in terms of 


critical constants Т, and p, as follows: 











R? Тг? RT, 
a - 0.42748 , b = 0.08664 —— 
Pe Pe 
Often constants a and b are replaced by constants A and B written as: 
B 
Jc. НИЛИ“ ЈЕ ыы УЕ 
RET” RT v zRTip z 


so that the R-K equation can be written in terms of z in place of v as follows in 
Eq. (1.13) 
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1 a h 
g= 15 
]-h bRT 1l+h 
2 
= 1 А ћ _ ро (1.13) 
l-h B \l+h RT 


Note that h here is a function equal to b/v, and not the enthalpy. 
A modification of the R-K equation is Peng-Robinson!! (P-R) equation as given 
in Eq. (1.14) 





RT a 

p- ; ; (1.14) 

0-Б w'-2bv—v 

2 
1/2 
045724 R?T? T 
where а = ——————— |1 + f(a) | - (т | 
Dc Т, 
р 00778 RT, 
Pe 


f (аў) = 0.37464 + 1.54226 @— 0.26992 а? 
@ = Accentric factor = – 1.0 – log (рТ, 07 
T 


T, = Reduced temperature = T 
с 


p, = Reduced pressure = E 


A very popular empirical equation is the Магііп-Нои? equation. A modified 
Martin-Hou equation, as recommended by Reynolds", which applies with great 
accuracy to one of the most commonly used refrigerants, viz., Refrigerant 
22 (CHCIF,), is given in Eq. (1.15) in simplified form: 

_ ЕТ y А; +ВТ+С;е oe 

v-b (v — b)! 


i-2 
where R is the gas constant for the refrigerant equal to 96.15 J/kg.K, p is in Pa, v is 
in m/kg, and the constants are: 


b = 1.248556 x 107+ 





р (1.15) 


А, = — 1.169819 х 10? 
Аз = – 2.929526 x 10? 
Ад = 2.419193 х 104 

As = –2.434584 x 107 


В, = 1.164312 x 10! 
B, = 2.303194 x 107" 
В,--6.796677 x 107 
В, = 6.302018 x 1079 


С, =- 1.1841 x 10? 
С, = 2.48896 
C,20.0 

C; = -1.2062 x 10% 





Example 1.5 Solution Procedure for Martin-Hou Equation 


Using Eq. (1.15), find the specific volume of saturated vapour of Refrigerant 
22 at 40°C (313 K) temperature. Critical temperature of the refrigerant is 369 K. 


The McGraw-Hill companies 


26 Refrigeration and Air Conditioning 


Solution The saturation pressure of Refrigerant 22 at 40°C is 1,533,500 Pa. At 
the pressure and 313 K temperature, the ideal gas volume is 
vii = ЕТ _ 96.15 (313) 
р 1,533,500 
Using a value close to this as first approximation, we find, by substituting values 
in Eq. (1.15) by successive approximations, that at v = 0.0151 m/kg, the right hand 
side is 


= 0.01962 m*/kg 





RHS = 2,009,60 – 508,900 + 33,760 + 580 – 100 
= 1,534,940 Pa = LHS 
The error is only 0.01%. Hence, the required volume is 0.0151 m/kg. 





+.) 
U Jno 


1.13 \ CLAPEYRON EQUATION 


The Clapeyron equation relates the enthalphy of vaporization of a substance with 
the slope dp““"/dT™ of its vapour pressure curve. It is written as given in Eq. (1.16) 


sat h 
EB ш fe (1.16) 
dT T (v — vy) 





The example below illustrates the application of this equation to find the latent 
heat of vaporization of a refrigerant. 


Example 1.6 Calculation of Latent Heat of Vaporization of R22. 
From the following handbook data for R22, 








t p 0; 2, 
"С Баг L/kg m/kg 
-4 4.358 0.77 0.0536 
0 4.976 0.778 0.0471 
+4 5.657 0.787 0.0416 


Calculate the latent heat of vaporization of R22 of 0°C. 


Solution 


sat 
At 0°C, AR = ы = 16.237 kPa/°C 
АТ 8° C 


sat 
o Ap 
(hg)0*C = [52 T(v, – vj) 


- 16.237 (273.16) (0.0471 — 0.00077) 
- 205.48 kJ/kg 





Note Тһе value of dp**/dT* at 0°C can also be found by differentiation from Eq. (1.10). 
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1.14 Цу PROPERTY RELATIONS 


60 = dU + OWis the first law equation which is applicable to all process іп a closed 
system. For the particular case of reversible processes іп a closed system, since W 
= pdV and Q = TdS, this equation takes the form 
TdS = dU + pdV (1.17a) 
TdS = dH – Vdp (1.17b) 
By dividing both sides by mass m, these can also be written on the basis of a unit 
mass of the substance as given below in Eqs. (1.18a) and (1.18b) 
Таз = du + pdo (1.18a) 
Tds = dh – ойр (1.18b) 
These are the two well-known T-ds equations. Although derived for a reversible 
process in a closed system, these are actually in terms of properties of a system/ 
substance. Hence, these are applicable to all processes whether reversible or irre- 
versible, and whether in a closed system or in an open system. These equations are 
referred to as property relations, and are used to evaluate the changes in entropy in 
terms of changes in other properties employing the relationships as illustrated in 
Eqs. (1.19a) and (1.19b) 


ds= | du+ Z dv (1.19a) 
T T 

d= dhe Sus (1.19b) 
T T 


1.15 Chat .. THERMODYNAMIC PROPERTIES ОЕ REFRIGERANTS? 


For establishing the thermodynamic properties of refrigerants, and for that matter, 
for any pure substance, the following minimum experimental data/correlations are 
required: 
(1) p™ versus 77", or T™ versus p". 
(ii) p-v-T data or equation of state for gaseous phase. 
Gii) Liquid density p or specific volume oy. 
(iv) Liquid specific heat С, 
(v) Zero-pressure (ideal gas) constant pressure specific heat С, or constant 
volume specific heat С, (= С, — К) of the gaseous phase. 


Then the latent heat is calculated from the Clapeyron equation. The only other 
properties that need to be calculated are internal energy, enthalpy and entropy. For 
the purpose, the relations given in Eqs (1.20), (1.21), (1.22), and (1.23) for changes 
in u, h and s at constant temperature in the gaseous phase are used: 


о 
(u -u)r = 14%) = , do (1.20) 
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2 до 
(hy – ћуу = І | Т 163 fer (1.21) 
p 





(ese ЧЕЗ dp (1.22) 
(5) = 57 = ЧЕЗ до (1.23) 


Note that Ед. (1.20) for internal energy change requires а p-explicit equation of 
state, where as Eq. (1.21) for enthalpy change requires a v-explicit equation of state. 
If only a p-explicit equation of state is available, then enthalpy change can be found 
from internal energy change using the relationship: 


(hy – hy) p = (иу — иј)у + (P2 9 – Py От (1.24) 


1.15.1 Enthalpy Calculations 


Figure 1.14 illustrates the method of calculation of enthalpy with the help of pressure- 
enthalpy (p — h) diagram. Since there is no absolute value of enthalpy, and only 
differences in enthalpies of state points are required in calculations, a reference state 
has to be chosen for the purpose to which an arbitrary value of enthalpy is assigned. In 
Fig. 1.14, the reference state chosen is that of saturated liquid at point 1. In the case of 
water, point 1, usually, is the saturated liquid state at its triple point (0.01°C) to 
which a value of h, = hy, = 0 kJ/kg is assigned. In the case of refrigerants, the refer- 
ence state chosen is that of saturated liquid at 0°C. And since the refrigerants work at 
temperatures below О°С also, in order to avoid negative values of enthalpies in 
calculations, the value of enthalpy assigned at the reference temperature is, usually, 
h= hy. = 200 kJ/kg. Note that the pressure at 1 is (р^) с. 


Critical Point 


| perc 
Q 


Ptp 











[* (hig)o°c „| 0 3 du а 
hy = hp, = 200 kJ/kg 





ћ => 


Fig. 1.14 Figure demonstrating method of calculation of enthalpy 
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Now the enthalpy of saturated vapour at 2 at the reference temperature and 
pressure is given by 
hy = hy + Mg өс = 200 + (hioc 
Then, for the calculation of the enthalpy of vapour at any state 4 at temperature 7, 
and pressure рд, the path followed is from 2 to 0, 0 to 3 and 3 to 4. State 0 is at the 
same temperature as 2 but at zero pressure. Similarly, state 3 is at the same tempera- 
ture as 4 but at zero pressure. Both states 0 and 3 are, therefore, ideal gas states at 
temperatures 0°C and T respectively. It is seen that 
hy = h, + (hg — hy) + (h, — hg) + (h4 – h3) 
where 


Т, 
hy — hy = А C,,dT 


Now, (h4 — ћа) represents the change in enthalpy at constant temperature 
Т, = T4 as a result of change in pressure from 0 to p, = p. Similarly, (h, — họ) repre- 
sents the change in enthalpy at 0°C as a result of change in pressure from 0 to р». 
These represent differences in enthalpies of real gas and ideal gas at the same tem- 
perature. The difference ће = (ћ — hi), is termed residual enthalpy, and can be 
found either from Eq. (1.21) or Eq. (1.24) by integrating between pressure limits of 
p = 0 to p, or between volume limits if v = со (at p = 0) to v. 

The enthalpy of saturated vapour at any point 5 can be similarly calculated. Then, 
the enthalpy of saturated liquid at 6 can be found from 

hg = hs – (hg) 

or from 


Те 
he =h, + ЈЕ сат 





Example 1.7 Calculation of Enthalpy of Vapour Using R-K Equation of 
State 


Using Redlich-Kwong equation of state, calculate the enthalpy of superheated 
vapour of propane at 2 MPa and 350 К. Take ћ, = 0 at 200 К (р“ = 19.97 kPa) 
as the reference state. Critical data for propane are: 


T, = 369.8 K, p, = 4.236 MPa, о, = 0.005066 m*/kg 
Assume zero-pressure constant pressure specific heat of propane as constant as 
С, = 1.6794 kJ/kg.K 


Solution Refer to Fig. 1.14. Reference state 1 is at 200 К, and not 0°C. From 
Clapeyron equation, we find: 


Hence, h, = ћ (hg) 290 x = 456.24 KJ/kg 


Gas constant for propane 


= 22 P = 0.18855 kJ/kg.K 
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Constants of Redlich Kwong equation 
т5/2 
а = 0.42748 R? -—— 





ре 
2 5/2 
= бота 18555) __ = 9416 
4236 х 10 
RT, 
b = 0.08664 —* 
Pe 
004664 0855) 13628) 22); = 1.426 x 10? 
4236 х 10 


Substituting values in R-K equation, we get 
0, = 1.865 m°/kg 
v, = 0.02534 m*/kg 


z = P272 = 0.9876 
RT; 
Ра V4 

= 74974 -0.7677 
24 RT, 


Redlich-Kwong" derived the following expression for residual enthalpy 





R _ pid 2 
B ERR LEA SU а Еј (1.25) 
RT RT 2 B 2 
The constants at points 2 and 4 аге: 
2 a -7 
А = RT = 4.692 x 10 
А2 = — E. = 1.1582 x 107 
4 р? ps li 
b -8 
В, = —— = 3.782 х 10 
КТ, 
b -8 
В, = — -216х10 
КТ, 


Residual enthalpies at points 2 and 4 аге: 


! = =) 223 4692 x 107 | | , 3782 x 107 x 1997 x e 
2 








RT 2 3782 x10 5 0.9876 
+ (0.9876 — 1) = — 0.02663 


> (h – А), = — (0.18855) (200) (0.02663) -- 1.0 kJ/kg 








RT | 2 3782 x 10° 0.7677 
+ (0.7677 – 1) = – 0.6723 


! 5 ^) 23 4692x107 |. | , 3782 x 10* x 2 x e 
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> (h — h^), = — (0.18855) (350) (0.6723) = – 44.35 kJ/kg 


Change іп enthalpy at zero pressure 
350 
h, —hg = J С, dT = 1.6794 (350 – 200) = 251.91 kJ/kg 
200 
Enthalpy of superheated propane vapour at 4 
h4 = hy + (hg — №) + (h; — ho) + (1, — h3) 
= hy — (h = “у, + (ћу — ho) + (#– 19, 
= 456.24 + 1.0 + 251.91 — 44.35 = 664.8 kJ/kg 





Note The value from table is 641.6 kJ/kg. The error is due to the following reasons: 


(i) Redlich-Kwong equation has been used in place of an equation fitting actual 
p-v-T data. 


(i) А constant and approximate value of C ps has been used. 


1.15.2 Enthalpy from Residual Internal Energy 


If only a p-explicit equation is available, the enthalpy change at constant tempera- 
ture between points 2 and 0, and 4 and 3 can be calculated by using Eq. (1.24). For 
the purpose, we have for residual internal energy from Eq. (1.20) 


| 2 д 
u? = (и – u^. = І т el - ] dv, 


їй = оо 


Л = 


Using this expression, one can find иу and then hy from Eq. (1.24) at tj = 0°C 
(To = 273.15 K) and p, = 0. Then, one can find the enthalpy at 4 using the relationship 


h4 = ho + (h; — hg) + (h4 — h3) 


= Т, = 
92-9, 


| етэ (и - epo 


Putting C, = C, +R, and p, ©; = RT; (ideal gas state at 73), we һауе 








T 
= + + p4 V4 — рз 9; (1.25а) 





Pd А v= 04 
hy =hy-RTy+py0,+ | С, dT + (u - и“), (1.255) 
ч о Т\ө=ө 


Note Often, state 0 with enthalpy hg is employed as the new reference state for 
further calculation of enthalpies, and entropies in the entire vapour region. 





Example 1.8 Residual Internal Energy from Modified Martin-Hou Equation 


Derive an expression for (и — TU from Eq. (1.15). 
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Solution We have Eqs. (1.26), (1.27), (1.28) by differentiating partially with 
respect to T 


1 k -kT/T. 
МР а ир B0 с 
| | сс у | bes ig | (1.26) 




















=> (о - b) А 
5 Я С. -КТ/Т. 
МЕ "- 7 ке 7 
aT ), -b = (v — b) 
CAT err, 
R ЗЕ: ed 
= + У 2 (1.27) 
-b 2 (v —b) 
T" p =» А +O TIR ! + 3 
= SE T|dv= ; - 
| al | 2; (v – b) 
& АС ! + z) 
Е > (i+ ђ (о – Б)! 0-25) 





Example 1.9 Reference State Enthalpy of Freon 22 Vapour 


Find the value of ideal gas enthalpy hg at Ty = 273.15 K and pọ = 0 of Freon 22 
vapour using the modified Martin-Hou equation. Т, for Freon 22 is 369 К. 


Solution Refer to Fig. 1.14. 
First we find p; = (р), 15 к = 4.976 x 10° Pa from Eq. (1.10) 
Next we find v, = 0.0471 m?/kg at p, and Т, from Eq. (1.15) 
Then, hy = hy, + (Myg)273.15 к = 200 + 205.48 = 405.48 kJ/kg 
иу =ћ—р;0 
= 405.48 – 497.6 (0.0471) = 382.04 kJ/kg 

Now, substituting values of A;, С, k, Т, and b in Eq. (1.28), we have for T; = 273.15 К 
and о; = 0.0471 m?/kg, 
Uy — uf = Uy – иу = – 7020 J/kg = – 7.02 kJ/kg 

Ug = и; + 7.02 = 389.06 kJ/kg 

hg = ug + К Ty = 389.06 + 0.09615 (273.15) 

= 415.32 kJ/kg 


=> 
=> 





Example 1.10  Enthalpy of Freon 22 Vapour 

Taking the value of reference state enthalpy hg as found in Example 1.9, 
calculate the enthalpy of Freon 22 superheated vapour at 1650 kPa and 95°C 
(368.15 K). 
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Solution From Eq. (1.15), v = 0.0187 m?/kg at 1650 kPa and 368.15 К. 
Substituting values of constants, and v and T, we get: 
v = 0.0187 

= – 27,440 J/kg = – 27.44 kJ/kg 








ш-44) 
и-и 
368.15 К 


The expression for С, for Freon 22 from Appendix is as follows іп Eq. (1.29) 


7 = оо 


С,-С,%С,Т-С,17%- = J/kg.K (1.29) 


where С = 117.767818, С, = 1.6997296 
С, = – 8.83043292 x 107, С, = 3.32541759 x 10? 


368.15 
JC, 47 = 70,750 J/kg = 70.75 кука 
273.15 





и-и 
Т 


7) = оо 





Т 
һ =) – RT) + ро + | С, dT + (1.30) 


T, 


= 415.32 – 0.09615(273.15) + 1650(0.0187) + 70.75 – 27.44 
- 463.22 kJ/kg 





1.15.3 Entropy Calculations 


The method of calculation of entropy is similarly illustrated in Fig. 1.15. The value 
of entropy assigned to the reference state of saturated liquid at 0°C is usually 5) = Sf, 
= 1.0 kJ/kg. K. Then, the entropy at 2 is 


(ћу „)о°с 
273.15 


5) = 51 + (Spore = 1.0 + kJ/kg. К 


Т —- 
273.15 К(0%С) 











51 = Sp = 1.0 kJ/kgK 
Fig. 1.15 Figure demonstrating method of calculation of entropy 
And the entropy of vapour at any point 4 is given by 


54 = $5 + (So — 52) + (53 — 50) + (54 — 50) 


T, 
p2 dT i p 
+ о, + [Ce D 
Т, 


Ро 








== = Ks = a dues 
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We note that in the calculation of residual entropy s^ = (s — s'“), the lower limit of 
integration is not p, = 0 but p, equal to some very low pressure, say 10 kPa, at which 
the gas behaves as an ideal gas. Correspondingly, the volume at 0 is on = RT /po, and 
the volume at 3 is vi = RTyp,. This is done because of a mathematical anamoly 
since s — œ as p — 0. The path followed for entropy calculation is shown in 
Fig. 1.15. In case a lower reference pressure is chosen such as ру = 1, 0.1, 0.01, etc., 
kPa, this will not affect the values at 4 since the new path followed will now be 
2—0',0' – 3’, and 3’ – 





Example 1.11 Residual Entropy from Modified Martin-Hou Equation 
Derive an expression for residual entropy from Eq. (1.15). 


Solution 5 = (8 5), = 1. до 


id 


К ктт, 
v B= G ze | 


er 1 














A cb mao -b 
E К „-їтт, 
Т. 
FÈ (1.31) 


cg d) већу“ 


Note Іп the integration of the first term (о – b) has been approximated to v. The 


term containing 1/@® — b)"!, obtained after the integration of the second term, is approxi- 
mated to zero as о > > v. 





Example 1.12 Reference State Entropy of Freon 22 Vapour 
Find the reference state entropy sg of Freon 22 vapour at 273.15 K and 10 kPa 
using modified Martin-Hou equation. 
Solution Ideal gas volume at 273.15 K 
„id ЕТ, _ 009615 (27315) 


А = 2.62625 m*/kg 
Ро 10 





Specific volume of saturated Freon 22 vapour at 273.15 К 
V = 0.0471 тука, from Eq. (1.15) 
Substituting values in Eq. (1.31), we get 
(s = 5'©)ес = 52 — So = — 0.4016 kI/kg 


187 
Мом, Sy = 8 + Фалес, 205 – 17618 kI/kg.K 
27315 27315 


> So = 5 + 0.4016 = 2.1534 kJ/kg.K 
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Note It will be interesting to see how the value of sg will change if pg = 1 kPa 
is taken. It will be seen that 50 > Sọ. But, it will not effect the value of s4 since sz% > 5з. See 
Fig. 1.15. 





Example 1.13 Entropy of Freon 22 Vapour 


Find the entropy of superheated Freon 22 vapour at 1650 kPa and 95°C 
(368.15 К). 


Solution Ideal gas volume at 368.15 K 
id RT _ 0.09615(368.15) 
Po 10 
Specific volume of superheated vapour at 1650 kPa and 368.15 K 
v, = 0.0187 m?/kg, from Eq. (1.15) 





0, = 3.5398 m/kg 


Using Eq. (1.29) 


T T 
$4— 597 [С Т [с H нін 
т, T 





Vo T Т, 


Т Т 
= В —+C, In—+C,(T - Т) 
To To 


С, 2 2 1 1 3 
wor -x)-o(z-z 10 


0 
- 0.827 kJ/kg.K 


v = 0.0187 


id 
4-4 -- 1.1488 kJ/kg.K 
| | K vid = 3.5398 8 
Hence, S4 = Sq + (53 — 50) + (54 — 53) 


= 2.1534 + 0.827 — 1.1488 = 1.8316 kJ/kg.K 


S4 — 53 = 











1.16 Chat .. MODES OF HEAT TRANSFER 
The difference in temperature provides the necessary potential for heat transfer. 
There are three modes of heat transfer. They are conduction, convection and 
radiation. 

Essentially heat is transferred within a stationary medium by conduction, viz., 
from particle to particle, whether it be solid, liquid or gas. In convection, there must 
bea bulk flow of the fluid. Heat is carried away from the wall surface by the flowing 
fluid. Convection, however, takes place in two ways, viz., forced convection and 
natural or free convection. In forced convection, the flow of the fluid is produced by 
an external source such as a pump or a fan. Examples are the shell and tube con- 
denser of a refrigeration plant in which the flow of water is maintained by a pump, 
and the air-cooled condenser of an air conditioner in which the flow of air is 
maintained by a fan. In natural or free convection, the flow of the fluid is produced 
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by the difference in density due to temperature difference. The higher temperature 
fluid, being lighter, rises up and the lower temperature fluid, being heavier, settles 
down. Thus a natural convection current is set up in the fluid. One example is the 
air-cooled condenser of a domestic refrigerator. In radiation, heat is transferred 
in the form of electromagnetic waves. For radiative heat transfer, therefore, the 
presence of a medium is not necessary. 


1.17 Chat .. LAWS OF HEAT TRANSFER 
The heat flux 4 is the heat transfer rate О per unit area A normal to the direction of 
flow of heat. The various laws relate the heat transfer rate or heat flux to temperature 
difference AT. The unit of AT is degrees kelvin (K) or degrees celsius (°C). Both 
have the same numerical value. 


1.17.1 Fourier Law of Heat Conduction 


The heat flux by conduction is proportional to the temperature gradient within a 
body. Thus at any point P in a body, if the temperature gradient is гі. as shown in 
x 
Fig. 1.16, then the heat flux is given by 
Em 
А ox 
OT 


or О--КА о (1.32) 


Ti 







Temperature 
Distribution 








Т; 


Тетрегаішге 
Gradient oT /0х 














x4 x X2 


Fig. 1.16 Temperature distribution in a conduction medium 


where k is the constant of proportionality, called thermal conductivity which is a 


property of the material of the body. The minus sign is inserted to make 0) positive 


oT 
since x is negative. Equation (1.32) is called the Fourier law of heat conduction. 
X 
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The SI unit of thermal conductivity can be derived as below 


[0] [Ax] 
[A] [AT] 
_ (J/s) m 
m? K 
Physically, thermal conductivity represents the amount of heat that will flow pe 
unit time, per unit area normal to the direction of flow of heat, through a unit thick 
ness of the material and when the temperature difference across the material is unity 
Experimental measurements of 4 апа АТ/Ах can be made to determine (һе therma 
conductivity of materials. It is seen that the order of decreasing thermal conductivit 
is as follows: 
Metals; non-metals; liquids; insulating materials; gases. 
Metals 
Common metals used in heat exchangers are copper, aluminium and iron. Their ther 
mal conductivities in Wm! K^! units are as follows: 


[k] = 


= Wm! К 





Copper 387 
Aluminium 203 
Tron 73 


It is seen that copper has the highest thermal conductivity. It is, therefore, used in 
condensers, evaporators, etc., in Freon refrigeration systems. However, ammonia 
attacks copper. Hence, iron is used in ammonia heat exchangers. As aluminium is 
cheap, and widely available, attempts are being made to use it in Freon systems. 
Thermal conductivities of other important substances (average values) are: 


Liquids 
Water 0.556 
Ammonia 0.54 
Freon 22 0.093 
Gases 


Air 0.024 

Water vapour 0.0206 
Low temperature insulating materials 

Expanded polysterene (Thermocole) 0.037 

Polyurethane foam(PUF) 0.0173 

The low values of thermal conductivities of these insulating materials are essen- 

tially due to the low conductivity of gas/air trapped inside, as these are manufactured 
by blowing agents like air/R134a into the melted polyesterene and polyurethane 
respectively. 


1.17.2 Newton’s Law of Cooling for Convection 


When a fluid flows over a wall which is at a different temperature than the fluid, heat 
will flow from the wall to the fluid or from the fluid to the wall depending on the 
direction of the temperature gradient. Although this mode of heat transfer is named 
convection, the physical mechanism of heat transfer at the wall is a conduction 
process. 
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Consider a fluid flowing along a wall maintained a temperature T,, as shown in 
Fig. 1.17. The free stream temperature of the fluid is Т. Then a temperature field 
varying from Т, to T., will establish itself in the fluid near the wall. Let ду be the 
distance from the wall of the point in the fluid at which the temperature of the fluid just 
becomes equal to the free stream temperature T... The distance 6, is termed the ther- 
mal boundary layer. The distance д ог the wall in which the fluid velocity becomes 
equal to the free stream velocity is called the hydrodynamic boundary layer. 












-s B 
= B 
= Temperature 
Flow —> € Distribution ёт 
— M 
| | | 
ЗУБ 
(Т„— Т) Ta 
5—4 








Т, 





Fig. 1.17 Temperature distribution in thermal boundary layer іп convection 


The concept of the heat transfer coefficient or film coefficient or surface 
conductance, denoted by the symbols Л or f, was introduced by Newton. Не recom- 
mended the following equation to evaluate the heat transfer rate by convection. 

О = hÀ (T, — T.) = ВА AT (1.33) 
where A is the wall surface area and AT = (T, — T... 

It must be noted that this Л or fis not a property of the fluid. However, it depends 
on the thermophysical or heat transport properties of the fluid such as thermal 
conductivity k, dynamic viscosity 4, density p and specific heat Cp- In addition, it 
also depends on the hydrodynamic or flow parameters such as velocity of flow and 
characteristic dimensions. 

The SI unit of the heat transfer coefficient can now be derived as follows: 

_ [0] 
[A] [AT] 
J/ 
= = уп K"! 

m К 

Typical values of h are given in Table 1.2. 


[A] 





Table 1.2 Typical values of convection heat transfer coefficients 


Mode and Medium ћ, W т? K! 


Free convection, air 5-25 
Forced convection, air 10 - 100 





Forced convection, water 5,000 — 10,000 
Boiling refrigerant 500 - 2,000 
Condensing refrigerant 1,500 - 2,500 
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1.17.3 Thermal Radiation 


The thermal radiation emitted by a body per unit area of its surface is called emissive 
power which is proportional to the fourth power of its absolute temperature. 

For an ideal radiator or black body, the emissive power E, is given by the Stefan- 
Boltzman law that follows in Eq. (1.34) 

E,=oT‘ (1.34) 
where o is the constant of proportionality called the Stefan-Boltzman constant 
having a numerical value of 5.669 x 10% W m? К. 

The emissive power of an actual radiator is expressed by the relation given in 


Eq. (1.35) 
E-£E,-&£oT^* (1.35) 
where г= E. is the emissivity of the actual surface. 
b 
Thermal radiations emitted by two bodies of areas A, and А, at temperatures Т, and 
Т, will then be given by 


а = ДА, or and Q» = & А; pl 
However, the heat exchange by thermal radiation between two bodies will also 
depend on the extent to which the two bodies "see" each other geometrically. The 
expression for such a heat exchange may be expressed as given in Eq. (1.36) 

О = cA, Fy (T! - T) = oA, Fy, (Т) - Tj) (1.36) 
where A, Ер = A; Р is the reciprocity relation, and F}, and Fy, are geometric 
factors which depend on the emissivities £j, and &, and the geometry and orientation 
of the bodies. 

In the case of a small body of area A, surrounded by a large body of area A;, 
completely seeing each other, we have 


Fin = &, (1.36) 
so that О eadcm p (1.37) 
Often, the heat exchange by radiation Q ір between two surfaces is expressed in terms 
of a radiation coefficient hg defined by 

Òr = hg Ay (T, - T) =А Fi О(Т! - T7) 
so that 
p Fa 8 QU - В) 

* (T - 7,) 





È | 
1.18 X '. ELECTRICAL ANALOGY 


Itis found convenient to handle complicated heat transfer problems involving com- 
posite materials and multi-modes by unifying the concept of heat transfer with that 
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of the flow of electric current. Comparing the flow of electrical energy and the flow 
of heat, it is found that the following similarities hold. 


Quantity Electrical Energy Heat 





Driving potential Voltage, V Temperature difference, AT 


Flow Current, 1 Heat transfer rate, 0 





The governing law for the transfer of electrical energy is Оћт 5 law 


where R, is the electrical resistance. One can similarly express the heat transfer rate 
by Eq. (1.38) 


Ds = =CAT (1.38) 


where R is the thermal resistance and C = 1/R is the thermal conductance. The units 
of the two quantities are W^! К and WK"! respectively. 


Comparring Eq. (1.38) with Eqs (1.32), (1.33) and (1.36) we obtain expressions 
for conductive, convective and radiative resistances respectively as follows: 


Кеокр = = , for plane wall of thickness Ax (1.39) 


1 
Rcowv = 23 (1.40) 
AT 


СА Fiz a m Tj) 





Rgap = (1.41) 


1.18.1 Resistances in Series 


When resistance are in series as shown in Fig. 1.18 (a), it implies that the heat 
transfer rate through all the resistances is the same. We can then write: as given in 
Eq. (1.42) 

o-i- Ђ-Ћ 5-n9n AT 


- - (1.42) 
R, R, R; R 





И Ti R Т; R2 T3 Ка T4 | 
О — > О 
(T4 - T2) (T2 - T3) (Тз- T4) 








(T4 Та) 





(a) Resistances in Series 
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Qi Ry 
>- 
T, | Ġ R2 Т, 
О д = 12-0 
Qs Кз 
> 
(T4 – T2) 











(b) Resistances in Parallel 


Fig. 1.18 Thermal resistances in series and in parallel 


where AT = (T, — T.) is the overall temperature difference, and R is the overall 
thermal resistance. From Eq. (1.42), the individual temperature drops are: 








T, -T,- OR, 
T,- T, = OR, 
Т,-Т,- OR, 
Adding, T,-T, = О (В, + Rj R3) 
3 Q=- -4 _AT 


+в +в R 
so that the overall thermal resistance R is given by Eq. (1.43) 
R=R +R, + К + + (1.43) 


1.18.2 Resistances in Parallel 


When resistances are in parallel, as shown in Fig. 1.18(b), the net heat transfer rate is 
equal to the sum of the heat transfer rates through all sections. At the same time, the 
temperature drop AT across each resistance is the same. Hence, 











: АТ 
Q = A 
: АТ 
Q, = к, 
: АТ 
Q; = Ry 
Adding Ò = Ò, + Ò, + Q; 
1 1 1 AT 
= AT + — + = 
R К, В, R 
whence we get for the overall thermal resistance Eq. (1.44) 
a : + : + | Tee (1.44) 
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1.19 Chat .. STEADY-STATE CONDUCTION 
In general, the temperature distribution throughout a body may vary with location 
and time. Under steady-state conditions, however, the temperature does not change 
with time. We shall now examine some steady-state heat conduction problems in 
one dimension. 


1.19.1 Heat Flow Through a Slab or Plane Wall 
Let there be a slab of thickness Ax, the two faces of SSS 
which are maintained at temperature T, and 7, as Т; 

shown іп Fig. 1.19. Consider a section at a distance 
x from one end. Let the temperature gradient at this 














section be d7/dx. Then heat entering the wall, per 9х = > Qx+ dk 
unit time, at this section is [X 
А Т, 
О, =-КА ы (145) ~ dx | 
ах 
Similarly, heat leaving the wall at (x + dx) is x=0 x =Ax 
: Я ад 
‚= Q, + — dx 1.46 m 
Ола = 0, ах ( ) Fig. 1.19 Heat conduction 
Under steady-state conditions E a plane 
. . wa 
О, = О, ах 
so that from Eqs (1.45) апа (1.46) we have Eq. (1.47) 
= = 0 (1.47) 
ах? : 


Using the boundary conditions 


()Т=Тах=0, (1) Т= Т, аіх= Ах 
апа solving the differential Eq. (1.47), we obtain for the temperature distribution in 





the wall 
T-T, 
Lo (1.48) 
T,-T, Ax 
which is linear with respect to x. The temperature gradient is 
dT 1-1 (1.49) 
ах Ах 


which is constant. The heat transfer rate is given by the Fourier law in Eq. (1.50) 


КА (1-1) 1-1. 
Төлен ал = (1.50) 


go Ax АХ/КА 





It is seen that the thermal resistance of the wall is 
_ Ax 
kA 
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1.19.2 Heat Flow Through a Cylinder 


Consider a cylindrical shell of thickness dr at a distance r from the axis of a cylindri- 
cal tube or pipe of length L and outer and inner radii of rọ and ғ, respectively, as 
shown in Fig. 1.20. The area of the inside surface of the shell will be 2zzrL. Then the 
heat flows in the radial direction at r and r + dr are: 





dT WE. o 
О, = - k QzrL) ET О, љ» = О, + dr -dr 

Under steady-state conditions, equating the two we get 

dQ 

— 20 

ағ 
= = r s 0 (1.51) 
ағ dr] | | 


Using the boundary conditions 
G) T=T,atr=r, 
Gi) T=T,atr=ro 

















Fig. 1.20 Heat conduction through a hollow cylinder 


and solving Eq. (1.51) we get for the temperature distribution 


P 
In 5 
т 
= 9 (1.51а) 


In (+) 
г, 


and for heat flow we have Eq. (1.52) 





oe 
| 


T – 
Т, - 


ви ар V. 
ағ ағ 
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- Т -T, 
1 
— | fa 
27 kL қ 
The thermal resistance of the cylindrical shell is then as follows іп Ед. (1.53) 
In (2) 
f 


R= 1.53 
2л КЇ, ( ) 


(1.52) 





1.19.3 Heat Flow Through а Composite Wall with Convection Boundaries 
Consider a wall comprising of more than one material and convection at the two 
surfaces as shown in Fig. 1.21. It is seen that all the thermal resistances are in series. 
An equivalent electrical analogue of the wall is also shown in the figure. The overall 
thermal resistance is given by Eq. (1.54) 


1 Ax, Ахв AXc 1 
+ + + 
А КАА КА КА ВА 


1 





(1.54) 






































АХд Ахв Ахс 
[= >--< >--< > 
д | à 
> + 4 + мимо. > 
Ахд AXB Ахс 1 
А КАА КвА КсА ЋА 


Fig. 1.21 Composite plane wall with resistances in series 


where subscripts A, В and С refer to the three materials of the wall and л; and h, 
are the convective heat transfer coefficients between the inside and outside wall 
surfaces and surrounding air. 

Similarly, if some of the resistances are in parallel while some are in series as 
shown in Fig. 1.22, then the overall thermal resistance is given by 


1 
+ А. + — 1.55 
oto (1.55) 
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Tj 
hi 
= 
| Кв | 
| Ra Бс Бе | 
Ò МУ МУ + NW — Q 
А в А 
1 4 1 
һА ЋА 


Fig. 1.22 Composite plane wall with resistances іп series as well as in parallel 


In both cases, if Т, and Т; are the outside and inside air temperatures respectively, 
then the heat flow rate is given by 


от Б 
Q = В 








Example 1.14 Ап exterior wall ој a house consists of 10.2 cm brick апа 3.8 
cm gypsum plaster. What thickness of loosely-packed rockwool insulation should 
be added to reduce the heat transfer through the wall by 80 per cent? 

The thermal conductivities of brick, gypsum plaster and rockwool are 0.7, 0.48 
and 0.065 М.т! K^ respectively. 


Solution Since AT is the same in both cases, we have (Q RY =0.2 (Q К) = АТ 





3 О’ with insulation з= К without insulation 
Q without insulation R’ with insulation 
The resistances of brick and plaster are (per unit area of wall) 
0.102 2 4 
Ry = “от = 0.145 m^.K.W 
Riase = га = 0.079 m^. K. W^! 


Then the resistance without insulation is 
R= Rivet + R plaster 
= 0.145 + 0.079 = 0.224 m^ K. W^! 
and the resistance with insulation is 
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‚ R 0224 "NE 
R= — = === = 1.122 m?.K.W 
02 02 


Hence, the resistance of rockwool is 
Rrockwool -R'-R 
= 1.122 — 0.224 = 0.898 ш2 КЛУ! 
The required thickness of rockwool insulation is, therefore, 
Ax = (k AR) rockwool 
= (0.065) 1 (0.898) = 0.0585 m (= 6 cm) 


rockwool 





1.19.4 Heat Flow Through a Composite Cylinder 


Consider a composite tube of three materials with fluids flowing inside as well as 
outside the tube as shown in Fig. 1.23. Summing up all the resistances which are in 
series, we obtain Eq. (1.56) 





[2 [2 r, 
In n= In Æ 
n г, ћ 1 
К = + + + + (1.56) 
h A 2zk4L 2zkgL 2лКсі ҺА, 












































Q >} =Q 
zi й т 3- | ra LER 
hi Aj Шұ : 2 : fg ho Ao 

л 
2nkAL B 2лКсі 


Fig. 1.23 Heat flow through а composite cylinder with convection boundaries 
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For the case of a single tube as in heat exchangers, this becomes 
In “2 
ee E ee d 
hA; 2zkL ҺА, 
where A, and A; are the outside and inside tube surface areas respectively. Then the 
heat flow rate can be determined using the expression in Eq. (1.57). 





(1.57) 





Example 1.15 A 3 cm OD pipe is to be covered with two layers of insulation, 
each having a thickness of 2.5 cm. The average thermal conductivity of one insula- 
tion is five times that of the other. Determine the percentage decrease in heat trans- 
fer if the better insulating material is next to the pipe than if it is the outer layer. 

Assume that the outside and inside surface temperatures of the composite 
insulation are fixed. 


Solution Let the thermal conductivity of the poorer insulation be k; = 5k, and that 
of the better insulation be k, =k. 


Case I: Better insulating material next to pipe 


AT 


| In 2 + 1 In ^ 
2ak,L n 2zbL n 


А; = 








2л LAT _ 2ak LAT 


lin 4 " 1 т 65 1.0774 


k 25 5k 4 
Case П: Poorer insulating material next to pipe 


2л LAT 2л k LAT 


On = = 
1 In 4 " 1 In 65 0.683 
5k 25 k 4 
Percentage reduction in heat flow 
1 1 


Qn — 21 роо = 0683 j 10774. X 100 = 36.6% 
П 

















0.683 





1.19.5 Overall Heat Transfer Coefficient 


In order to calculate the rate of heat flow through a combination of resistances, the 
concept of overall heat transfer coefficient is introduced. Denoting it by the symbol 
U we express it by the relation 


О = ЏААТ = M 
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so that — = р 
UA 


For a plane composite wall with all resistances in series as in Fig. 1.21, we find by 
comparison with Eq. (1.54) that 








1 1 Ax, | AXp 1 
UA ҚА КАА (ҺА h, A 
A A 
= КОРИ КЕ Ж, е (1.58) 
U h КА kg h, 


For a composite cylinder, the overall heat transfer coefficient can be based on either 
the outside or the inside tube surface area. Thus, we have 
Ó =U A AT =U,A,AT= АТ 
R 
Then, by comparison with Eq. (1.56), we obtain 
і і In 2 In 3 
_1_ = = + ћ + n -..-.-- 
ОА, U;A; hA 2лкА–_  2zkgL ћ A, 





(1.59) 


Equation (1.59) may be used to determine U, ог U;. We see that U, A, = О; A; 





Example 1.16 (а) Find the overall heat transfer coefficient of a flat built-up 
roof having the construction shown in Fig. 1.24. 

(b) Find the value of U if rigid roof deck insulation of resistance R = 0.76 K. w” 
is added to this construction. 





Metal Suspension 
System(Negligible Resistance) 


Fig. 1.24 Built-up roof construction for example 1.16 


Solution 
(a) The values of resistances per unit area as found from ASHRAE Handbook? 
are as follows: 
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Resistance Construction material Unit resistance, Ax/k or 
1/һ m?.K. W^ 





Inside surface (still air) 0.107 
Metal lath and 0.75 inch plaster 0.083 
Air space (greater than 9 cm width) 0.164 


Concrete slab, 5 cm 0.391 
Built-up roofing, 9.5 cm 0.058 
Outside surface (20 kmph wind velocity) 0.03 


Total thermal resistance, К, 0.833 








Overall heat transfer coefficient for construction “а” 


= 1-2. -212Wm?K! 
R, 0833 


(b) Total thermal resistance for construction ‘b’ 
R, = R, + 0.76 = 0.833 + 0.76 = 1.593 m’. КЛУ 
Overall heat transfer coefficient for construction ‘b’ 
1 1 


U, = — = —— = 0.68 W.m?. КГ! 
R, 1593 





1.20 Цу -. HEAT TRANSFER FROM EXTENDED SURFACE 
A heat exchanger is an apparatus which affects the transfer of heat from one fluid to 
another. The overall heat transfer coefficient of a heat exchanger surface is determined 
principally by the greatest single resistance. As an illustration, neglecting the thermal 
resistance of the metal wall of a heat exchanger, the overall heat transfer coefficient 
between the two fluids is given by 
1 = 1 re 1 
UA hA  h,A, 
Taking А, = A, =A, and values of h; and h, as 1000 and 10 W. m”. К^! respectively, 





we see that 
Jon 4l -o1 
U 1000 10 

= U=9.9 W.m~.K! 


so that the value of U is less than the value of the lower of the two heat transfer 
coefficients, viz., h, = 10, in this case. The lower coefficient is, therefore, the con- 
trolling coefficient. The influence of the higher coefficient is only marginal. The 
size of the heat exchanger will thus be uneconomically large. There are two methods 
by which the heat exchange can be improved. 

One is to augment the lower heat transfer coefficient. 

The other is to employ an extended surface on the side of the lower coefficient. 

Both methods decrease the thermal resistance, one by increasing h, and the other 
by increasing A. 
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Consider an extended surface in the form of a thin rod protruding from a surface 
into a surrounding fluid as shown in Fig. 1.25. The root or base of the rod is at 
temperature Т) while the fluid temperature is Т. The length, cross-sectional area 
and perimeter of the rod are /, A and P respectively. The temperature distribution 
along the rod is also shown in Fig. 1.25. 
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Fig. 1.25 Heat flow and temperature distribution along the length of a rod 
protruding from a surface 


Consider an element dx at a distance x from the base of rod. The heat flows by 
conduction within the rod, and by convection from its surface to the surrounding 
fluid. The energy balance over the element dx under steady-state gives 


О. 7 Ох+ах = E oiv 


‘A dT kA dT 
ах). ах 
x x+dx 


where Т is the temperature of the rod at х, k is the thermal conductivity of the rod, 
and h is the heat transfer coefficient from the surface to the fluid. Equation (1.60) 
can be simplified to 





h(Pdx) (Т-Т,) (1.60) 


40 _ 
dx? | 


by putting Ө- excess temperature = (T – Т), 


т?0-0 (1.61) 
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and m= „| 


Using the boundary conditions 
G) 0=T, -T,= 0, at x =0, and 


(ii) x = 0 at x = Í (no heat conduction at пр) 
x 


we obtain the solution of Eq. (1.61) for temperature distribution as 
0 Е cosh т(1- x) (1.62) 
6, сов ті 


Then the heat flow from the base of (ће rod (at x = 0) is given by Eq. (1.63) 


аө 
ах 





д, = – КА 








х=0 
= mk Аб) tanh ml 


= JAhPKkA Ө tanh ml (1.63) 
The term АРКА Ө, = mk AQ, is constant. The value of tanh ml increases with ml 
and tends to unity. It becomes 0.964 at ml = 2 and 0.9951 at ли = 3 as seen from 
Table 1.3. It is, therefore, apparent that increasing the length of an extended surface 
beyond ml = 2 or 3 does not improve the heat flow. 
For a rectangular fin of height 1, width L and thickness 5, in place of a rod, as 
shown in Fig. 1.25 the cross-sectional area and perimeter are 


А= Ы, P=2L+2b=2(L + b) «2L 


so that the parameter m is 


_ [hP Ph +b) _ n 
M= kA ү kbL Үүкь 


The entire fin is not at temperature T,. It drops from Т, at the root to Т, at the tip. 
Hence, the whole fin surface is not equally effective. 

The fin efficiency 7/18 now defined as the ratio of the actual heat transferred by a 
fin to that which would be transferred if the entire fin surface were assumed to be at 
the base temperature. Thus 








Q, with fin 
~ О with fin surface at base temperature 





un 
For a rectangular fin, therefore, 


ps mk АӨ, tanh ml _ tanh ml 
f h(PI) 6, ml 


Table 1.3 gives the values of tanh пи and прав a functions of ml. It is seen that 





tanh ml, and hence О, increase rapidly at first as / increases. The increase, then, 
slows down finally reaching an asymptotic value at ml ~ 3. The fin efficiency is quite 
high upto ml = 0.5, but decreases rapidly as ml increases. 
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Table 1.3 Numerical values of tanh ml and np 


ml 0 0.5 1.0 15 2) 3 4 5 6 





tanh m] 1 04621 0.7616 0.9052 0.964 0.995 0.9993 0.9999 1 
Тр 0.924 0.7616 0.603 0.482 0.332 0.2498 0.20 0.167 








1.20.1 Efficiency of Circular Fins апа Finned Tube Arrays 


A largely empirical method, developed by Schmidt? for finding the efficiency of a 
circular fin the configuration of which is shown in Fig. 1.26, is summarized as 
follow in Eqs. (1.64) and (1.65). 


tanh (mr ф) 
je AR i 1.64 
V= тгд) ies 
where ф = (2 - ) | + 035 In (5) (1.65) 
r r 
b 








=H = ~ 


























Fig. 1.26 Circular fins 


However, in air conditioning, continuous plate fins are used in finned tube cooling 
coils. The two array configurations, viz., the rectangular tube array and the angular 
tube array (hexangular fin) are shown in Figs 1.27 and 1.28 respectively. 
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Fig. 1.27 Rectangular tube array fin Fig. 1.28  Triangular tube array 
hexangular fin 
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Schmidt, again, provides an empirical method for calculating the efficiency of 
these fins. The method is based on selecting a circular fin with an equivalent 
radius R, that has the same fin efficiency as the rectangular fin as follows in 
Eqs. (1.66) and (1.67). 

For the Rectangular Tube Array Fin 


R 
== 2128 у(8-— 0.2)!” (1.66) 
" 
For the Triangular Tube Array Hexangular Fin 
Re 127 v (B — 0.3)? (1.67) 
z 
In both the above expressions, from Figs. (1.27) and (1.28) 
M L 
= — апа B= — 
У М 


ғ 
іп which L is always selected to be greater than or equal to M. 


1.21 Цу .. UNSTEADY-STATE CONDUCTION 

<>. 
In unsteady-state conduction, the temperature of the body changes with time. This 
change in temperature is represented by 07/07 where 7 stands for time. Thus, in the 
case of a plane wall element dx (Fig. 1.19), we have 


à à oT 
О, - О‹х+ах = С, (A dx) E (1.68) 


where p is the density, and C, is the specific heat of the wall. 

The right hand side in Eq. (1.68) represents the increase in stored energy of the 
element. Substituting for О, and О, 4, from Eqs (1.45) and (1.46) we obtain the 
unsteady-state heat conduction equation in one dimension as 


OT 1 OT 

dx) a дт 

where a= k/pC, is called the thermal diffusivity of the wall material. It will be seen 
that the units of thermal diffusivity are m? 871, 

Various analytical methods have been used to solve Eq. (1.69). These include, 

among others, the methods of separation of variables and the method of transforma- 

tion of coordinates. In all cases, the solutions are of the following dimensionless form 


" =f (тов Fo) 


д= excess temperature at any time Tat X = f — hreference 
Ө, = initial excess temperature at x 
x/L = dimensionless distance 


Bi = Biot number = m 


(1.69) 


where 


Я ат 
Fo = Fourier number = E 
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Here h represents the heat transfer coefficient at the surface and L is the distance 
between the centre line of the material and the surface. Many charts, such as those of 
Gurnie-Lurie and Heisler’, present the solution of Eq. (1.69) in graphical form. In 
addition to analytical methods, there are also numerical methods employed to solve 
this equations. One such method using finite difference approach has been employed 
in Chapter 18. 


1.22 M FORCED CONVECTION CORRELATIONS 


Correlations for the heat transfer coefficient h in forced convection are expressed in 
the following form 


Nu = f (Re, Pr) 
where Nu, Re and Pr are dimensionless numbers expressed as follows: 
Nu = Nusselt number = Nu 
Re = Reynolds number = Zune ge 2 
и 
Си 





Pr = Prandtl number = 


Here L is any characteristic length in the flow geometry. In the case of pipes, it is 
equal to the diameter D. Also и is the mean flow velocity and k, p, C, and и are the 
thermal conductivity, density, specific heat and dynamic viscosity of the fluid 
respectively. 

The Reynolds number represents the ratio of inertia forces to viscous forces. It 
is a flow criterion. Generally, for a pipe, the flow is streamlined or laminar when 
Re « 2100, and turbulent when Re » 2300. For intermediate values of Re, the flow is 
in the transition region. 

For turbulent flow in smooth tubes, the following correlation is commonly used. 
Dittus-Boelter equation 


Nu = 0.023 (Ве) % (рг)! (1.70) 
where 
n = 0.4 for heating 
— 0.3 for cooling 


For turbulent flow of fluids perpendicular to tubes such as water in the shell the 
following correlation (see Kern’) is used 


0.14 
Nu = 0.36 (Ве) Рг!" | (1.71) 
Hw 
For determining Nu and Re, the outside diameter of the tube is taken as the charac- 
teristic length. The velocity is measured in the free stream. The properties of the 
fluid are taken at the bulk mean temperature, whereas 44, is at the wall temperature. 
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a) 
1.23 d 1 FREE CONVECTION CORRELATIONS 


In free or natural convection, the flow velocity is developed as a result of the tem- 

perature difference causing a buoyancy force to act on the fluid. The flow criterion 

in the case of free convection is, therefore, the Grashof number which is defined by 
g Bhp ATL 


p 


in which is the coefficient of thermal expansion of the fluid defined by 
1 (90 
p=-|2 
v (oT 
p 


v= RT E - B duis t 
p (ӘТ), P T 
Also, AT = (T,, — T.) is the temperature difference between the wall and the sur- 
rounding fluid. 
Free convection correlations are found to have the following form 
Nu z f (Gr, Pr) 
In many cases, the relationship simplifies to 
Nu = C (Ог.Рг)" = СА" 
The product (От · Рг) is named Rayleigh number (Ra). It is a criterion of transition 
from laminar to turbulent flow in free convection. 
For laminar flow, 10* « Gr- Pr « 10? 
For turbulent flow, Gr- Pr» 10? 
For the case of air, Eq. (1.72) is simplified as written below in Eqs (1.732), (1.73b), 
(1.74а) and (1.74b). 
Vertical plate or cylinder to air 


Gr 


For an ideal gas 





1/4 
AT 
һ= 142 ЕЗ laminar (1.73a) 
h = 0.95 (AT)! turbulent (1.73b) 
Horizontal cylinder to air 
1/4 
h = 1.32 (2) laminar (1.74a) 
Аты 
h = 1.24 (5 turbulent (1.74b) 


1.24 uM. DESIGN OF HEAT EXCHANGERS 

< Мм 
The thermal design of a heat exchanger is primarily concerned with the determi- 
nation of the heat transfer area required to transfer a specified amount of heat 
between two fluids with specified flow rates and inlet temperatures. 
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In a heat exchanger, usually, the temperatures of fluids on both sides of the heat 
transfer surface vary as a result of heat exchange except in the case of the fluid 
undergoing change of phase. This variation has to be taken into account in any 
design procedure. 

There are three basic types of heat exchangers. They are: 

(i) Parallel flow. 

(ii) Counter flow. 
(iii) Cross flow. 

In parallel flow, both the fluids flow past the heat transfer surface in the same 
direction as shown in Fig. 1.29. In counter flow, the two fluids flow in opposite 
directions as shown in Fig. 1.30. In cross flow, the two fluids flow at right angles to 
each other. 


(A Thy 





S qu 











Fig. 1.29 Temperature variation in parallel flow heat exchanger 


1.24.1 Log Mean Temperature Difference (LMTD) Method 


Itis proposed to calculate the required heat transfer surface area by the equation 


О = UA AT, 
where AT,, is the log mean temperature difference (LMTD) given by 
Ap PS m (1.75) 
АТ 
In — 
АТ, 


where AT, and AT, аге the temperature differentials between the two fluids at the 
two ends of the heat exchanger. 

There are two great advantages of counter flow heat exchangers. 

(i) А counterflow heat exchanger has a higher value of LMTD, for the same end 
temperatures as obtained from Eq. (1.75) and seen from Fig. 1.30. 

Hence, it requires smaller heat transfer surface area A than parallel flow heat 
exchanger for a specified heat transfer rate. 

(ii) It can also be seen from Fig. 1.30 that in the case of counterflow heat 
exchanger, the hot fluid can be cooled to the inlet temperature of the cold 
fluid (from f,, to 1), and similarly, cold fluid can be heated to the inlet 
temperature of the hot fluid (from 1, to 1, ) at least theoretically in the limit, if 
large heat transfer surface area is provided. This is not possible in parallel 
flow heat exchanger. 


The McGraw-Hill companies 





Introduction 57 











T | 
| ! 
Тһ = 
| Tc2 ~ 
~ < 
АТ; 
Те 
Ta Se. 











А> 


Fig. 1.30 Temperature variation in counter flow heat exchanger 


Note Іп the case of phase change of a fluid, the temperature on one side is constant as in 
condensers and evaporators. In these cases, both types have the same LMTD, and there is 
no difference between counterflow and parallel flow. 


~ 
1.25 g '.. MASS TRANSFER 
u$ 
In mass transfer, we deal with the movement of species in a multicomponent system. 
The driving potentials for the transfer of mass can be obtained in various ways. But 
here we shall confine our discussion to molecular diffusion and convective mass 
transfer. 


1.25.1 Molecular Diffusion: Fick's Law 


Mass transfer by molecular diffusion of a specifies through another stationary 
medium is analogous to heat transfer by conduction. Fick's Law relates the diffusion 


rate or mass flow т, of a species А to its driving potential which is the concen- 
tration gradient ӘС,/Ох as follows in Eq. (1.76) 

Іт, aC, 

= =-D —— 1.76 

A Әх 559 

where А is the normal area and D is called the diffusion coefficient or mass transfer 
diffusivity. The unit of diffusion coefficient is found to be m? s^! It has the dimen- 
sions of kinematic viscosity v= “/p or thermal diffusivity œ= k/pC. 


1.25.2 Convective Mass Transfer 


In molecular diffusion, bulk velocities are insignificant. Most physical applications 
of mass transfer, however, involve the bulk motion of fluids. This gives rise to con- 
vective mass transfer which is similar to convective heat transfer. Accordingly, we 
define the mass transfer coefficient hy by the relation 
Ма LR (C,- C.) o  (@,- а) (1.77) 
A p 
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where С, and С, denote the concentrations of the species A at the wall and free 
stream. We see that ћи has the units of m 671. The expression p hy is replaced by 
diffusion coefficient k and С by specific humidity c in the case of diffusion of 
water vapour into air. Its use is illustrated in Chapters 14 and 20. It is seen that 
Ко = phy if AC = Аа, which is a satisfactory assumption (see Chap. 14). 


1.26 Chat .. ANALOGY BETWEEN MOMENTUM, HEAT AND 
~~~ MASS TRANSFER 


D has the same significance in mass transfer as Vin moment um transfer and ain 
heat transfer. Dimensionsless numbers can be formed from the ratio of any two of 
these properties. 


Prandtl Number (ав defined earlier for convective heat transfer) 











Pr= > = Cp H 
а k 
Lewis Number 
Le = m = k 
D рс pP 
Schmidt number 
Sc= v _ и _ Dynamic viscosity 


D. pD Mass diffusivity 
where the product pD is termed as mass diffusivity. It has the units of kgm! 57. 


1.26.1 Analogy between Momentum апа Heat Transfer 


Then if v= cor Pr = 1, the velocity and temperature distributions in the flow will be 
the same. In that case, the heat transfer coefficient Р can be determined from the knowl- 
edge of the friction factor f by the similarity relation called Reynolds analogy, viz., 





St= И (1.78) 
where St denotes the Stanton number defined by 
N 
St = u h " h 
Re.Pr рис, GC, 


Here G = pu is the mass velocity. 
To account for some variation in Pr, Eq. (1.78) is modified to 


h 
н = бо ров = 4 |= pps 1.79 
Јн 2 Ec ( ) 
which is called the Colburn analogy, and jj is the Colburn j-factor for heat transfer. 
1.26.2 Analogy between Momentum and Mass Transfer 


Similarly, the velocity and concentration profiles will have the same shape if v= D, 
or Sc = 1. Thus, the Schmidt number plays the same role in mass transfer as does the 
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Prandtl number in heat transfer. An equivalent of the Nusselt number in mass trans- 
fer is the Sherwood number defined by 
_ hyL _ Кор 
© р pD 
where L is any characteristic length. The convective mass transfer correlations аге, 
therefore, expressed in the form 
Sh =f (Re, Sc) 

similar to forced convection heat transfer correlations which are usually expressed 
in the form Nu = f (Re: Pr). 

The Stanton number can then be replaced by the number 


Sh _ hy phy 

Ве-5с u с 
іп mass transfer correlations, as given іп Eq. (1.80). And similar to Eq. (1.78), we 
can write for mass transfer factor ју as 


Р Sh 2/3 (2 tu) 23 f 
= | —— Sc = || = ӛс = — 1 .81 
"n Е | 3 G 2 552 


The numerical value of the Schmidt number for the diffusion of water vapour into air 
at 25°C and І atm pressure is 0.6. 


Sh 





(1.80) 


1.26.3 Analogy between Heat and Mass Transfer 


Combining Eqs. (1.78) and (1.80) to eliminate //2, we obtain a similarity relation 
between heat transfer and mass transfer coefficients as follows in Eq. (1.82) 


2/3 
h Sc 
ји о в) 
М r 


a 2/3 
=P (5 


2/3 
= pC,Le (1.82) 


where Le = o/D is the Lewis number. 

If Le = 1, the temperature and concentration profiles are the same and then ју = 
Јн: Incidentally for air and water vapour mixtures at atmospheric pressure, the value 
of the Lewis number is approximately equal to unity. This simplifies the design of 
air-conditioning equipment. Writing л as f, for heat transfer coefficient of air, and 
hy as К./р for diffusion of water vapour in air, we have for Le = 1 


as used in Chapters 14 and 16. 
Empirical relations for Sh and Nu for air over water droplets can be expressed as 
follows: 
sh = "ML Ко = 4.0.6 Re 9003 (1.83a) 
D pD 
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hL 
Nu = rx 2 + 0.6 Re®> p, 095 (1.83b) 


The average value of diffusivity D of water vapour in air is 2.495 x 10? m? 87. 





Example 1.17 Mass Transfer Coefficient of Water Vapour in Air. 

Air at 35?C and 1 atm flows at a mean velocity of 30 m/s over a flat plate 0.5 m 
long. Calculate the mass transfer coefficient of water vapour from the plate into 
air. Assume the concentration of vapour in air as very small. The diffusion coef- 
ficient of water vapour into air is 0.256 x 1 0% m? s”. The Colburn j-factor for 
heat transfer coefficient is given by jg - 0.0296 Re 02, 


Solution Properties of air at 35?C, 1 atm 


p = 1.146 kg. m? 
C, = 1.006 kJ. kg! К^! 


и 22x10? kg. m! s! 








Pr = 0.706 

u 2 x10? 
Sc= Z = =~ = 0.682 

pD (1146) (0256 x 107) 

L | 114 
Re = up = (0.5) (30) = 6) = 859,600 

и 2 х 10 
ju = jy = 0.0296 Re ?? (1.84) 


= 0.0296 (859,600) 9? = 1.925 x 10? 
hy = jy ul (Sc)? 


" (0.001925) (30) 


T -1 
(0682)? = 0.075 m. s 
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È 
Ф Revision Exercises 


1.1 (а) A creamery must cool 11,350 kg of milk received each day from 30°C to 
3°C in 3 hours. What must be the capacity of the refrigerating machine? Take 
the specific heat of milk as 3.92 kJ/kg.K. 

(b) If the compressor in the above case operates 8 hours per day with surplus 
refrigeration accumulated in brine storage tanks, what must the capacity be? 

1.2 Cold salt brine at — 2?C is used in a packing plant to chill food slabs from 
40°C to 3.4?C in 18 hours. Determine the weight of brine required to cool 100 
food slabs of 225 kg each if the final temperature of brine is 1.7?C, Given: 


Specific gravity of brine - 1.05 
Specific heat of brine = 3.77 kJ/kg. K 
Specific heat of food slabs = 3.15 kJ/kg.K 


1.3 А cold-storage room has inside dimensions of 12 m x 7.5 m x 3 m. The overall 
coefficient of heat transfer through the walls and ceiling is 0.55 W. m° K^! and 
for the floor is 2.2 W.m”. К^. The inside temperature is to be maintained 
at —5?C. If the outside air is at 45°C and the air adjacent to the floor is at 30°C, 
determine the capacity of the refrigerating unit for 70 per cent running time. 

1.4 10 kg of air at 65°C and 3.5 bar expands reversibly and polytropically to 
1.5 bar. The index of expansion is 1.25. Find the final temperature, work 
done, heat transferred and change of entropy. Assuming the process to be 
adiabatic, find the final temperature and work done. 

1.5 Air at 3.5 bar and 30°C flows at the rate of 0.5 kg/s through an insulated 
turbine. If the air delivers 11.5 hp to the turbine blades and the change 
in kinetic energy is negligible, at what temperature does the air leave the 
turbine? 
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1.6 А fluid expands from 3 bar and 150°C to 1 bar in a nozzle. The initial velocity 
is 90 m/s. The isentropic efficiency is likely to be 0.95. Estimate the final 
velocity assuming the fluid to be steam and air. 

1.7 А real gas expands isenthalpically from 135 bar and -759С to 7 bar. If the 
Joule-Thomson coefficient in the range is 0.2°C/bar, what is the final 
temperature of the gas? 

1.8 К 22 saturated liquid at 35°C is throttled to a pressure corresponding to a 
temperature of 5?C. Determine the extent of flashing of the liquid into vapour. 

1.9 The exterior wall of a house is made of 10 cm of common brick (k 2 0.7 W. 
пг! К^!) followed by a 3.79 cm layer of gypsum plaster (k = 0.48 W.m '. 
K^) What thickness of thermocole insulation (k = 0.037 W.m'!. K^!) should 
be added to reduce the heat loss or gain through the wall to 2596? 

1.10 Twelve thin brass fins, 0.75 mm thick, are placed axially on a 5 cm diameter 
х 5 ст long cylinder which stands vertically and is surrounded by air at 38°C. 
The fins extend 2.5 cm from the cylinder surface which is at a temperature of 
150?C. The thermal conductivity of brass is 78 W.m! Капа the heat trans- 
fer coefficient for air is 23 W.m ?.K^!. What is the rate of heat transfer to air 
from the cylinder? 

1.11 Find the overall heat transfer coefficient between water and oil if the water 
flows through a copper pipe 1.8 cm 1D and 2.1 cm OD while the oil flows 
through the annulus between the copper pipe and a steel pipe. The water and 
oil side film heat transfer coefficients are 4600 and 1250 УУ ла >, K^! respec- 
tively. The fouling factors on the water and oil sides may be taken as 0.0004 
and 0.001 m? K. W^! respectively. The thermal conductivity of the tube wall 
is 330 W. m'. K”. 

1.12 In a R134a condenser of a domestic refrigerator, having wire-and-tube 
construction, A,/A; = 12. Heat transfer coefficient of refrigerant condensing 
inside tubes is Л, = 1950 W.m ?.K .. Heat transfer coefficient by natural con- 
vection of air outside tubes is h, = 19.5 W. m”. K^. Air enters at 35°C and 
leaves at 43°C. Heat to be rejected in the condenser is 180 W. Determine the 
outside tube surface area. 

1.13 Plot In p“ versus 1/75 diagrams for СО», R 22 (CHCI F5), NH}, C4H,, В 12 
(ССІ, F,), R 134a (C; Н, Fy), R 152 a (C; Hy Ej), Iso - С, Hyg and Еј) 
(C CLF). Find values of constants of Antonie equation. 

1.14 Calculate the latent heat of vaporization of ammonia at 40?C using the 
following data from the saturation table of ammonia. 
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1.15 Determine the specific volume of saturated vapour by Redlich-Kwong equa- 
tion for the following, and compare results with those given in the tables of 
properties. 

(a) Propane at -25°C where р“ = 2.018 bar. 
(b) Propane at 50°C where p“ = 17.119 bar. 
(c) Isobutane а(-259С where р“ = 0.5865 bar. 
(d) Isobutane at 50°C where р“! = 6.92 bar. 
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Refrigerating Machine and 
Reversed. Carnot Cycle 


2.1 un REFRIGERATING MACHINES 


u- 


There are essentially two categories of thermal plants. These are: 


(i) Thermal power plants or work producing plants. 
(ii) Refrigeration/heat pump plants or work consuming plants. 


The work producing plants or heat engines lead to the conversion of heat to work. 
The work consuming plants, viz., refrigerators/heat pumps, are not those which are in 
any way related to the conversion of work into heat. No ingenuity at all is required for 
the conversion of work into heat. In fact, all work (mechanical/electrical energy) that is 
consumed in machinery is ultimately dissipated as heat to the environment. The objec- 
tive of work consuming plants, actually, is to lead to the flow of heat from a low 
temperature body to a high temperature body. The work is consumed to achieve this. 

Examples of common work consuming plants, viz., refrigerators are the 
following: 

Cold storages. Central air conditioning plants. Domestic refrigerators. Room air 
conditioners. Ice Plants. Food freezing and freeze-drying plants. Air liquefaction 
plants. etc. 

Heat pumps are heating plants. But they operate in the same way as refrigerators. 

Refrigeration equipment, in general, is relatively smaller in size as compared 
to work producing plants. The capacity of a power plant is in MW, whereas the 
capacity of a refrigeration system is in kW or even less. A very large super cold 
storage or a central air conditioning plant for a multistoreyed building may consume 
power in the range of 2000 to 5000 kW. A window-type room air conditioner may 
consume only 2.5 kW of power, and a domestic refrigerator just 100 to 250 W only. 


~) 
2.2 Uh '.. A REFRIGERATING MACHINE—THE SECOND 


LAW INTERPRETATION 


A refrigerating machine is a device which will either cool or maintain a body at a 
temperature below that of the surroundings. Hence, heat must be made to flow from 
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a body at low temperature to the surroundings at 


high temperature. High Temperature 














However, this is not possible on its own. We чы 1 
see in nature that heat spontaneously flows from a | 
high temperature body to а low temperature body. Q | Q 

The reverse process to complete the thermo- | 
dynamic cycle, in which heat О will flow back Low Temperature 
from the low temperature body to the high tem- Body 











perature body, is not possible. Thus, we see that 
a thermodynamic cycle involving heat transfer Fig. 2.1 А thermodynamic cycle 
: : . involving heat transfer 
alone as shown in Fig. 2.1 cannot be devised. : 
i . : alone: Not possible 
The logical conclusion is that there must be a 
process in which some work is done. 

The second law of thermodynamics, like the first law, is based on the observa- 
tions of actually existing processes and devices in nature. Figure 2.2 shows the 
schematic diagram of an actual refrigeration system which works on the well- 
known vapour compression cycle. Most refrigeration devices/plants, including air 
conditioners and refrigerators such as the ones illustrated in Chap. 1, work on this 
cycle only. 


Ок | System Boundary 
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Compressor 








> Evaporator 














Fig. 2.2 Illustration of an actual refrigerator/heat pump: The simple vapour 
compression system 


The heat and work interactions of the processes of the cycle are as follows: 


(i) Heat Qj is absorbed in the evaporator by the evaporation of a liquid refriger- 
ant at a low pressure po, and corresponding low saturation temperature To. 

(i) The evaporated refrigerant vapour is compressed to a high pressure p, in the 
compressor consuming work W. The pressure after compression is such that 
the corresponding saturation temperature Т; is higher than the temperature of 
the surroundings. 

(ii) Heat Q, is then rejected in the condenser to the surroundings at high 

temperature Т). 
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The application of the first law, jo Q- } OW, to the cycle gives: 


-Q, * 0, mew 
О, ш 0, =W 

This, also, represents an energy balance of the system in Fig. 2.2 obtained by 
drawing a boundary around it. 

There are two statements of the second law of thermodynamics, the Kelvin- 
Planck statement, and the Clausius statement. The Kelvin-Planck statement pertains 
to heat engines such as E represented in Fig. 2.3. 

The Clausius statement pertains to refrigerators/heat pumps R. The above obser- 
vation from illustration of actually existing refrigerators/heat pumps leads to the 
Clausius statement which is as follows: 

“It is impossible to construct a device which will operate in a cycle and produce 
no effect other than the transfer of heat from a low temperature body to a high 
temperature body”. 

The statement implies that a refrigerator R of the type shown in Fig. 2.4 which 
will absorb heat Q, from a low temperature body and transfer it to a high tempera- 
ture body is impossible. 
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Fig. 2.3 Schematic representation Fig. 2.4 Refrigerator without any 

of a heat engine Work Input: Impossible 


The only alternative is that there must be 
some work input W;.. Accordingly, we obtain 
a schematic representation of a refrigerating High Temperature | — г 




















: НЕ Bod 
machine/heat pump as shown in Fig. 2.5, and у 
from the first law W;, = Q,— Q,. Accordingly, = 
An 0 Оқ E Qo + Win 

heat transferred Q, is more than heat absorbed 
Q, by the amount of work input У... ec Win= Ок Qo 

Now, the stress on the words ‘operating in Qo 
acycle’ is significant. For, in a single process, 
it may be possible to obtain removal of heat Low Temperature | 7. 

р A Body 9 

from a low temperature body without doing 











external work, e.g., by the evaporation of a 
refrigerant, for instance liquid Freon 22 after Fig. 2.5 Schematic representation 
throttling expansion to, say, 1 bar correspond- of a refrigerator/heat pump 
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ing to a saturation temperature of -40°C as shown in Fig. 2.6. However, this could 
not happen continuously. This process could continue only if one had an infinite 
supply of high pressure Freon 22 liquid in the cylinder. But that is not possible in 
nature. To obtain refrigeration continuously, the refrigerant vapour after evapora- 
tion at low pressure will have to be brought back to the initial state of high pressure 
liquid again. That will mean forming a complete thermodynamic cycle. 


Throttle Valve 
Y Evaporator 
1 a 











Saturated 
Vapour at 

Dun Tat сайы 

— A Qo 

Ы----------------- (Refrigeration) 

[ Liquid — | 
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саныма ааа 1 bar, – 40°С 














Fig. 2.6 А process: Producing refrigeration while W = 0 


The Clausius statement eliminates the possibility of obtaining refrigeration with- 
out doing work. The statement necessitates a further clarification regarding heat- 
operated refrigerating machines such as the vapour absorption type or ejector type, 
using heat directly to produce refrigeration. Such systems may be considered as a 
combination of a heat engine and a refrigerating machine. The heat engine part of 
the system utilizes heat from a body at a higher temperature than the surroundings 
and delivers the required mechanical work, within the system, which is directly used 
by the refrigerating machine part. Thus the usual process of the conversion of ther- 
mal energy, first into work (or electrical energy) and then its utilization in a refriger- 
ating machine, is replaced by a combined process. 


2.3 un HEAT ENGINE, HEAT РАМР AND 
~~ REFRIGERATING MACHINE 


It may be concluded from the preceding discussion that a reversible heat engine may 
be converted into a refrigerating machine by running it in the reversed direction. 
Schematically, therefore, a refrigerating machine is a reversed heat engine which 
can be seen by comparing Figs. 2.5 and 2.3. 
As for the heat pump, there is no difference in the cycle of operation between a 
refrigerating machine and a heat pump. The same machine can be utilized either 
(i) to absorb heat from a cold body (a cooled space) at temperature Т, and reject 
it to the surroundings at temperature Т, 2 T,, or 
(1) to absorb heat from the surroundings at temperature 7, < Т, and reject it to a 
hot body (a heated space) at temperature Т), 


where T, is the temperature of the surroundings. 
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Figure 2.7 illustrates the manner of application of heat engine E, heat pump H and 
refrigerating machine R. It implies that the same machine сап be used either for 
cooling or for heating. When used for cooling, it is called a refrigerating machine 
and when used for heating it is called a heat pump. 
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Fig. 2.7 Comparison of heat engine, heat pump and refrigerating machine 


The main difference between the two is in their operating temperatures. A 
refrigerating machine operates between the ambient temperature Т, = T, and a low 
temperature T,. A heat pump operates between the ambient temperature T, = T, and a 
high temperature Ту. The heat engine operates between the heat source temperature Т) 
and ambient temperature 7, = 15. 

Another essential difference is in their useful function. In a refrigerating machine, 
the heat exchanger that absorbs heat is connected to the conditioned space. In a heat 
pump, instead, the heat exchanger that rejects heat is connected to the conditioned 
space. The other heat exchanger in each case is connected to the surroundings. Thus 
if a refrigerating machine, that is used for cooling in summer, is to be used as a heat 
pump for heating in winter, it will be necessary, either 

(1) to rotate the machine by 180? to interchange the positions of the two heat 

exchangers between the space and the surroundings, or 


(ii) to exchange the functions of the two heat exchangers by the operation of 
valves, e.g., a four-way valve in a window-type air conditioner. 


Such an operation of a refrigerating machine is termed as reversed cycle heating. 


2.3.1 Energy Ratios or Coefficients of Performance 


The performance of a heat engine is described by its thermal efficiency. The per- 
formance of a refrigerating machine or a heat pump is expressed by the ratio of 
useful heat to work, called the energy ratio or coefficient of performance (COP). 
Thus we have for a refrigerating machine: 

Cooling energy ratio, or COP for cooling 
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Q, = Q, = 1 (2.1) 


E, = = 
( W О - 0, о 1 
О, 





And we have for a heat pump: 
Heating energy ratio, or COP for heating 





02 0 ! 
E, = - - (2.2) 
"ко 0-0, 1-0 

О, 


An idea about the approximate magnitude of the numerical values of these 
coefficients can be had from the following approximate calculations. The thermal 
efficiency of a heat engine is of the order of 30 per cent (say) so that 


О, 


Then, if the engine is reversed in operation to work as a refrigerator or a heat 
pump with operating conditions unchanged (although in actual practice the operat- 
ing temperatures will be different), we should have 


Q, -1-ФТ 





£- 2038 
О, m Q, Пау 
апа 
Ж = OQ = E - 3.33 
О, = Q, Те 


For vapour compression systems, £, is of the order of 3 for water-cooled and 
2 for air-cooled air-conditioning applications and | for domestic refrigerators. 

For air cycle refrigeration systems, £, = 1 and for vapour absorption systems, it is 
well below unity. Steam ejector machines have still lower values. 

However, the latter two are heat-operated refrigerating machines, and the defini- 
tion of their coefficients of performance is altogether different. Hence, no compari- 
son need be made at this stage. 


2.3.2 Power Consumption of a Refrigerating Machine 


Power consumption W ofa refrigerating machine is determined in terms of kW. 
However, the power consumption of the motors is sometimes rated in horsepower 
(HP). We have 


ME 
0.746 


НР- 


where W is inkW. 
A quantity which is frequently used for comparison is horsepower per ton 
refrigeration. It is determined as follows: 


HP/kW refrigeration = ————— 
0.746 Q, 
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where 0, is the refrigerating capacity in kW. Then, since 1 TR = 3.5167 kW, 


HP/TR = —” — (3.5167) 
0.746 О 


471 W 
0, 
471 


"E (2.3) 





с 


Thus НР/ТЕ is inversely proportional to COP for cooling. In the above deriva- 
tion, imperial horsepower has been used. If the horsepower is metric, then 
W 


0.736 
4.78 


HP/TR - E, 


2.3.3 Heat Pump vs. Electric Resistance Heater 


It may be seen from the simple transposition of Eqs. (2.1) and (2.2) that 


W W 
ЖЕ (2.4) 


Тһе above relationship expresses a very interesting feature of a heat pump. 
According to Eq. (2.4), COP for heating is always greater than unity. It is so since 
Q, is always greater then Q, by the amount W. 

Thus for the purpose of heating, it is far more economical to use a heat pump rather 
than an electric-resistance heater. For example, if W is the energy consumption of an 
electric resistance heater, the heat released to the space will be W only. But if this 
electrical energy W is utilized in a heat pump, the heat pumped to the space will be 

Q,=£,W=(1+£,) W 

Therefore, whatever is the value of £, (even zero), О; will always be greater than 
or equal to W. The value of £, for air-conditioning applications is of the order of 3. 
Then the heat pumped will be 3 W in a heat pump unit while the power consumption 
is only W. The heat pump, therefore, is a definite advancement over the simple 
electric-resistance heater. Only the cost of the heat pump (which is a refrigerating 
machine also) is prohibitive. But when an air-conditioning plant is already installed 
for cooling in summer, it would always be prudent to use it for heating as well in 
winter, operating as a heat pump. 

Suppose a room loses О, kW of heat during winter. Then, it requires an equal 


amount of heat addition to maintain it at a desired temperature. Figure 2.8 illustrates 
the two methods for heating the room: 


(i) Using electric resistance heater. The power consumption is 


Ў = 0, 
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(ii) Using heat pump. The power consumption is 


~ ÒO l, 
=>, 39 


if £, = 3. Thus, power consumption of the heat pump is very much lower. 
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Fig. 2.8 Heating of a room by electric heater and heat pump 


2.4 un BEST REFRIGERATION CYCLE: THE CARNOT PRINCIPLE 


е 





It is possible to show that the cooling energy 
ratio of a refrigeration cycle working 
between two temperatures will be maximum Qk, R A Qk, | 
when the cycle is a reversible one. For the 





Tk 























purpose, consider a reversible refrigerating Wp,» Гу и 

machine А and another irreversible refriger- 

ating machine J, both working between two Qo А Qo 

heat reservoirs at temperatures T, and Т,, 

and absorbing the same quantity of heat О, To 

from the cold reservoir at Т. as shown in Fig. 

2.9 (а). Fig. 2.9 (a) Reversible and irreversible 
Now, to prove the contrary, let us assume refrigerating machines 


that the COP of the irreversible machine is higher than that of the reversible ma- 
chine, viz., £; > Ер. Hence 
д. 0, 
W Wr 
У > У] 
And since Орк = О + Wr 
Окт = О, + W, 


ме һауе Ор к> Окт 
апа 





Qk rR- U1 = Мұ- Wr = Woes 
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If now, the reversible refrigerating machine is made to work as a heat engine and 
the irreversible refrigerating machine continues to work as a refrigerating machine, 
as shown in Fig. 2.9(b), the resultant combined system will work as a perpetual 
motion machine of the second kind taking heat equal to О; р — О; | from the hot 
reservoir and converting it completely into work, thus violating the Kelvin-Planck 
statement of the Second Law applicable to heat engines as shown in Fig. 2.10. 
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Fig. 2.9(b) Reversible refrigerating machine working as a heat engine in 
combination with on irreversible refrigerating machine 














Fig. 2.10 Combined system resulting in a perpetual motion machine of the 
second kind thus violating the Second Law 


It is, therefore, concluded that a refrigeration cycle operating reversibly between 
two heat reservoirs has the highest coefficient of performance. Likewise, it can also 
be shown that all reversible refrigeration cycles have the same COP. These are two 
corollaries of Second Law comprising the Carnot Principle. 


2.4.1 Reversed Carnot Cycle 3 
Tj егес на 


~ 


We now know that а reversible refrigeration 
cycle has the maximum COP. We know 
further that a reversible heat engine can be 
reversed in operation to work as a refrigerating 
machine. | To 
Sadi Carnot, in 1824, proposed a reversible 2 
heat-engine cycle as a measure of maximum 
possible conversion of heat into work. A 
reversed Carnot cycle can, therefore, be 








employed as a reversible refrigeration cycle, 5 s— 6 
which would be a measure of maximum possi- ^ Fig. 2.11 Reversed Carnot Cycle 
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ble COP of a refrigerating machine operating between two temperatures 7, of heat 
rejection and T, of refrigeration. 

A reversed Carnot cycle, for a unit mass of the working substance, is shown in 
Fig. 2.11 on a T-s diagram. The cycle consists of two isothermals and two isentropics 
as follows: 


Process 1—2  Isentropic compression, $ = 82 

Process 2—3 Isothermal heat rejection to the hot reservoir at T, = const. 

Process 3—4  Isentropic expansion, 53 = 54 

Process 4—1 Isothermal heat absorption from the cold reservoir at 
T, - const. 


The areas on the 7-5 diagram, representing | Tds give the heat transfers, and work 
done in the cycle as follows: 





Heat absorbed from cold body, О, = T, As - area 1-4-5-6 
Heat rejected to hot body, Q; = T, As = area 2-3-5-6 
Work done, W= Q,- Q, =(T,-T,) As = area 1-2-3-4 
Hence we obtain Carnot values of COP for cooling and heating as 
zo us br. d 
с? Carnot — W Т, EU Tog 
T, 
Ò __Ћћ 1 





Ро Camot = wg Cm T I-T/T, 


Effect of Operating Temperatures We, thus, see that the Carnot COP depends 
on the operating temperatures Т, and Т, only. It does not depend on the working 
substance (refrigerant) used. 

For cooling, Т, is the refrigeration temperature and Т, is the temperature of heat 
rejection to the surroundings. The lowest possible refrigeration temperature is T, = 0 
(absolute zero) at which £, = 0. The highest possible refrigeration temperature is Т, 
= T, i.e., when the refrigeration temperature is equal to the temperature of the sur- 
roundings (ambient) at which Е, = со. Thus, Carnot COP for cooling varies between 
0 and ee. 

For heating, T, is the temperature of heat absorption from the surroundings and 
T, is the heating temperature. Theoretically, the COP for heating varies between 1 
and оо, 

It may, therefore, be noted that to obtain maximum possible COP in any application, 

(i) the cold body temperature Т, should be as high as possible, and 

(ii) the hot body temperature 7, should be as low as possible. 

The lower the refrigeration temperature required, and higher the temperature of 
heat rejection to the surroundings, the larger is the power consumption of the refrig- 
erating machine. Also, the lower is the refrigeration temperature required, the lower 
is the refrigerating capacity obtained. 

Consider now, for example, a domestic refrigerator which produces refrigeration 
at —25?C (248 К). Let heat be rejected to the ambient at 60°C (333 K). 

The maximum possible COP of this refrigerator would be 
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248 _ 248 
333 — 248 85 

Thus, the refrigerator would produce a maximum of 290 W of refrigeration per 
100 W of power consumption. The most popular size, 165 L internal volume refrig- 
erators of most manufacturers produce 89 W of refrigeration, and the power of the 
electric motors running these refrigerators is around 110 W. Considering that the 
refrigerators have a running time of 75% only, the average power consumption 
would come to 82.5 W. Thus, the actual COP of these machines would be only 1.08. 

Compare this with the COP of a room air conditioner which produces refrigera- 
tion at a higher temperature of about 5°C (278 K). Assuming the temperature of heat 
rejection the same as 60°C (333 K), the maximum possible COP would be 

278 _ 278 
333 - 278 55 

It would, thus, produce 5 kW of refrigeration per kW of power consumption. 
A 1.5 TR (5.3 kW) air conditioner will have a minimum power consumption of 
1.05 kW. The actual air conditioner will, however, have power consumption of the 
order of 2.0 kW or more considering 75% running time. The actual COP is thus 2.6 
or even less. 

The above two examples show that the COP of a refrigeration system decreases, 
and power consumption increases as we go to lower and lower refrigeration tem- 
peratures. 





(COP. ) max = = 2.9 


=5 





(СОР,.) „ах = 


2.4.2 Selection of Operating Temperatures 


The selection of temperature 7, depends on the particular application of refrigera- 
tion. Consider, for example, the simple summer air-conditioning system shown in 
Fig. 2.12(a). The room is maintained at temperature 1; equal to 25?C. 

To offset the heat entering the room, the air must be supplied at a temperature 
lower than 25°C, at t, equal to 15°C. 

The air conditioner will, therefore, cool the room air from 25?C to 15?C and then 
supply it back to the room. 

Accordingly, the refrigerant temperature t, must be less than 15°C to absorb heat 
Q, from the air maintaining a finite temperature difference At across the heat ex- 
changer as shown in Fig. 2.12(b). If the temperature difference is zero, the area 
requirement of the heat exchanger will be infinite. Thus for air conditioning in sum- 
mer, the temperature 7, is of the order of 0 to 10?C usually about 5?C. In a similar 
manner, the approximate refrigeration temperature requirements can be found out 
for various other applications as given in Table 2.1. 


Table 2.1 Refrigeration temperature requirements of common applications 


Application Refrigeration 
Temperature, і, °C 





Air conditioning in summer 0 to 10 
Cold storages –10 to 2 
Domestic refrigerators -25 
Frozen foods -35 
Freeze drying and ТОР (Instant Quick Freezing) —35 to -45 
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Fig. 2.12(a) Simple summer air-conditioning system 


Cooling of Air 25°C 
15°C Ге 1% 


АҢ 





7і<15%С (say 5°C) 
Evaporation of Refrigerant 


Fig. 2.12(b) Temperatures in a cooling coil 


The selection of temperature 7, depends оп the surrounding medium used for 
heat rejection. There are three possible media in the surroundings to which heat О; 
may be rejected, viz., air, water and ground. The units that use air as a cooling 
medium are called the air-cooled units and those using water are called the water- 
cooled units. 

Consider an air-cooled unit. Let the surrounding air temperature (in summer) be 
45°C. Also, let the rise in temperature of air, after absorbing heat Q,, be 10°C, as 
shown in Fig. 2.13(a). Hence the temperature of heat rejection 1; has to be greater 
than 55°C, say 65°C, so that the temperature differentials At, and At», across the heat 
exchanger (HE) are 20°C and 10°C respectively, and the arithmetic mean tempera- 
ture difference is (20 + 10)/2 = 15°C. 


Refrigerant 





= 65°C -e < •. dy? 55°C (say 65°C) 
у је = 1092 
АН = 20°C 5% і = 55°C 
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it 
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Fig. 2.13(a) Temperatures during heat rejection іп an air-cooled refrigerating machine 


Air is widely used as a cooling medium in small refrigerating machines such as 
refrigerators, water coolers, window-type air conditioners and small-package units. 
Water as a cooling medium is preferable to air as it affords a lower value of Т, 
because of the following reasons: 
(i) Itis available at a temperature lower than that of air. Its temperature approaches 
the wet bulb temperature of the surrounding air. This is the limiting temperature 
to which heated water can be cooled in a cooling tower or a spray pond. 
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(ii) The specific heat of water is about four times that of air. Thus, for the same 
heat rejection Q, and the same mass flow, the temperature rise of water is 
one-fourth that of air and correspondingly Т; is lower. 

(iii) Water has a higher heat transfer coefficient than air mainly because of its high 
thermal conductivity, say, 5000 as against 100 in forced convection and 10 in 
free convection for air in Wm > К^. Thus, for the same heat rejected Q, and 
the same area of the heat exchanger, the temperature difference At required 
across the heat exchanger is less which also results in a lower value of Т). 


Note The lower value of heat transfer coefficient of air is made up by providing extended 
surface on air-side in actual equipment. 


Consider, for example, a water-cooled unit, in place of the air-cooled unit of the 
preceding example. Let the wet bulb temperature of the surrounding air be 289С 
(even though the dry bulb temperature may be 45?C). Then the temperature of water 
from the cooling tower may be taken to be about 30°C. With the same mass flow for 
air and water, the temperature rise of water as a result of its higher specific heat will 
be 10/4 = 2.5?C only, though taken as 5°C in design as shown in Fig. 2.13 (b). The 
temperature of water leaving the heat exchanger is then 35?C. 


Refrigerant 








|, = 4090. „• d У %>35%С(-40%С) 
Atp = 5°С 
Аң = 10°С е = 35°С 
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35°C Cooling Mediu Atm 2 7.5°C 


Fig. 2.13(b) | Temperatures during heat rejection іп a water-cooled refrigerating 
machine 


Let the mean temperature difference required with water be 7.5°C instead of 15°C 
for air as a consequence of the higher heat transfer coefficient. Then the temperature 
of heat rejection required need only be 40°C for water as compared to 65°C for air. 
Normal design temperature 7, in Delhi is 43°C . 

Thus, the use of water as a cooling medium results іп a lower T;, higher COP and 
lower power consumption in a refrigeration plant. At the same time, we have much 
more compact and smaller condenser even with a smaller value of Аг, (7.5°C with 
water as against 15?C with air in the above illustration). 

Large refrigeration plants, including central air-conditioning plants, therefore, 
are invariably water-cooled as the saving in the costs of power consumption exceeds 
the added cost of a water-cooling plant (cooling tower, pump, piping, etc.). Exam- 
ples 2.1 and 2.2 amply illustrate the advantages of water over air, as a cooling 
medium. Although, the calculations are based on the reversed Carnot cycle for the 
working substance, yet finite temperature differentials have been assumed in the 
heat exchangers as external irreversibilities. 

The ground is also sometimes used as a heat sink, specially in locations where 
extreme high and low temperatures are reached and the ground temperatures are 
lower in summer and higher in winter as compared to the surrounding temperatures. 
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Example 2.1 


(a) The ambient air temperatures during summer and winter in a particular 
locality are 45°C and 15°C respectively. Find the values of Carnot COP for 
an air conditioner for cooling and heating, corresponding to refrigeration 
temperatures of 5°C for summer and heating temperature of 55°C for 
winter. Assume suitable temperature differences in the exchanger that 
exchanges heat with the surroundings. 

(b) If water from the cooling tower at 30°C is used as a cooling medium with 
3°C temperature differential for air-conditioning in summer, what will be 
the Carnot COP for cooling? 

(c) Also, find the theoretical power consumption per ton of refrigeration in 
each case. Assume no increase in the temperature of the surrounding air or 





water. 
Solution 
(a) Air as a cooling medium 
For summer: f, = 45 + 15 = 60°C (Assuming 15°C temperature 
difference for air-cooled) 
t, = 5°С 
273 + 5 278 
= = —— = 5.05 
'£., Carnot = 60-5 55 
For winter: f, = 55°C 
t = 15-5 = 10°C (Assuming 5°C temp. 
difference) 
27 2 
Ep Carnot = ы ae Ta 
55-10 45 


(b) Water as а cooling medium 


f, = 30 + 10 = 40°C (Assuming 10°C temp. 
difference for water-cooled) 





t, = 5°С 
E.» Carnot = S Rc mE и 7.94 
40 – 5 35 


(с) Power consumption 
W -0,/т, 
For the air-cooled unit, W = 211/5.05 = 41.8 kJ/min = 0.7 kW 
For the water-cooled unit, W = 211/7.94 = 26.6 kJ/min = 0.44 kW 





Note Saving in power with water-cooled is 37%. In actual practice, it is much more. 
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Example 2.2 


(a) A reversed Carnot cycle air conditioner of 1 TR capacity operates with 
cooling coil temperature 1, = 5°C. The surrounding air at 43°C is used as a 
cooling medium rising to a temperature of 53°C. The temperature of heat 
rejection is t, - 559С. The overall heat transfer coefficient of the heat 
exchanger between the working substance and the surrounding air is 
U = 250 №. m? K”. Determine the mass flow rate of the surrounding air 
entering the heat exchanger, area of the heat exchanger, COP and power 
consumption of the air conditioner. 

If water at 30?C is used as a cooling medium in the same heat exchanger, 
will its area be adequate or inadequate for necessary heat rejection? 
Assume that the mass flow rate of water remains the same as that of air. 
Also for water, U = 2500 №. m^? K”. 

If the area is reduced to 1 m’, what will be the temperature of heat rejection 
ть temperature rise of water, COP, power consumption, percentage saving 
in power consumption and percentage reduction in the heat-exchanger 
area as compared with air as a cooling medium. 


(b 


= 


(c 


~ 


Solution 
(a) Air as a cooling medium Referring to Fig. 2.13 (a), the various heat ex- 
changer temperatures in this case are as follows: 


th, = 43°C, th, = 53°C, f. = 55°C 





gps ОБ PB LL 
53-5 50 
Power consumption 
Q, 35167 
W=- = = = 0.63 kw 
Е. 556 


Heat rejected 


Q, = Ò, + W = 3.5167 + 0.63 = 4.15 kW 


Mass flow rate of cooling air 


ИИА 415 
^ C, At, 100553 – 43) 


LMTD in the heat exchanger 





т = 0.413 kg/s 


jp = НОВ 2 D8 SS) =з. 10 sene 
| Аң (2 - =) In6 
n— In 
At, 55-53 


Area of the heat exchanger 








д, | 415 x 10° 


A= = = 2.975 m? 
U At, 250(558) 
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Water as a cooling medium 
First approximation: Let t, = 35°C 
27 
Then CoP = 25 +5 9.97 
35— 5 


д=д, + W= 0, + = 0, (+) 


= 3.5167 | + oa =3.9 kW 
9.27 


At, = Q% _ 28 = 2.26°С 
m,C, 0413 (4.1868) 
th, = 30 + 2.26 = 32.26°C 
LMTD in the heat exchanger 
ду = (35 — 30) — (35 — 32.26) 
a 35 — 30 
In ————— 
35 — 32.26 
д, 39 


= = 0.41 m? 
UA, 25095 ^m 








= 3.76°C 





А- 


Checking with the actual area of 2.975 mj, it is seen that temperature 1, could 
be much lower. 


Second approximation of t, = 33°C gives A = 0.95 m?. 


The area required is still one-fourth of the available area of 2.975 m°. Thus, 
even if t, is taken equal to th, = 32.24 so that Ar, = 0, then At; = 32.24 – 30 = 
2.24?C, and Аг, = 1.12?C, it gives an area requirement of only (1.63/1/12) 
(0.95) = 1.38 m" which is still less than 2.975 m’. 

Hence the area of the heat exchanger is more than adequate with water as a 
cooling medium and can be reduced to at least one-third. 


Water as a cooling medium (А = 1 т?) 
By iteration, we find the solution, viz., 
t, = 32.94°C 
273 + 5 
COP = — — — = 9.95 
32.94 – 5 


1 
= 45167 | 1 + — | = 3:87 kW 
а | xxx) 


387 


= See MPG 
0.413 (4.1868) 


Аһ, 


ty, = 32.24°C 
2 
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_ (32.9 – 30) - (32.9 – 3224) 








Аі, " 329 — 30 =1.5°C 
32.9 — 32.24 
а 3.87 -1.0 m? 
2.5(15) 
Power consumption, W = ag = 0.35 kW 
9.95 
Saving in power consumption = ==” х 100 = 44.4% 
Saving in area of the heat exchanger | 
ы ЕУР 1 100660 
2.975 





Note Іпаізсгітіпаіе use of air-cooled window-type air conditioners is wasteful of energy 
and equipment. Insted of using large number of window units in a big building, it is much 
more desirable to install a central air conditioning plant which is always water-cooled. 
This will save power and reduce cost. It will also minimise thermal pollution of the envi- 
ronment by diminishing Wand Ор. 


2.5 Ты .. VAPOUR AS А REFRIGERANT IN REVERSED 


CARNOT CYCLE 


The reversed Carnot cycle can be made almost completely practical by operating in 
the liquid-vapour region of a pure substance as shown in Fig. 2.14. 


| Condensation 
Б. ТЕ heres Isentropic 
Compression 








Isentropic 

Expansion | 
Та E AME 

Evaporation 


1 
| 
| 
! 
| X 
і 
| 
| 








5--->- 


Fig. 2.14 Reversed Carnot cycle with vapour as а ге ћ дегап 


The isothermal processes of heat rejection (2-3) and heat absorption (4-1) of the 
Carnot cycle are achieved by making use of the phenomena of condensation and 
evaporation of a pure substance at constant pressure and temperature. This alternate 
condensation and evaporation of a working substance is accompanied by alternate 
isentropic compression (1-2) and expansion (3-4) processes. 


The McGraw-Hill companies 


Refrigerating Machine and Reversed Carnot Cycle 81 


It may be noted that the vapour during compression is wet although it is dry- 
saturated at the end of the process. Such a compression is called wet compression. 

It may also be seen that the isentropic expansion of the liquid from 3 to 4 results 
in flashing of the refrigerant with consequent temperature drop from 7; to 7, а!- 
though such expansion of a liquid with partial vaporization is practically difficult to 
achieve in a fast-moving piston and cylinder mechanism. 

The thermodynamic analysis per unit mass of the refrigerant, for the four flow 
processes of the cycle, using steady-state steady-flow energy equation is as follows: 


Refrigerating effect, 4, = hi —h, 





Heat rejected, 1а! = hy — Рз = (y 
Compressor work, усі = ^; — hi 
Expander work, wg = h; = h4 
Net work, Iwl = lwc! = wg = (h, — hj) – (h; — hy) 
= 14g! -qo = (hg – з) – (hı – №) 
COP for cooling, Е, = do ы fy = № 
мМ (m = №) — (h №) 
1 


=f = (2.5) 
hy — h — 1 
h = h, 
Note а, and wç are negative with respect to the system (refrigerating machine). From 
here onwards we will consider their positive values only in our calculations. 





Example 2.3 


(a) A Carnot refrigerator has working temperatures of —30°C and 35°C. If it 
operates with R 12 as a working substance, calculate the work of isentropic 
compression and that of isentropic expansion, and refrigerating effect, heat 
rejected per kg of the refrigerant, and COP of the cycle. 

(b) Ifthe actual refrigerator operating on the same temperatures has a COP of 
0.75 of the maximum, calculate the power consumption and heat rejected to 
the surroundings per ton of refrigeration. 


Solution Referring to Fig. 2.14, from the table of properties of R 12, we have: 


5, = 5) = 0.6839 kJ/(kg. К) 5, = у, = 0.0371 kJ/(kg. K) 
53 = 54 = 0.2559 kJ/(kg. К) Sg, = Sg, = 0.7171 KJ/(kg. К) 
hy = 201.5 kJ/kg hy, = hy, = 8.9 кука 

һ = 69.5 kJ/kg he, = ћу, = 174.2 kI/kg 


Hence, by putting s, = 5, and 5, = 54, we get the dryness fractions at 1 and 4 as 


_ 0.6839 — 0.0371 
© 07171 — 0.0371 
„ _ 02559 - 00371 
^^ 07171 — 0.0371 


x, = 0.951 


= 0.322 
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Enthalpies at 1 and 4 
h, = 8.9 + 0.951 (174.2 — 8.9) = 166 kJ/kg 


hy = 8.9 + 0.322 (174.2 — 8.9) = 62.1 kJ/kg 





Work of compression, We = h,- h; = 201.5 – 166 = 35.5 kJ/kg 
Work of expansion, wg = h; — h4 = 69.5 – 62.1 = 7.4 kJ/kg 
Refrigerating effect, Jo = hy - ц = 166 - 62.1 = 103.9 kJ/kg 
Heat rejected, ду = hy – hz = 201.5 – 69.5 = 132 kJ/kg 
Net work, w =Wco- Wp = 35.5 — 7.4 = 28.1 kJ/kg 
= q% — q, = 132 – 103.9 = 28.1 kJ/kg 
COP of the cycle, gs зм 
w 28.1 
Alternatively, we have for Carnot COP 
T, 273 – 30 
(ғ) Carnot = = = 3.74 
Т, = Т 35-(- 30) 
(b) Actual СОР, £, = 0.75 x 3.74 = 2.8 
Power consumption рег ton, W = 9% = 2517 = 1.256 kW 


E, 2.8 
Heat rejected per ton, О, = О, + W =3.516 + 1.256 = 4.722 kW 





2.6 un GAS AS A REFRIGERANT IN REVERSED 


CARNOT CYCLE 


Figure 2.15 shows the Carnot cycle 1-2-3-4 with gas as a refrigerant, illustrated on 
T-s and p-v diagrams. 


Тқ 








Т ә 
сі 











Fig. 2.15(a) Reversed Carnot cycle with gas as a refrigerant оп 7-5 diagram 


The McGraw-Hill companies 


Refrigerating Machine and Reversed Carnot Cycle 83 


The four processes of the cycle are analysed as non-flow processes as follows in 
Eqs. (2.6), (2.7), (2.8) and (2.9). 


3 
Юз 


C 





p2 
P4 





р--- 


Ра 























V V V У, 


У — 


Fig. 2.15(b) Reversed Carnot cycle with gas as a refrigerant оп p-v diagram 


1-2 Isentropic compression: О = 0 

Pressure increases from p, to p; 

Specific volume reduces from v, to 0, 

Temperature increases from T, = T, to T, = T, 

0 — ро R(T, — T, 
Work done, | w, 1 = ete ® ~ BAT (2.6) 
y-1 ped 

2-3 Isothermal compression and heat rejection: T; = Т, = T, 

Pressure increases from p, to рз 

Specific volume reduces from v, to v, 





Work done, | и 41 = pv, In 22 = RT, In 22 (2.7) 
03 9; 


Heat rejected, 4; = 4; _3 = и» _ з (for a perfect gas in ап isothermal 
process) 
3-4 Isentropic expansion: О = 0 
Pressure falls from рз to p, 
Specific volume increases from 0; to v4 
Temperature decreases from T, = T, to Т, - T, 


R(T. -T 
Wolden aoe. Иша (2.8) 
gw y-1 


4-1 Isothermal expansion and heat absorption: Т; = T, = T, 





Pressure falls from p, to p, 
Specific volume increases from v, to v, 
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Work done, у , = p4v4 In 7 = RT, ln а (2.9) 
04 04 
Refrigerating effect, q, = q4 _1 = w4. ү (for a perfect gas) 


Net work of the cycle. 


U 9 
w = у 4l -w4 = RT,In 2 —RT, In + (2.10) 
V3 U4 


Refrigerating effect, q, =q,_,=RT,In kan (2.11) 
94 
Now for the isentropic processes 1-2 and 3-4 


у-1 y-1 


Т, РІ Ра 

у-1 y=1 
Т [uU — | 94 = pel 
Т, 9; 9; 


where ғ is the compression ratio for the isentropic processes. 


and 

















Hence Po = Р. апа MN С БЕ 
Р P4 о 9; 
[^ 
öt Va ~ ULL a Ra 
03 Uu, р Py 
since рубу = рзоз and p404 = р10] 
We have, for the COP for cooling 
RT, In 2 
F; = do = 2 94 т 
WRT, In 2 — RT, In + 
9; V4 
_ __% 
“кей 
1 1 
= = 2.12 
nce (2.12) 
Т. 


Thus СОР is a function of compression ratio only. 


2.7 uv LIMITATIONS OF REVERSED CARNOT CYCLE 


u- 


It is found that serious practical difficulties are encountered in the application of 
Carnot cycle. 
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In the reversed Carnot cycle with vapour as refrigerant, the isothermal processes 
of condensation and evaporation are internally reversible processes, and they are 
easily achievable in practice although there may be some problem in having only 
partial evaporation. However, isentropic compression and expansion processes have 
some limitations which are discussed in Chap. 3. In brief, it is difficult to design an 
expander to handle a mixture of largely liquid and partly vapour for the process 3-4. 
Also, because of the internal irreversibilities in the compressor and the expander, the 
actual COP of the Carnot cycle is very low, though the ideal cycle COP is the maxi- 
mum. A cycle which is closest to the reversed Carnot vapour cycle is the vapour 
compression cycle described in Chap. 3. 

There are two drawbacks of reversed Carnot cycle with gas as a refrigerant: 

(i) Firstly, it is not possible to devise, in practice, isothermal processes of heat 
absorption and rejection, 4-1 and 2-3 in Fig. 2.15 with gas as the working 
substance. These are impractical as these will be infinitely slow. 

(1) Secondly, the cycle on p-v diagram is very narrow since the volume is chang- 
ing both during the reversible isothermal and reversible adiabatic processes. 
Drawn correctly to scale, the Carnot p-v diagram is much thinner than the 
diagram illustrated in Fig. 2.15. As a result, the stroke volume of the cylinder 
is very large. The cycle, therefore, suffers from poor actual COP as a result of 
irreversibilities of the compressor and expander. 

A gas refrigeration cycle, which is closest to reversed Carnot cycle with gas as a 

refrigerant, is described in Chap. 11. 


2.8 un ACTUAL REFRIGERATION SYSTEMS 


Although the Carnot cycle is theoretically the most efficient cycle between given 
temperatures Т, and Т,, it has limitations for practical use. It is, therefore, found 
useful only as a criterion of perfection of cycle. In an actual cycle, the COPs, £, and 
E,, Will be less than their Carnot values. For the purpose of comparison between the 
actual and Carnot values, we define the second law efficiency or exergetic efficiency 
for cooling and heating, (7). and (ту), as below: 


E 
Ome = ——— 
E, Carnot 
En 
Oa = — 
En, Carnot 


Note that £, and £, are the first law COPs. 

The conventional refrigeration systems work on the vapour compression cycle 
which is closest to the Carnot vapour cycle and has a high COP. Gas cycle refrigera- 
tion is used in aircraft refrigeration. Among the less conventional ones are the 
heat-operated refrigerating machines working on the vapour absorption cycle and 
steam ejector cycle. 

There are also the low temperature refrigeration or cryogenic cycles, e.g., Linde 
cycle, Claude cycle, etc., used for the liquefaction of gases. Also, we have Philips 
liquefier which employs a cycle approaching the reversible Stirling cycle. 
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A recent development is the thermoelectric refrigeration as described in Fig. 1.11. 
But its COP is so poor that it cannot be exploited commercially. Temperatures ap- 
proaching absolute zero have been obtained by adiabatic demagnetization, as de- 
scribed in Fig. 1.12, on a limited scale in laboratories. 


È 
À Revision Exercises 


2.1 (a) A refrigerator has working temperatures in the evaporator and condenser 
coils of —30 and 35°C respectively. What is the maximum possible COP 
of the refrigerator? 

(b) If the actual refrigerator has a refrigerating efficiency of 0.75, calculate 
the refrigerating effect in kW and TR per kW of power input. 

2.2 А reversed Carnot cycle has a COP for cooling of 4. Determine the tempera- 
ture ratio ТЫТ. 

If the power consumption of the cycle is 7.5 kW, determine the refrigerating 
capacity of the machine іп ТК. 

If the cycle is used as a heat pump with the same ratio of temperatures, deter- 
mine its COP for heating and the quantity of heat pumped. 

2.3 А Carnot refrigerator operates with Refrigerant 134a as a refrigerant con- 
densing at 50°С and evaporating at —15°C. 

Find its COP using the Carnot expression as well as the properties of R134a. 
Also determine the power consumption per ton of refrigeration. 

2.4 The overall volume compression ratio of a reversed Carnot cycle working 
with air as a refrigerant is 10. The temperature limits of the cycle are 40°C 
and 0°C. 

Determine: 
(i) the pressure, volume and temperature at each point of the cycle, 
(ii) the work done in the cycle, 
(11) the refrigerating effect, and 
(iv) the COP of the cycle. 

2.5 An air conditioning system is operating in an ambient of 45?C. The room 
temperature is maintained at 25?C. Determine the power consumption of the 
system per ton of refrigeration if it is, 

(a) air-cooled as in a window-type air conditioner; 

(b) water-cooled as in a central air conditioning plant. 
The cooling water from cooling tower is available at 30°C. Assume suitable 
operating temperatures. Actual COP of the system is only 5046 of the COP of 
the reversible cycle. 

2.6 Determine the power consumption of a domestic refrigerator if its refrigerat- 


ing capacity is 1 TR. It is operating іп an ambient of 40°C. Temperature іп 


the freezer must be maintained at -15?C. COP of the system is half the Carnot 
COP. Assume suitable condensing and evaporating temperatures. 
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3.1 ТУ. MODIFICATIONS ІМ REVERSED САКМОТ 


“~~ CYCLE WITH VAPOUR AS A REFRIGERANT 


The reversed Carnot cycle with vapour as a refrigerant can be used as a practical 
cycle with minor modifications. The isothermal processes of heat rejection and heat 
absorption, accompanying condensation and evaporation respectively, are nearly 
perfect processes and easily achievable in practice. The isentropic compression and 
expansion processes, however, have certain limitations which are discussed below 
and are, therefore, suitably modified. 


3.1.1 Dry Versus Wet Compression 


The compression process as shown in Fig. 3.1 involves the compression of wet- 
refrigerant vapour at 1’ to dry-saturated vapour at 2’. It is called wet compression. 
With a reciprocating compressor, wet compression is not found suitable due to the 
following reasons: 








Superheat 
horn 
Tk 
Po 
| То 











Fig. 3.1 Dry and wet compression processes 


(i) First, the liquid refrigerant may be trapped in the head of the cylinder and may 
damage the compressor valves and the cylinder itself. Even though the state 
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of vapour at the end of wet compression is theoretically dry-saturated, it is 
normal to expect some liquid droplets to remain suspended in the gas, as the 
time taken by the compression process is quite small compared to the time 
needed for evaporation of droplets. For example, in a modern high-speed 
compressor, say, running at 2800 rpm, the time available in one revolution is 
only 0.021 second. 

(ii) Secondly, liquid-refrigerant droplets may wash away the lubricating oil from 
the walls of the compressor cylinder, thus increasing wear. 


It is, therefore, desirable to have compression with vapour initially dry saturated at 
1 as shown in Fig. 3.1, or even slightly superheated if a reciprocating compressor is 
used. Such compression is known as dry compression. The state of the vapour at the 
end of compression will, therefore, have to be at 2, at pressure p, which is the satura- 
tion pressure of the refrigerant corresponding to the condensing temperature ¢,, instead 
of being at 2”, which would be the state point if the Carnot cycle were to be 
executed. It results in the discharge temperature t, being higher than the condensing 
temperature t,. Consequently, the refrigerant leaves the compressor superheated. The 
increased work of the cycle due to the substitution of wet compression by dry 
compression appears as the area 2—2' – 2”, generally known as superheat horn. 

It must, however, be stated here that wet compression in some cases is indeed 
desirable, and also practicable with the use of a continuous flow machine like a 
centrifugal or a screw compressor with no valves in place which are an essential 
feature of a reciprocating compressor. The improvement in COP with wet compres- 
sion is amply illustrated in the case of ammonia in Example 3.4 in which it is shown 
that the power consumption per ton refrigeration with wet compression is less by 
10 percent as compared with that of dry compression. 


3.1.2 Throttling Versus Isentropic Expansion 


Refrigerating machines are usually much smaller devices compared to power plants. 
Thus the net work required by refrigeration systems is quite small compared to the 
work done in power-generating plants. 






Wet Compression 








Isentropic 


Тама 


ро 











Fig. 3.2 Comparison of throttling and isentropic expansion of liquid 
on p-v diagram 


Further, the positive work of the cycle, recovered during the isentropic expansion 
process, as shown by area 3-a-b-4’ in Fig. 3.2, is even smaller, as compared to the 
negative work of the cycle consumed during the isentropic compression process, 
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shown by area 1-2-a-b. This is evident from the expression for work, viz., -Jodp. 
Thus for the same pressure difference dp, the work depends on the volume v of the 
working substance. In the expander, the refrigerant is in the liquid state, whereas, in 
the compressor, it is in the gaseous state. The volume of the vapour is very large 
compared to the volume of the liquid (v, >> vj). Hence, the positive work of 
isentropic expansion is seldom large enough to justify the cost of an expander. On 
the other hand, the thermodynamic and friction losses of an expander, if employed, 
may even exceed the gain in work. Moreover, there are practical difficulties in 
smoothly expanding a liquid of a highly wet vapour in an expander. 

Accordingly, the isentropic expansion process of the Carnot cycle may be 
replaced by a simple throttling process or an isenthalpic process by the use of an 
expansion device such as a throttle valve or a capillary tube. 


















1, 3 
\ 
| 
T To 
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А 
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Fig. 3.3 Comparison of throttling and Isentropic expansion of liquid 
on T-s diagram 


The process is an irreversible one and is accompanied by increase of entropy as 
shown by line 3-4 on the 7-5 diagram in Fig. 3.3. Thus, the substitution of the 
isentropic-expansion process 3-4' by the isenthalpic/throttling process 3-4 would, 
theoretically, result іп a loss of work represented by area 3-a-b-4' on the р-у diagram 
and a decrease in the refrigerating effect represented by area 4'-c-d-4 on the T-s 
diagram. It can be shown that both these areas are equal. 


3.2 uv. VAPOUR COMPRESSION CYCLE 
The cycle with the above two modifications is named as the vapour compression 
cycle and because of its high index of performance or efficiency, it is most widely 
used in commercial refrigeration systems. A complete vapour compression cycle is 
shown on the 7-5 diagram in Fig. 3.4 and on the p-v diagram in Fig. 3.5. Figure 3.4 
also presents a comparison of the vapour compression cycle 1-2-3-4 with the 
reversed Carnot cycle 1-2"-3-4', or 1-2"-3'-4, both operating between the same 
temperature limits of T, and T,. 

In the vapour compression cycle: 


Refrigerating effect, q, — area 1-4-d-e 
Heat rejected, ак = area 2-2/-3-с-е 
Work done, w = ду — qo = area 1-2-2'-3-с-1-4-1 
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Fig. 3.4 Vapour compression cycle on T-s diagram 


It may maybe seen that the vapour comptession cycle presents three deviations 
from the reversed Carnot cycle, as indicated below: 

















9--- 


Fig. 3.5 Vapour compression cycle on p-v diagram 


(i) Area 4-4’-c-d, representing a loss of the refrigerating effect, Да, as a result of 
throttling. 
(ii) Area 4-4’-c-d, also representing a loss of positive work, Aw,, resulting from 
the failure to recover expansion work. It can be shown that areas 4-4’-c-d and 
3-Ғ-4” are the same. 
(iii) Area 2-2’-2” of superheat horn, representing an increase of negative work, 
Aw у, as a result of dry compression. 
Consequently, the theoretical COP of the vapour compression cycle is lower than 
that of the reversed Carnot cycle. Nevertheless, it is closest to the Carnot cycle as 
compared to other cycles and its COP approaches nearest to the Carnot value. 
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3.3 un VAPOUR COMPRESSION SYSTEM CALCULATIONS 


A schematic vapour compression system is shown in Fig. 3.6. It consists of a сот- 
pressor, a condenser, an expansion device for throttling and an evaporator. The 
compressor-delivery head, discharge line, condenser and liquid line form the high- 
pressure side of the system. The compressor and matching condenser together are 
also available commercially as one unit called the condensing unit. The expansion 
line, evaporator, suction line and compressor-suction head form the low-pressure 
side of the system. It may be pointed out here that, in actual systems unlike in 
Fig. 3.6, the expansion device is located as close to the evaporator as possible in 
order to minimise the heat gain in the low temperature expansion line. 

In plants with a large amount of refrigerant charge, a receiver is installed in the 
liquid line. Normally, a drier is also installed in the liquid line particularly in 
flurocarbon systems. The drier contains silica gel and absorbs traces of moisture 
present in the liquid refrigerant so that it does not enter the narrow cross-section of 
the expansion device causing moisture choking by freezing. The thermodynamic 
processes are as follows: 

Process 1-2 Isentropic compression: s, = s}. О-0 





Work done, w =- Jvdp = – Jdh = – (h, — hj) (3.1) 
Process 2-3 Desuperheating and condensation: p, = const. 
Heat rejected, д; = h; — hi (3.2) 
Process 3-4 Isenthalpic expansion: Ла = h4 = hy, + x, (hı — hy) 
= "E b (3.3) 
h, — hy, 


Process 4-1 Evaporation: p, = const. 
Refrigerating effect, д, =h, — h4 (3.4) 
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Fig. 3.6 Vapour compression system 
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3.3.1 Representation of Vapour Compression Cycle on Pressure-Enthalpy 
Diagram 

It is worth noting that two of the processes are at constant pressure and one is at 

constant enthalpy. It is, therefore, found convenient to represent the vapour com- 

pression cycle on a pressure-enthalpy (p-h) diagram as shown in Fig. 3.7. Therefore, 

even though the fourth process is an isentropic one, the p-h diagram is still found 

convenient as the work done is given by the increase in enthalpy. 


Subcooled 


Region fk Critical Point 


\ Superheat 
\ Region 














Ё (h4 – h4) ii a 


h —~> 


Fig. 3.7 Vapour compression cycle on p-h diagram 


The cycle described and shown in Figs. 3.4, 3.5 and 3.7 is a simple saturation 
cycle implying that both the states, of liquid after condensation and vapour after 
evaporation, are saturated and lie on the saturated liquid and saturated vapour curves 
respectively. The condensation temperature 1; and evaporator temperature f,, corre- 
sponding to the respective saturation pressures p, and p,, are also called saturated 
discharge temperature and saturated suction temperature respectively. However, 
the actual discharge temperature from the compressor is t}. 

Figure 3.7 also shows constant temperature lines in the subcooled and superheat 
regions along with constant volume lines. It may be noted that constant temperature 
lines in the subcooled liquid and low pressure vapour regions are vertical as the 
enthalpy of the liquid and the ideal gas are functions of temperature only and do not 
depend on pressure. 

Further calculations of the cycle can be done as follows: 


Heat rejected, ду = дођу = h, - h; 
. h - hy 
COP for cooling , а= (3.5) 
h — hy 
h - h 
COP for heating, Ми (3.6) 


h -h 
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: А 3 ; refrigerating capacit | 
Refrigerant circulation rate, m = - 8 g Сар у = 9% (3.7 
refrigerating effect per unit mass go 





Specific volume of the vapour at suction = v, 


Theoretical piston displacement of the compressor or volume of the suction 


vapour, 
V = mv (3.8) 
Actual piston displacement of the compressor, 
y, та 
Тр 
where 77, is the volumetric efficiency. 
Power consumption, W = mw = m(h,—h,) (3.9) 
Heat rejected іп the condenser, О, = та, = ri(h; — h) (3.10) 


Expressing the power consumption per ton of refrigeration as unit power con- 
sumption, denoted by W, we have for mass flow rate and power consumption per 
ton refrigeration, 

« 3.5167 
m = — —— kg/(s)- (TR) (3.11) 


о 


* -h 
W = mw = 3.5167 (жем kW/TR (3.12) 


1 д 
It will be seen that 


We 
E, 
Similarly, the suction volume requirement per ton is 
жа 211 А 
V = mo, = — v, т у(тп) (TR) (3.13) 
до 
The isentropic discharge temperature t, may be found by the following three 


methods. 
(i) Graphically from p-h diagram by drawing the isentropic from point 1 to 
p, = constant line, or by iteration, finding t, corresponding to 5, = 5]. 
(ii) Using saturation properties and the specific heat of vapour 
T, 
51=5)=5) + Са -2 (3.14) 
Т, 
where 55 = 5, and T5 = Т, 
(iii) Using superheat tables and interpolating for the degree of superheat (T; – Т») 


corresponding to the entropy difference (s, — 55) which is known. 
The following examples illustrate the procedures. 


Refrigerant Charge Refrigerant Charged in the system depends on the volume of 
the system, with liquid in some parts, and vapour in others. Note that mass flow rate 
is the mass of refrigerant circulated. It is not equal to the mass charged in the system. 
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Example 3.1 Freon 12 System 


A Freon 12 vapour compression system operating at a condenser temperature of 
40°C апа an evaporator temperature of 0?C develops 15 tons of refrigeration. 
Using the p-h diagram for Freon 12, determine. 


(a) the discharge temperature and mass flow rate of the refrigerant circulated, 


(b) the theoretical piston displacement of the compressor and piston displace- 
ment per ton of refrigeration, 


(c) the theoretical horsepower of the compressor and horsepower per ton of 
refrigeration, 

(d) the heat rejected in the condenser, and 

(e) the Carnot COP and actual COP of the cycle. 


Solution From the p-h diagram (table) of Freon 12 
һу = 187.5 kJ/kg | v, = 0.055 m*/kg 
hy = 213.96 kJ/kg 
h, =ћ, = 74.6 kJ/kg 
(а) Discharge temperature s; = s; = 0.6966 gives 
ty = 54.06°C 
Refrigerating effect qo = hı — h4 = 187.5 — 74.6 = 112.8 kJ/kg 
Refrigerant circulated 


Oy 15х21 
т = = = ——— =28. 
dy — 1128 о 


(b) Theoretical piston displacement of compressor 


V = mov, = 28.0 (0.055) = 1.514 m/min 
Piston displacement per ton 


= “= = 0.101 m?/min (TR) 


<+ 


(с) Power consumption 
W =r (1, hy) 
Е 28.0 (213.96 - 187.5) 





= 12.36 КУ 
60 
Theoretical horsepower of the compressor 
3 
up = 12:36 x10 _ 66 
746 
НР/ТК = [es =1.1 
15 
(d) Heat rejected 
О; =m (hy ES ћу) 
- 280 (213.96 - 74.6) — 65.1kW 





60 
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(e) Carnot COP 
Таш Lue - 6.8 
40- (0) 
COP of the cycle 
= h, _ 112.8 
h —h 21396-1875 _ 





E= 





Example 3.2 R 134a System 

Chlorine in the Freon 12 (CCLF,) molecule depletes the ozone layer in the 
earth’s upper atmosphere. R 12 has now been replaced by те ozone-friendly 
R 134 a(C,H,F 4) 

For the conditions of Example 3.1, do calculations for R 134a, and compare 
results. 


Solution From the table of properties of R 134a in the Appendix, we have 


ро = 0.2958 MPa p, = 1.0166 MPa hy = 256.41 kJ/kg 
h, = 398.6 kJ/kg v, = 0.06931 mĉ/kg 

sı = 1.7541 КЕК s = 1.7111 kJ/kg K, — 5; = 419.43 kJ/kg 
C, at p, = 1.145 kJ/kg K T; =313 K 


(a) For isentropic compression, 
Т, 
= 51 = 1.7541 + C, а —- 
т Р 9 313 


> Т, = 317.6 К (44.4°C) 

hy = hy +C,(D ~ Т5) 

= 419.43 + 1.145(4.4) = 424.5 kJ/kg 

w =h, — h, = 424.5 – 398.6 = 25.9 kJ/kg 

Jo = hy — h4 = 398.6 – 256.41 = 142.19 kJ/kg 
0, _15х211 
d, 14219 
(b) У = то) = 22.26(0.06931) = 1.543 т?/тіп 


‚* V 1543 
V = +——— Еа 3 1 
ТЕ 15 0.1029 т”/тіп (ТК) 


= 22.26 kg/min 


22.26(424.5 - 398.6) 





с) W= m(h,—h)- - 9.61 kW 
(с) (hy — hy) 60 
3 
yp = 291x10 _ 1288 
746 
12.88 


HP/TR = —— = 0.86 
15 
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(d) Ò, = (h, - №) = =% (424.5 – 256.41) = 62.36 kW 
(d ghe m „д 
259 





Note К 134a requires 2% more piston displacement, 22% less power consumption, and 
gives higher COP. Additionally, it has 10°C lower discharge temperature. 





Example 3.3 Ammonia Ice Plant 


An ammonia ice plant operates between a condenser temperature of 35?C and 
an evaporator temperature of —15?C. It produces 10 tons of ice per day from 
water at 30°C to ice at -5?C. Assuming simple saturation cycle, using only tables 
of properties for ammonia, determine; 
(a) the capacity of the refrigeration plant, 
(b) the mass flow rate of refrigerant, 
(c) the discharge temperature, 
(d) the compressor cylinder diameter and stroke if its volumetric efficiency is 
1, = 0.65, rpm N = 1200 and stroke/bore ratio L/D = 1.2, 
(e) the horsepower of the compressor motor if the adiabatic efficiency of the 
compressor N, = 0.85 and mechanical efficiency 1],, = 0.95, and 
(f) the theoretical and actual COP. 


Solution 
(a) Refrigerating capacity 


О = a“ [4.1868 (30 – 0) + 335 + 1.94 (0.5)] 


195,960 kJ/h 


= 195960 . 54.43 kw 
3600 


Refer Fig. 3.8. 
(b) From the table for ammonia, 
hy = hy (150) = 1443.9 kJ/kg and s, = 5,150) = 5.8223 kJ/(kg) (К) 
hg = h; = hy (350) = 366.1 kJ/kg 
do = hy — h4 = 1443.9 – 366.1 = 1077.8 kJ/kg 
Mass flow rate 
m = 8200 = 181.7 kg/h 
1077.8 
(c) From the table, entropies and enthalpies of vapour saturated at 35°C and 
superheated by 50 K and 100 K are, respectively, 
So (35°C) = 5.2086, 5(50 к) = 5.6466 S(100K) - 5.9806 
hy (35°C) = 1488.6 hio, = 1633.6 Лк, = 1703 
Now s, = s, = 5.8223 > 5.6466 
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Hence the vapour is superheated by more than 50 K. 
Interpolating for discharge temperature, 


& = 35 + 50 + 5.8223 - 5.6466 (50) 
5.9806 - 5.6466 


= 35 + 50 + 27.1 = 112.1°С 





(d) Piston displacement of compressor 
2 Р 
лр ІМ- y, _ MO, 
1, 
181.700. 
= Z p (1.2) D (1200) (60) = аи 
4 0.65 
whence D=0.128 т 
L=0.154m 
(e) Enthalpy at discharge, by interpolation as for entropy 
271 


hy = 1633.6 + ET (1761.6 — 1633.6) = 1633.6 + 69.4 = 1703 kJ/kg 


Here, 1633.6 kJ/kg is the enthalpy of vapour superheated by 50 K. 
Power consumption 


om (ly = hy) _ 1817(1703 – 14439) 








- 16.21 kW 
Па Nin 3600 х 0.85 х 0.95 
3 
Horsepower НР = ПА А ИЕ 21.73 hp 
746 
h —h 1077.8 
(f) Theoretical COP = 2——* = = 4.16 
hy = h 1703 – 1443.9 
Actual COP = = = == = 3.36 
W 1621 





Example 3.4 Checking if Dry or Wet Compression is Desirable in 
Ammonia Systems 
An ammonia refrigerating machine has working temperatures of 35?C in the 
condenser and —15?C in the evaporator. Assume two cases; 

(a) dry compression, and 

(b) wet compression 

Calculate for each, the following; 

(i) the theoretical piston displacement per ton refrigeration, 

(ii) the theoretical horsepower per ton refrigeration, and 

(iii) the coefficient of performance. 


Solution (a) Dry compression The cycle is shown as 1-2-3-4 in Fig. 3.8. Points 
2" and 2" correspond to 50°C and 100°C superheat respectively at 35°C condensing 
temperature. By interpolation for state 2 between states 2” and 2” we already һауе 
values of entropy s; and enthalpy h, for dry compression from Example 3.3. 
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р э 








| 35°C 85°С б 135°C 








ћр= 131.3 366.1 1443.9 


Fig. 3.8 Figure for Examples 3.3 and 3.4 


Refrigerant circulation rate per ton refrigeration 
* 211 | 
= — = 0.1956 kg/(min) (TR 
1077.8 БУРА 


(i) Theoretical piston displacement per ton 
V * = m*v, x 60 = 0.1956 x 0.509 x 60 = 5.975 т?/ћ 


(ii) Theoretical horsepower per ton 
m*w 0.1956 x 2594 





НР“ = = 1.15 hp/TR 
90 х 0.736 60 x 0.736 
1078. 
(ші Cope at зид 
w 2591 


(b) Wet compression The cycle is shown as 1'-2'-3-4 in Fig. 3.8. The dryness at 
suction at 1” can be calculated by interpolation for entropy. 


Wz 5.2086 — 0.7426 = 
5.8223 — 0.7426 
ћу = 131.3 + 0.88 (1443.9 — 131.3) = 1286.1 kJ/kg 
0 = Up + x (0, — 0) = 0.00152 + 0.88 (0.509 – 0.00152) 
= 0.448 m*/kg 
do = Ку – h4 = 1286.1 – 366.1 = 920 kJ/kg 
w = h} – һу = 1488.6 – 1286.1 = 202.5 kJ/kg 
Refrigerant circulation rate per ton 


= x = 0.229 kg/(min) (TR) 


0.88 


* 


(1) Theoretical piston displacement per ton 
у“ = 0.229 x 0.448 x 60 = 6.159 m?/h 
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(ii) Theoretical horsepower per ton 


229 x 202. 
pes (ees 2 Sos TR 
60 x 0.736 


2 
(ш) COP = = = 4.55 
202.5 





Note It is seen that higher СОР and lower power consumption is obtained with wet 
compression in the case of ammonia. However, compressor piston displacement is 
increased by (6.159-5.975)/5.975, viz., 3% though. 


3.4 un EWING'S CONSTRUCTION 
d$ - 

The theoretical COP of the vapour compression cycle with any refrigerant working 
between given evaporation and condenser temperatures is found to depend on the 
state of the suction vapour which may be wet, dry saturated or superheated. For 
example, in the limiting case, when the vapour is compressed immediately after 
throttling from 4 itself to 5 as shown in Fig. 3.9, the refrigerating effect as well as the 
COP are both zero. As the suction state is moved to the right, the refrigerating effect 
and COP go on increasing until point 1 is reached. After this point, the compression 
partly takes place in the superheat region and the heat is not rejected at constant 
temperature in the condenser. A trend of increasing COP may continue until the 
suction state 1 m for maximum COP is reached. 

For some refrigerants and certain operating conditions, the maximum COP oc- 
curs with the suction state 1 m in the two phase region and for some others in the 
superheat region. 

















«AS — 








I— —— AS,, — 











ASs > 
5---- 


Fig. 3.9 Effect of variable suction state 


Ewing! has shown that when this maximum occurs with state 1 m in the two-phase 
region, the COP is equal to that of a reversed Carnot cycle operating between the 
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evaporator temperature 7, and the temperature of superheated discharge vapour Т». 

To show this, consider the expression for COP 

hy = hy _ (h, — h,)/As 

h -h (h, — h,)/As — (h — hl As 
Now, ап enthalpy-entropy diagram may be employed for Ewing’ s construction as 

shown in Fig. 3.10. It may be seen that the term (h; — h4)/As is the gradient of the 

evaporator pressure pọ = const. line and is equal to Tọ, as long as point 1 is in the 

two-phase region. The expression for COP, with the suction state in the two-phase 

region, is then as given in Eq. (3.16) 


E = 





(3.15) 


_ 1 
© (h — ҺА – Т, 


E 





(3.16) 


NS 
ке 


























Fig. 3.10 Еміпа 5 construction 


The numerical value of the term (h, — h4)/As, however, changes as point 2 shifts 
along with point 1. It can be seen that the COP is maximum when this gradient is 
minimum, 1.е., when a line drawn from 4 to p, = const. line makes a tangent at 2m. 
The corresponding suction state for maximum COP is obtained on the isentropic line 
at Іт. Using the thermodynamic relation 


col 
ST p 


lym T hg 
Аз, 


we find that | = Ђа (3.17) 
Ру = const. 


so that the slope of the tangent Ah/As from point 4 to the p, = const. line is equal to 
the discharge temperature T, ,. The expression for maximum COP is then as follows 
іп Ед. (3.18) 








Emax = Б _ һ, = Т, 2 Т, (3.18) 
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It must, however, be remembered that the above expression for ау is valid only 
if the maximum COP occurs with the suction state 1 in the two-phase region. 


3.4.1 Suction State for Maximum СОР 


Gosney? has given a method of finding whether the maximum COP occurs with the 
suction state in the two-phase region or in the superheat region. Consider Case I 
first, in which maximum COP occurs with the suction state in the two-phase region. 
Consider also a simple saturation cycle with suction state at 1s and the correspond- 
ing discharge state at 2s, the discharge temperature being T,,, as shown in Figs. 3.9 
and 3.10. Then from Eq. (3.16), the COP of the simple saturation cycle £, is 


Т 
E = ——_1__ 
h s ба hy 


— -T 
Ая 9 


Now, it can be seen from Fig. 3.10 that the slope of tangent at 2m < slope of line 
4-28 < slope of tangent at 2s. It implies that 


hy E hy 
ЗА 
AS; 


Comparing Eqs. (3.18), (3.19) and (3.20), we see that 


(3.19) 


5 


Т <T>, (3.20) 


To 
> Б> ———— for Case I 3.21 
Emax S T. _ Т. ( ) 


25 0 


In а similar manner, it can Ве shown that for Case П, viz., for maximum COP to 
occur with the suction state in the superheat region, 


Т0 
Т, — 1 


Е, < 


5 


for Case II (3.22) 


In this manner it can be found out whether the wet or superheated suction state is 
suitable for maximum COP for a particular refrigerant. Table 3.1 shows calculations 
for a number of common refrigerants for 1) = —15?C and 1, = 30°C and classifies 
them either as Case I or as Case II. 


Table 3.1 Categorization of refrigerants for suction state for maximum COP 


Refrigerant 





NH, 
C,H) (Isobutane) 
C,H, F, (Refrigerant 134a) 


С,Н, 

ССІЕ(Егеоп 11) 
CCLF, (Freon 12) 
ССІНЕ, (Freon 22) 
С; Hg (Propane) 
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It can be readily seen that suction vapour superheat increases the COP in pro- 
pane, isobutane, tetrafluoro-ethane (Refrigerant 134a) and Freon 12 systems, 
whereas, in the case of Freons 11 and 22 and ammonia systems, maximum COP is 
obtained with wet suction state. 





Example 3.5 Suction State for Maximum COP in Isobutane Refrigerator 


Show that, for to = —15?C and t, = 30°C, for isobutane the suction state for 
maximum COP lies in the superheat region. 


Solution From the table of properties of isobutane for the saturated vapour state 
at 1 at -15?C, we have p, = 0.895 bar, Л, = 536.19 kJ/kg 


sı = 2.3073 kJ/kg. К 
Also, for the saturated vapour state 2’ at 30°C, we have 

p» = 4.08 bar 

s, = 2.3198 kJ/kg. К 


Since s, = s, = 2.3073 < s’, = 2.3198, the state 2 after compression is wet. Isobutane, 
therefore, has typical 7-s diagram as shown in Fig. 3.11. 























2.3073 2.3198 


Fig. 3.11 Simple saturation cycle for isobutane for Example 3.5 


From isobutane table, at 30°C 
зу, = 1.2458 kJ/kg. К = 53 
54, = 1.074 kJ/kg. К = s} — 53 
hy = 272.37 kJ/kg = h; = hy 
hy, = 325.59 kJ/kg = h; – hy 
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Hence, we have 
51 = 2.3073 = 1.2458 + x, (1.074) = s, 


=> x; = 0.988 kI/kg 
ћу = hy x, ћу = 272.37 + (0.988) (325.59) 


= 598.12 kJ/kg 
oh = hy 53619-27237 2638 








E № -h 59812 — 536.19 619 
= 4.26 
Т, 25815 _ 25815 
ел 30-15 45 
=5.74<E, 


Isobutane, therefore, belongs to Case II like Freon 12 and R 134a. The suction 
state for maximum COP lies in the superheat region. 





3.5 un STANDARD RATING CYCLE AND EFFECT OF 
“~~ OPERATING CONDITIONS 


For the purpose of comparison, a case is made for the use of standard operating 
conditions. According to the current practice, the testing of single-stage compres- 
sors for air conditioning applications is carried out at tọ = 5°C, t, = 40°C and a 
suction temperature of 20?C. 

The following analysis shows the effect of change in operating conditions on the 
performance of the vapour compression cycle. 


3.5.1 Effect of Evaporator Pressure 


Consider a simple saturation cycle 1-2-3-4 with R 134a as the refrigerant as shown 
in Fig. 3.12 for operating conditions of t, = 40°C and tọ = 0°C. It has been seen іп 
Example 3.2 that for this cycle: 


Volume of suction vapour, V * = 0.103 m°/(min) (TR) 
Unit power consumption, УУ * = зы = 0.64 kW/TR 


Now consider а change іп the evaporator pressure corresponding to a decrease in 
the evaporator temperature to -10°C. The changed cycle is shown as 1’-2’-3-4’ in 
Fig. 3.12. Similar calculations for the changed conditions give: 


Volume of suction vapour, У * = 0.154 m?/(min) (TR) 
Unit power consumption, W * = 0.87 kW/TR 


Itis, therefore, seen that a drop in evaporator pressure corresponding to a drop of 
109С in saturated suction temperature increases the volume of suction vapour and 
hence decreases the capacity of a reciprocating compressor by 
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Рк 
P po 
Ро 

















һ--- 


Fig. 3.12 Effect of evaporator pressure 


ж 





У 
1 – х 100 = 33.3% 
у“ 
and increases (һе power consumption per unit refrigeration by 


ж” 


W 
= — 1| x100 = 36.4% 
W 





It is observed that a decrease in evaporator temperature results in: 
(i) Decrease in refrigerating effect from (A, — h4) to (11 — 15) 
(ii) Increase in the specific volume of suction vapour from 0 to 07 
(iii) Decrease in volumetric efficiency, due to increase in the pressure ratio, from 
My tO По. 
(iv) Increase in compressor work from (h, — h,) to (h3 — Лу) due to increase іп 
the pressure ratio as well as change from steeper isentropic 1-2 to flatter 
isentropic 1’ — 2’ as discussed in Sec. 3.5.3. 


| ‚ __ __ Љу 
Since Фу = та, = —— д 
9 
апа W =т у (3.23) 
expressions for the dependence of capacity and unit power consumption may now be 


written as follows: 





0, ос qo = (hy - hy) 


1 

Ui 

e 17, 
and "rc Ll 
40 h = hy 


Note Тһе term volumetric efficiency 7, is only relevant іп the case of positive displace- 
ment compressors. 
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Hence, denoting the capacity and unit power consumption of the changed cycle 
(ty =- 10°C) by Об and W*’, we have expression as follows in Eqs. (3.24) and (3.25) 


Qj h-hu vom 








= (3.24) 
Q А-а т 

W Fe y= ty h-h (3.25) 
у EL h-h k -h 





Example 3.6 Variation in Capacity of Condensing Unit with Refrigeration 
Temperature 

A Freon 22 condensing unit is specified to give 40 TR capacity for air condition- 
ing under standard operating conditions of 40°C condensing and 5°C evaporat- 
ing temperatures. What would be its capacity in TR for food freezing for which 
the evaporator temperature is -35%С? 


Solution Refer to Fig. 3.13. 
(i) Апр = 5°С 
0, = 40 ТЕ = 40 (3.5167) = 140.67 КУ 
qo = hy – hy = 407.15 – 249.7 = 157.45 kJ/kg 
Оу _ 140.67 


й = —— = = 0.8934 k 
т dy 15745 0.8934 kg/s 


V, = то, = 0.8934 (0.04035) = 0.036 m/s 
w = h, – № = 26.85 kJ/kg 
W = ту = 24 КУ 
ду = hy — hy = 434 – 249.7 = 184.3 kJ/kg 
О; = тај = 0.8934 (184.3) = 164.7 kW 


40°С 


434.0 456.5 










222215 0.04035 
т” _.—0{ = 0.1665 














249.7 |---------- 


h, kKJ/kg——- 


Fig. 3.13 р-һ diagram for Example 3.6 
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(ii) At tọ = —35?C, since V, remains the same 
V 
Ww = — - bn - 0.2164 kg/s 
vi 0.1665 
do = 1] – №, = 390.85 – 249.7 = 141.15 kJ/kg 
Q = m’qo = 0.2164 (141.15) = 23.15 kW (6.6 TR) 
Thus, the compressor capacity would be reduced to 6.6 TR only from 40 TR. The 
compressor motor would become very much undersize as its power requirement 
would be 


W = m'w’ = 0.2164 (456.5 - 390.85) 
= 142.1 kW 
as against the existing motor of 24 kW only. 
On the other hand, the condenser would be very much oversize as the heat 
rejected would be reduced to only 
Q; = m ду = 0.2164 (456.5 – 249.7) 
= 44.8 kW 





3.5.2 Effect of Condenser Pressure 


An increase in condenser pressure, similarly results in a decrease in the refrigerating 
capacity and an increase in power consumption, as seen from the changed cycle 
1-2’-3’-4’ for Г, = 45°C in Fig. 3.14. The decrease in refrigerating capacity is due to 
a decrease in the refrigerating effect and volumetric efficiency. The increase in 
power consumption is due to increased mass flow (due to decreased refrigerating 
effect) and an increase in specific work (due to increased pressure ratio), although 
the isentropic line remains unchanged. Accordingly, one can write for the ratios 





Pk 
Pk 

















Fig. 3.14 Effect of condenser pressure 
Qj; h -h, m, 
Q А-А m, 


x! 


E А-А >» — ћ 
m s ree cs ҮН a fe 1 (3.27) 
W Е. h-h h-h 





(3.26) 
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Note It is obvious that COP decreases both with decreasing evaporator and increasing 
condenser pressures. 


It may, however, be noted that the effect of increase in condenser pressure is not 
as severe, on the refrigerating capacity and power consumption per ton of refrigera- 
tion, as that of the decrease in evaporator pressure. 


3.5.3 Effect of Suction Vapour Superheat 


Superheating of the suction vapour is advisable in practice because it ensures com- 
plete vaporization of the liquid in the evaporator before it enters the compressor. 
Also, in most refrigeration and air-conditioning systems, the degree of superheat 
serves as a means of actuating and modulating the capacity of the expansion valve. It 
has also been seen that for some refrigerants such as R 134a, Isobutane, etc., maxi- 
mum COP is obtained with superheating of the suction vapour. 
It can be seen from Fig. 3.15, that the effect of superheating of the vapour from 
I, = foto f, is as follows: 
(i) Increase in specific volume of suction vapour from v, to 01 
(ii) Increase in refrigerating effect from (Л — h4) to (k'i — hy) 
(11) Increase in specific work from (h, — h,) to (15 — h^). 
It is to be noted that (15 — A^) is greater than (A, — h). This is because, although 
the pressure ratio is the same for both lines, the initial temperature /' is greater than 
t, and the work, given for example by the ideal gas expression, 


y-1 
RT, 
E Ен (p! pj) A -jhn B, | 
p= Pı 


is a function of initial temperature T}, pressure ratio p,/p, and exponent у Thus, we 
see that it increases with the initial temperature T,. That is why isentropic lines on 
the p-h diagram become flatter at higher temperatures as they move away more and 
more from the saturated vapour curve. 


Steeper Isentropic Flatter Isentropic 

















р-- 














Fig. 3.15 Effect of suction vapour superheat 


An increase in specific volume decreases the capacity. On the contrary, an 
increase in refrigerating effect will increase the capacity. The net effect of super- 
heating is to theoretically reduce the capacity in ammonia systems and to increase it 
in Freon 12 systems. The ratio of the capacities with superheating Ор and without 
superheating Ор, can be written as 
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0% = hy - hy К 9 (3.28) 
Q 8-!% v 
Similarly, for the work done per unit of refrigeration, it may be seen that there аге 
two contradictory influences, viz., an increase in the refrigerating effect decreasing 
the mass flow requirement and hence work and an increase in the specific work itself 
due to an increase in the suction temperature. The resulting work per unit refrigera- 
tion may, therefore, increase or decrease depending on the refrigerant and operating 
temperatures. 
The effect on work or power consumption per unit refrigeration is given by the 
ratio given in Eq. (3.29). 





ж 


W h-hh h-Hh 











"ELE 3:29 
W h —h, h -h s 
The COP of the cycle with superheat is given by 
ДЕ hi — hy 
а-и 
h-h)-(h-h 
S акс Б ы (3.30) 


(hy = h) + [fis – hf) – (m - )] 
As both the numerator and the denominator increase, the numerical value of COP 
may increase or decrease or remain the same. It has been shown that in Freon 12 
systems, superheating increases the COP whereas in Freon 22 and ammonia sys- 
tems, it decreases it. In general, however, the effect of slight superheat on the 
volumetric efficiency of the reciprocating compressor and the COP is beneficial as it 
ensures complete vaporization of liquid refrigerant droplets in suspension in the 
suction vapour. 
It may be noted that superheating outside the evaporator or cold space results 
in a loss. 


3.5.4 Effect of Liquid Subcooling 


It is possible to reduce the temperature of the liquid refrigerant to within a few 
degrees of the temperature of the water entering the condenser in some condenser 
designs by installing a subcooler between the condenser and the expansion valve. 
The effect of subcooling of the liquid from 5 = t, to 13 is shown in Fig. 3.16. It will 
be seen that subcooling reduces flashing of the liquid during expansion and increases 
the refrigerating effect. Consequently, the piston displacement and horsepower per 
ton are reduced for all refrigerants. The per cent gain is less pronounced in the case 
of ammonia because of its larger latent heat of vaporization as compared to liquid 
specific heat. 

Normally, cooling water first passes through the subcooler and then through the 
condenser. Thus, the coolest water comes in contact with the liquid being subcooled. 
But this results in a warmer water entering the condenser and hence a higher con- 
densing temperature and pressure. Thus, the advantage of subcooling is offset by the 
increased work of compression. 

This can be avoided by installing parallel cooling water inlets to the subcooler and 
condenser. In that case, however, the degree of subcooling will be small and the added 
cost of the subcooler and pump work may not be worthwhile. 
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Fig 3.16 Effect of liquid subcooling 


It may be more desirable to use the cooling water effectively in the condenser itself 
to keep the condensing temperature as near to the temperature of the cooling water 
inlet as possible. 

In general, the functions of the condenser as well as the subcooler can be 
combined in the condenser itself by slightly oversizing the condenser. 


3.5.5 Using Liquid-Vapour Regenerative Heat Exchanger 


If we combine superheating of vapour with liquid subcooling, we have a liquid- 
vapour regenerative heat exchanger. 

A liquid—vapour heat exchanger may be installed as shown in Fig. 3.17. In this, 
the refrigerant vapour from the evaporator is superheated in the regenerative heat 
exchanger with consequent subcooling of the liquid from the condenser. The effect 
on the thermodynamic cycle is shown in Fig. 3.18. Since the mass flow rate of the 
liquid and vapour is the same, we have from energy balance of the heat exchanger 




















qy = ћ1–ћ) =h,—-h’, (3.31) 
у 
Сопдепзег _| 2’ 
3 —— T 
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Fig. 3.17 Vapour compression system with liquid-vapour regenerative heat 
exchanger 
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Fig. 3.18 Vapour compression cycle with liquid-vapour regenerative heat 
exchanger 


The degree of superheat (7 — tọ) and the degree of subcooling (t, – 15) need not be 
the same as the specific heats of the vapour and liquid phases are different. The 
effect on the capacity, power requirement per unit refrigeration and COP is 
expressed as follows: 


Q hoh a 








= , 3.32 
Q, h-h о 232 
"hy k-k 
n = 1 i ы hy 1 (3.33) 
W ћ ui hg hy T h 
h — h) + (ћу -h 
ge (a — ty) + (hi —ћ) (3.34) 


oy - h) + [0 – 1) - 0s - һ)] 


In all the above expressions, both numerators and denominators increase. The net 
effect, whether positive, negative or zero, depends on the refrigerant used and the 
operating conditions. In practice, the suction volume per ton and horsepower per ton 
are reduced for Freon 12 and R134a. Calculations show a slight increase in the suc- 
tion volume and horsepower per ton for Freon 22 and ammonia. Experiments show, 
however, that the volumetric efficiency of most reciprocating compressors improves 
with superheat. 

In particular, it must be stated that superheating of the vapour in a liquid-vapour 
regenerative heat exchanger is preferable to superheating in the evaporator itself, as 
the increased refrigerating effect (A^, — ћу) due to superheating taking place from 
temperature f, to ^, is transferred as (h4 – h/j) at temperature 1, which lowers mean 
refrigeration temperature. Thus, we obtain the same increase in refrigerating effect 
at a lower temperature by the use of a liquid-vapour regenerative heat exchanger. 





Example 3.7 Using Liquid-Vapour Regenerative Heat Exchanger in Freon 
12 Systems 
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(a) A Freon 12 simple saturation cycle operates at temperatures of 35°C and 
—15?C for the condenser and evaporator respectively. Determine the COP 
and HP/TR of the system. 

(b) If a liquid-vapour heat exchanger is installed in the system, with the tem- 
perature of the vapour leaving the heat exchanger at 15°C, what will be the 
change in the COP and HP/TR? 


Solution (а) Simple saturation cycle Refer to Fig. 3.18. We have from tables 
of properties of Freon 12 


Superheated 





20K 
h 5 h 5 





8 





kJ/(kg.K) kJ/kg kJ/(kg.K) kJ/kg — kJ/(kg.K) 
0.6830 2164 0.731 231.0 0.7741 
0.7052 193.2 0.751 2057 0.7942 





Непсе һу = h4 = 69.5 kJ/kg 
h, = 181 kJ/kg 
sı = 0.7052 kJ/(kg) - (K) = <> 
By interpolation for the degree of superheat at discharge 
_ 0.7052 - 0.6839 
0.731 – 0.6839 


Непсе hy 2201.5 + 102 (216.4 – 201.5) = 208.2 kJ/kg 
20 


(20) = 9.04°C 


до = 181 – 69.5 = 111.5 kJ/kg 
w = 208.2 – 181 = 27.2 kJ/kg 
111. 
COP = a = 4.09 
27.2 


HP/TR = a =1.16 
4.09 


(b) Liquid-vapour heat exchanger cycle 
Degree of superheat at suction 
fi — 4 = 15 – (-15) = 30°С 
By interpolation for superheated vapour 


ћу = 193.2 + x (205.7 — 193.2) 2 199.45 kJ/kg 


s 20.7514 » (0.7942 – 0.751) — 0.7726 kJ/(kg) · (K) = s 


Now, hi- h = 199.45 – 181 = 18.45 = h, – h3 

Непсе, hy = 69.5 – 18.45 = 51.05 kJ/kg 

By interpolation for the degree of superheat 
0.7726 - 0.731 


Ағ-20--------: (20) = 20 + 19.3 = 39.3°C 
0.7741 — 0.731 
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Hence h^, = 216.4 + 2s (231 – 216.4) = 230.5 kJ/kg 


qh = һу — h3 = 181 – 51.05 = 129.95 kJ/kg 
w = 230.4 — 199.45 = 30.95 


_ 129.95 — 
0.95 
Increasein СОР = а ЕБ (100) = 2.56% 
4.09 
НР/ТВ = е 1.134 

4199 

116 - 1134 
Decrease іп HP/TR = Шын (100) - 2.5% 





Note Theoretically, the increase іп СОР is not very large for Freon 12. Апа for 
Freon 22 there is, in fact, a decrease in COP. However, superheat improves the perform- 
ance by ensuring complete vaporization of liquid. 

In refrigerators and air conditioners, the capillary tube is joined to the suction line, thus 
forming a regenerative heat exchanger. 





Example 3.8 Using Liquid-Vapour Regenerative Heat Exchanger in R 134a 
Systems 
(a) An R 134a simple saturation cycle refrigerator operates at 40°C condenser 
and —16°C evaporator temperatures. Determine СОР and HP/TR. 
(b) If a liquid-vapour regenerative heat exchanger is installed in the 
system, with the suction vapour at 15?C, what will be the effect on 
COP and HP/TR? 


Solution Refer Fig. 3.18 


At t, = 40°C p, = 1.0166 MPa 
һу = 256.41 kJ/kg h, = 419.43 kJ/kg 
C, = 1.145 kJ/kg К s, = 1.711 kJ/kg 

At ty = -16°C Po = 0.15728 MPa 
һу = 389.02 kJ/kg 5, = 1.7379 kJ/kg К 


C, = 0.831 kJ/kg K 
(a) Simple saturation cycle Calculations for isentropic compression give for 
discharge temperature 
Т, 
52 =5, +С, 2 = 
2 2 р Т, 51 
1.7111 + 1.145 In a 1.7379 
313 


Discharge temperature and enthalpy 
Т, = 320.5 K (47.4°C) 
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hy = h, + Ct; – t) 
= 419.43 + 1.145(47.4 – 40) = 427.92 kJ/kg 
Refrigerating effect and specific work 
qo = h; — hz = 389.02 – 256.41 = 132.61 kJ/kg 
w = h, – һу = 427.92 – 389.02 = 38.9 kJ/kg 


СОР апа НР/ТЕ 
E = Яо _ 13261 _ 341 
у 38.9 
НР/ТЕ = du ML 1.396 
E 341 
(b) Liquid—vapour regenerative heat exchanger cycle Enthalpy and entropy of 


suction vapour 
hy = hy + C(t = 1) 
= 389.02 + 0.831(31) = 414.78 kJ/kg 


, T 
$1 =s; +С, 10 === 
1 


= 1.7379 + 0.831 ji = 1.8325 kJ/kg K 
273 — 16 


Insentropic compression gives 
Ту Ту 
„ = 5{ = 1.8325 = 5, + С, = = 1.7111 + 1.1451 2 
52 51 5% р n T n 313 





Discharge temperature and enthalpy 
> Ту = 348 К (75°C) 
hy =h, + C5 — tg) 
= 419.43 + 1.145(75 - 40) = 459.5 kJ/kg 
Energy balance of regenerative heat exchanger gives 
а = ү –ћ) = 414.78 – 389.02 = 25.76 kJ/kg = h; – h; 
Refregerating effect and specific work 


46 = dg + 4 = 132.61 + 25.76 = 158.37 kJ/kg 
w = h} — hi = 459.5 – 414.78 = 44.72 kJ/kg 


COP and HP/TR 
к. т liu 
w 4472 
Hane 509 270 үз 
т, 354 


There is an increase of 3.8% іп СОР, and decrease in HP/TR by the same 
percentage nearly. 
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3.6 un ACTUAL VAPOUR COMPRESSION CYCLE 


Due to the flow of the refrigerant through the condenser, evaporator and piping, 
there will be drops in pressure. In addition, there will be heat losses or gains depend- 
ingon the temperature difference between the refrigerant and the surroundings. Fur- 
ther, compression will be polytropic with friction and heat transfer instead of 
isentropic. The actual vapour compression cycle may have some or all of the items 
of departure from the simple saturation cycle as enumerated below and shown on the 
p-h and T-s diagrams in Figs. 3.19 and 3.20. 





р 


рот 
ро2 

















h ———> 


101 
102 














Fig. 3.20 Actual vapour compression cycle оп 7-5 diagram 


(1) Superheating of the vapour in the evaporator, 1d-1c. 
(ii) Heat gain and superheating of the vapour in the suction line, 1c-1b. 
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(iii) Pressure drop in the suction line, 1b-1a. 

(iv) Pressure drop due to wire drawing at the compressor-suction valve, 1a-1. 

(v) Polytropic compression 1-2 with friction and heat transfer to the surround- 

ings instead of isentropic compression. 

(vi) Pressure drop at the compressor-discharge valve, 2—2a. 

(vii) Pressure drop in the delivery line, 2a—2b. 
(viii) Heat loss and desuperheating of the vapour in the delivery line, 2b-2c. 

(ix) Pressure drop in the condenser, 2b-3. 

(x) Subcooling of the liquid in the condenser or subcooler, 3-3а. 

(xi) Heat gain in the liquid line, 3a—3b. The lines 3—3a and 3a—3b are along the 
saturated liquid line on the 7-5 diagram as the constant pressure lines in liquid 
region run close to it. 

(хи) Pressure drop in the evaporator, 4-14. 

It may be noted that the pressure drop in the evaporator is large. This is due to the 
cumulative effect of two factors. Firstly, the pressure drops in the evaporator due to 
friction. This is called the frictional pressure drop. Secondly, as evaporation pro- 
ceeds, the volume increases, and hence the velocity must also increase. The increase 
in kinetic energy comes from a decrease in enthalpy and, therefore, from a further 
pressure drop. This pressure drop is called the momentum pressure drop. 

In the condenser, the pressure drop is not significant, since the frictional pressure 
drop is positive and the momentum pressure drop is negative. 

Itis, therefore, to be noted that pressure drop in the condenser is not very critical. 
But, it is very much so in the design of evaporators as it would increase power 
consumption greatly or alternatively reduce refrigerating capacity (see Sec. 9.5). 
The condensers, in any case, are usually oversized to keep the condenser pressure 
low and also to let condensers function as receivers. However, in the case of evapo- 
rators, both undersizing and oversizing are harmful. 

It may also be noted that due to the pressure drop in the evaporator from po, to 
Do» the temperature in the evaporator does not remain constant. It correspondingly 
changes from to; to 10. 

Further, due to various pressure drops, the capacity of the plant is decreased and 
the unit power consumption (per unit of refrigeration) is increased. Correspond- 
ingly, the COP of the actual cycle is reduced. 

The compressor cylinder is hotter than the surroundings. Thus it loses heat to the 
refrigerant. The cooling of the compressor reduces the work of compression. Freon 
compressor are, therefore, provided with parabolic fins built into the body of the 
compressor cylinders on the outside during casting. The compressors are thus cooled 
by air by natural convection. Ammonia and even Freon 22 compressors are water- 
jacketed for the same purpose. Friction, however, increases the work of compres- 
sion. The actual work of compression can be determined by knowing the initial and 
the final states and finding out n, the polytropic index of the compression curve. The 
heat rejected in the polytropic compression process can be obtained by applying the 
SSSF energy equation 

q-(h;-h)*w 
> —-w=(h,-h,)-4q (3.35) 
Equation (3.35) represents the energy balance of the compressor. It means: 
Work of compression = Increase in enthalpy of gas + Heat lost in cooling 
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Example 3.9 The following data were obtained from а test on a twin cylinder, 
single acting 15 cm X20 cm, 320 rpm compressor ammonia refrigeration plant. 
Temperatures of refrigerant: 


After expansion valve, entering brine cooler -259С 
Leaving brine cooler -189С 
Entering compressor -69С 
Leaving compressor 140°C 
Entering condenser 130°C 
Leaving condenser 30°C 
Entering expansion valve 32°C 
Pressures of refrigerant: 
Compressor discharge and condenser 13.5 bar 
Compressor suction 1.324 bar 
Brine circulation rate 102 kg/min 
Temperature drop of brine in cooler 6 
Specific heat of brine 3.14 kJ/(kg) (K) 
Input to motor 18.8 kW 
Motor efficiency at this load 92% 
Compressor jacket cooling water 5 kg/min 
Temperature rise of jacket water 8.9°С 
Show the thermodynamic states at various points оп р-һ апа T-s diagrams and 
calculate: 


(a) Refrigerating capacity in TR assuming 2 per cent loss of useful refrigera- 
tion by heat gain from room in brine cooler. 

(b) Ammonia circulated. 

(с) Compressor ІНР and mechanical efficiency. 

(d) Compressor volumetric efficiency. 

(e) COP of the cycle. 


Solution Referring to Fig. 3.19, the various state points are given below: 


State 3b: t = 32°C p = 13.5 bar h = 351.5 kJ/kg (at 32°C) 
State 4: t = – 25°С p = 1.516 bar h = 351.5 kJ/kg (saturation) 
State 1d: t = —28?C (saturation) p = 1.324 bar 
State 1c: t = -18?C p = 1.324 bar ћ = 1451.3 kJ/kg 
State 15: t = -8?C p = 1.324 bar h = 1473.6 
State 1:12 -8?C h = 1473.6 kJ/kg (= hy) 
States 2, 2a and 2b: 
t = 140°C h = 1777 kJ/kg 
State 2c: t = 130°C р = 13.5 bar һ-1751 kJ/kg 
State 3: г = 35°C (saturation at 13.5 bar) р = 13.5 bar 
State За: t = 30°С р = 13.5 bar h = 341.8 kJ/kg 


(а) Refrigerating capacity (from brine) 


Оу = 102 х 3.14 x 7 x 1.02 = 2287 kJ/min 


ae 10.84 TR 
211 
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(b) Refrigerating effect 
до = hy, — h4 = 1451.3 – 351.5 = 1099.8 kJ/kg 
Ammonia circulated 
2287 
т = 
1099.9 


(с) Note: From 2 to 2b, it is ап isenthalpic process. It has been assumed here that 
enthalpy is a function of temperature only and hence fy, = 5. 
Enthalpy increase during compression 


ћу = № = 1777 – 1473.6 = 303.4 kJ/kg 
Total enthalpy increase of ammonia 


H, –Н, = т (hy — һу) = 2.08 (303.4) = 631.1 kJ/min 





= 2.08 kg/min 


Heat to jacket water, 0; = 5 X 4.1868 x 8.9 = 186.3 kJ/min 
Compressor work, |W | -(Н,-Н)- 10; | 

= 631.1 + 186.3 = 817.4 kJ/min 

= 13.62 kW 


3 
Compressor IHP = са = 18.26 
746 


Compressor input = Power consumption of motor x motor efficiency 
= 18.8 x 0.92 = 17.3 kW 


3 
Compressor BHP = UCET UM - 23.19 
746 


Mechanical efficiency, 7, = D Ден 0.787 
ВНР 


(а) Gas enters compressor at 1b 
273 + (-8) 
U РЕН 
= 273 + (-28) 
Виг0,= 0.88 m/kg (saturated vapour at —28°C) 


Ulp = 


Hence 


265 
оь = 0.88 ЕЗ = 0.952 m/kg (It can also be obtained 
directly from the p-h diagram) 
Actual volume flow rate of refrigerant 
V = то = 2.08 x 0.952 = 1.99 m3/min 
Compressor piston displacement 


У, = В DLN (2) = : (0.15)? (0.2) (320) (2) = 2.62 m?/min 


Volumetric efficiency of the compressor 


т = У = 199 = 0.882 (or 88.2%) 
V, 226 


The McGraw-Hill companies 


118 Refrigeration and Air Conditioning 


(е) COP = О-о, уу 
W 60х1362 








3.7 un STANDARD RATING CYCLE FOR DOMESTIC 
“~~ REFRIGERATORS? 


Figure 3.21 shows a standard ten-state-points cycle. This cycle approximates the 
design and operating conditions of a domestic refrigerator. The ten states points 
correspond to the following conditions: 
(i) Vapour in cylinder before compression begins at p; = P10 — Ap, t; = По where 
Ap, is pressure drop at suction valve. 

(ii) Vapour in cylinder after compression ends, 25 after isentropic, and 2n after 
actual polytropic compression at p, = p, + Ap,, where Ap, is pressure drop at 
delivery valve. 

(iii) Vapour at compressor shell outlet/condenser inlet at p; = ру, t; = f». 
(iv) Saturated vapour state in condenser at f, = t, = 55°C condensing temperature. 

(v) Saturated liquid state in condenser at t; = 1, = 55°C. 

(vi) Subcooled liquid leaving condenser at tę = 43°C. 
(vii) Subcooled liquid leaving regenerator/entering capillary at t; = 32°C. 
(viii) Liquid-vapour mixture exiting capillary/entering evaporator at tg = tọ = 25°С 
evaporator temperature. 


(ix) Saturated vapour leaving evaporator at ро = pg — Ару where Дру is pressure 
drop in evaporator. 


(x) Superheated vapour leaving regenerator/entering compressor at fj; = 32°C. 
32°C 
43°C 








ts 








Pressure ——- 





Op 
3 








Enthalpy ——> 


Fig. 3.21 Standard ten state point cycle 
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Note that this cycle corresponds to an ambient temperature of 43°C. Subcooling 
of liquid from t = 43°C to t; = 32°C takes place in the regenerator. Superheating of 
vapour to г, = 32°C takes place in the suction line, regenerator and the compressor. 
For Freon 12, the following pressure drops are assumed: 

Ap, = 0.1 bar, Ap, = 0.1 bar, Ap, = 0.25 bar 





Example 3.10 Thermodynamic Calculations for 165 L Freon 12 Domestic 
Refrigerator 


An 89 W refrigerating capacity 165 L Freon 12 domestic refrigerator operates 
on the standard cycle (Fig. 3.21). Determine: 
(i) Isentropic discharge temperature. 
(ii) Actual discharge temperature if experimental value of polytropic index n is 
found to be 1.032. 
(iii) Motor watts (isentropic). 
(iv) Heat rejected in the condenser. 


(v) Volumetric efficiency of the compressor if its cylinder volume is 4.33 cc, 
and rpm of its motor is 2800. 


Solution Тһе pressures аге: 
Px = рз = P4 = Ps = Po = P7 = (Р )sssc = 13.61 bar 
Po = Pg = CO oe = 1.24 bar 
Ро = Pin = Pg – Аре = 1.24— 0.1 = 1.14 bar 
ty = (Ё) дь =~ 27°С 
рі = Руо— Ар; = 1.14— 0.1 = 1.04 bar 
ti = fio = 32°C 
рә = рз + Ара = 13.61 + 0.25 = 13.86 bar 
From the table of properties of Freon 12, we have: 
hs = (Пргос = 90.3 kJ/kg 
ће = (азс = 77.65 kJ/kg 
hz = (зс = 66.56 kJ/kg = hg 
ho = (hg) отс 175.6 kJ/kg 
hio = 211 kJ/kg = Л, 
sı = 0.85 kJ/kg. К 
Vio = 0.18 тука 
(i) Isentropic discharge temperature, 


So, = 51 = 0.85 kJ/kg. К at p; = 13.86 bar gives 


ty, = 138°C 
> hy, = 267 kJ/kg = hz, 
(ii) Actual discharge temperature, 
y-1 0.032 


y 1.032 
Т - T, (% ” 2305.15 (3%) = 3307 К 
Pi 1.04 
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to, = 57.5°С 
> hy, = 234 kJ/kg = hz, 
(ш) Refrigerating effect, mass flow rate and motor watts 
qo = hg — hg = 175.6 – 66.56 = 109.1 kJ/kg 


А -3 
пр Ы. ат ТО Es 
dy 1091 
W = ту m (ћу — hj) = 0.817 x 10? (267 211) 
= 0.046 kW (46 W) 


Note Тһе actual power of motor in the hermetic unit of 165 L refrigerator is 110 W. This 
takes care of compressor and motor efficiencies. 


(iv) Condenser heat rejected 
О; = mq, = m (hz, — hg) = 0.817 x 10? (234 – 77.65) 
= 0.128 kW (128 W) 
(v) Suction vapour volume 
у _ 508 „ _ 0817 x 1073 (018) 


Vin= 
ОК MN. 2800/60 
= 3.1513 x 10° mĉ/rev = 3.1513 cc/rev 
Volumetric efficiency of compressor 








тука PP „улов (72.8%) 
V, 4.33 


Note Results for alternatives to CFC 12 in refrigerators are discussed in Chap. 4. 





3.7.1 Pull-Down Characteristic and Ice-Making Time of Refrigerators? 


According to the Indian Standards Institution (ISI) specification, for the testing of 
refrigerators, the environment temperature is maintained at 43°C. The no-load test 
is performed by adjusting the thermostat position corresponding to an average cabi- 
net temperature of 7°C. The purpose of this test is to find the pull-down period, the 
no-load power consumption, and the percentage running time as per ISI code. 

The pull-down period is the time required to reach the specified temperatures 
inside the cabinent after switching on the unit. The temperature at the geometric 
centre of the evaporator shall not exceed —5?C at pull-down. 

Another test performed on the refrigerators is the ice-making time test. For this test, 
after stable operating conditions are obtained following pull-down period, a quantity 
of 0.5 kg of water at 30 + 1°C in two standard ice trays is kept in the freezer, and the 
time for each ‘ON’ and ‘OFF’ is noted. After specified time of 3 hours, the ice trays аге 
examined for the formation of ice, and the running time of the unit during the 3 hours 
of operation is obtained, say, from the data acquisition system monitoring ‘ON-OFF 
cycle. This running time of the unit is the ice-making time. If ice is not formed during 
3 hours of operation, the system operation is to be continued. 

For the case of Freon 12 refrigerator of Example 3.8, the pull down period is 90 
minutes, and the ice making time is 125 minutes. 
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Purpose of these tests is to compare the values for different refrigerators, and for 
different refrigerants. Increase in pull-down period, running time, and ice making 
time implies inadequate capacity. 


3.8 17! HEAT PUMP 


In mild winter climate, a heat pump output of 2 to 3 times the compressor power 
input may be realized. If a condensing temperature of 46°C is assumed, while the 
room is maintained at 24°C, for the heat-pump cycle the following values of COP 
for heating versus evaporator temperature may be obtained: 


4.5°C evaporator, COP, = 6.5 


-189С evaporator, COP,, = 4 
Note that evaporator temperature depends on outdoor air temperature. 


These values are theoretical. These do not include losses due to pressure drops, 
coil frosting and defrosting, etc. Inspite of the lowering of COP with the outdoor air 
temperature and hence the evaporator temperature specially at the time of maximum 
heating load, these air-to-air heat pumps are finding increasing applications in mild 
climates. 

However, despite overall actual COP ranging from 1.5 to 3, the operating cost of 
air-to-air heat pumps exceeds the cost with conventional fossil-fuel-equipment. But, 
water-to-air and water-to-water heat pumps which use relatively higher tempera- 
tures can compete with fossil-fuel-equipment. Warm water is thus a better heat 
source than outside air. In solar-assisted heat pumps, solar panels can provide warm 
water іп the 20—35?C temperature range even in extreme cold climates. 





Example 3.11 А simple Refrigerant 134a (Tetrafluoro-ethane) heat pump 
for space heating operates between temperature limits of 15 and 50?C. The heat 
required to be pumped is 100 MJ/h. 

Determine: 

(a) the dryness fraction of refrigerant entering the evaporator, 

(b) the discharge temperature assuming the specific heat of vapour as 

0.996 kJ/(kg) (К), 

(c) the theoretical piston displacement of the compressor, 

(d) the theoretical horsepower of the compressor, and 

(e) the COP. 
The specific volume of Refrigerant 134a saturated vapour at 15?C is 
0.04185 m /kg. The other relevant properties of R134a are given below. 


Saturation Pressure Specific enthalpy Specific entropy 


temperature hy h Se 5 


8 8 





°C MN/m? kJ/kg kJ/(kg) (K) 





15 0.4887 220.48 417.1 1.0725 1.72 
50 1.318 271.62 423.4 1.24 1.7072 
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Solution Refer to Fig. 3.7. 


(a) 


(b) 


(d) 


Dryness fraction of refrigerant entering evaporator 
h, — ћу - . 
REL: i 271.62 — 220.48 -0.274 
h — ћу 4071 — 22048 


Discharge temperature 





T. 

51=5=5)+С іш -2- 
р Т” 

2 


Т, 
1.72 = 1.7072 + 1.246 In 


273 + 50 
> Т, = 327.15 K (53°C) 
Enthalpy at discharge 
= 423.4 + 1.246 (53 – 50) = 427.2 kJ/kg 
Mass flow rate of refrigerant 
О, Ò; 100,000/3600 
й = = = = 0.179К 
те oh ӘӘ В 
Theoretical piston displacement of compressor 
У = то, = 0.179 (0.04212) = 7.539 x 10? m/s 
Power consumption 
W = m (h, —h,) = 0.179 (427.2 – 407.1) = 3.6 kW 
Theoretical horsepower of compressor 





3 
HP = 36 X 10 – 4,82 hp 





746 
Heating capacity 
О, = m (h, — һу) = 0.179(427.2 — 271.6) = 27.9 kW 

Theoretical COP 

h-h, _ 427.2 – 271.62 

COP, = = “715 

h = 427.2 — 4071 

Alternatively, 
COP = © = = 7.75 
W 3.6 


Note that only 3.6 kW of power is consumed, апа 27.9 kW of heat is 
delivered to conditioned space for heating. A simple electric heater would 
deliver only 3.6 kW. 





3.9 un SECOND LAW EFFICIENCY OF VAPOUR 


“=~ COMPRESSION CYCLE 


The second law efficiency of a cycle is defined by the ratio 


Minimum available energy required for the cycle 





mW Actual available energy consumed in the cycle 
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Now, consider a vapour compression cycle refrigerator working between a sur- 
roundings temperature of T, and a refrigeration temperature of Tọ. The actual cycle 
is 1-2-3-4 as shown in Fig. 3.4. The net work done in the cycle is w which is equal 
to the actual available energy consumed in the cycle 


q 
(AE) actual = У = с ОР, = Area 1-2-3-c-d-4-1 
where COP, is the actual first law COP of the cycle. 
And the minimum available energy required for the same refrigerating effect 4018 


the work of a Carnot cycle such as 1-2"-3'-4 operating between the same tempera- 
tures Ty and T,. Thus 





(AE) — 90 . = Area 1-2”-3’-4-1 


minimum 7 “Carnot = T. 
0 


т, - T 





The second law efficiency of the refrigerator is, therefore, 


= (АЕ анаа VCarnot = do Iw = COP, 


a (AE )асїша1 7 w 40/ У“ Сатог 7 COP carnot 


Thus, for the case of wet compression of NH; in Example 3.4 for t, = 35°C and 
ty = -15?C, we have: 





COP = 4.55 
ћ 2 258 — 
T- 35-15 


Hence, the second law efficiency of the cycle is 





Carnot COP = 5.15 


4.55 
= —— = 0.833 (83.3% 
Thu 515 ( 0) 


Thus, the second law efficiency of vapour compression cycle is quite high. Its 
COP is close to Carnot cycle COP. 

The ideal Carnot cycle is completely reversible. Hence, it does not involve any 
irreversibilities. The vapour compression cycle involves internal irreversibilities due 
to the throttling process and also due to the superheat horn. Hence, the value of 77; < 1. 

The actual vapour compression cycle would also have the external irreversibilities 
of condensation and evaporation processes due to finite temperature differences 
required for heat transfer. 7п, therefore, is further reduced. 
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à 
À Revision Exercises 


3.1 A 15 TR Freon 22 vapour compression system operates between a condenser 
temperature of 40°C and an evaporator temperature of 5°C. 

(a) Determine the compressor discharge temperature: 

(i) Using the p-h diagram for Freon 22. 
(ii) Using saturation properties of Freon 22 and assuming the specific 
heat of its vapour as 0.8 kJ/kg. K. 
(iii) Using superheat tables for Freon 22. 

(b) Calculate the theoretical piston displacement and power consumption of 
the compressor per ton of refrigeration. 

3.2 А simple saturation ammonia compression system has a high pressure of 
1.35 MN/n and a low pressure of 0.19 ММ№/2. Find per 400,000 kJ/h of 
refrigerating capacity, the power consumption of the compressor and COP of 
the cycle. 

3.3 (a) A Freon 22 refrigerating machine operates between a condenser tem- 
perature of 40°C and an evaporator temperature of 5°C. Calculate the 
increase (per cent) in the theoretical piston displacement and the power 
consumption of the cycle: 

(i) If the evaporator temperature is reduced to 0°C. 
(ii) If the condenser temperature is increased to 45?C. 

(b) Why is the performance of a vapour compression machine more sensi- 
tive to change in evaporator temperature than to an equal change in the 
condenser temperature? 

3.4 In a vapour compression cycle saturated liquid Refrigerant 22 leaving the 
condenser at 40°C is required to expand to the evaporator temperature of 0°C 
in a cold storage plant. 

(a) Determine the percentage saving in net work of the cycle per kg of the 
refrigerant if an isentropic expander could be used to expand the refrig- 
erant in place of the throttling device. 

(b) Also determine the percentage increase in refrigerating effect per kg 
of refrigerant as a result of use of the expander. Assume that compres- 
sion is isentropic from saturated vapour state at О°С to the condenser 
pressure. 

3.5 An ammonia refrigeration system operates between saturated suction 
temperature of —20?C, and saturated discharge temperature of +40°C. Com- 
pare the COP of the cycle using wet compression with that of the cycle using 
dry compression. 

Assume that the vapour leaving the compressor is saturated in the case of 
wet compression, and the vapour entering the compressor is saturated in the 
case of dry compression. The refrigerant leaves the condenser as saturated 
liquid. 

3.6 A standard vapour compression cycle using Freon 22 operates on simple 
saturation cycle at the following conditions: 
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Refrigerating capacity 15 TR 
Condensing temperature 40°C 
Evaporating temperature 5°C 
Calculate: 

(a) Refrigerant circulation rate in kg/s. 

(b) Power required by the compressor in kW. 

(c) Coefficient of performance. 

(d) Volume flow rate of the refrigerant at compressor suction. 

(e) Compressor discharge temperature. 

(f) Suction vapour volume and power consumption per ton of refrigeration. 
Refrigeration engineers assume that if this Freon 22 compressor is used with 
R 134a, its capacity would fall by about 40%. Examine this assumption by 
doing cycle analysis for R134a with the same compressor. 

3.7 An ammonia refrigeration plant operates between a condensing temperature 
of 40°C and an evaporating temperature of —10°C. The vapour is dry at the 
end of compression. Only the following property values are given: 


% 
С kJ/kg kJ/kg.K 








40°C 371.5 1473 1.36 
-109С 135.4 1433 0.544 





The specific heat of NH; vapour is 2.1897 kJ/kg.K. Calculate the theoretical 
coefficient of performance of the cycle. 

3.8 А R134a machine operates at —15?C evaporator and 35°C condenser tem- 
peratures. Assuming a simple-saturation cycle, calculate the volume of the 
suction vapour and power consumption per ton of refrigeration and COP of 
the cycle. 

Calculate the same if the system has a regenerative heat exchanger with the 
suction vapour leaving at 20°C from the heat exchanger. 

3.9 (a) What would be the necessary bore and stroke of a single acting four- 
cylinder, 350 rpm ammonia compressor working on simple saturation 
cycle between 35°C condenser апа —15°C evaporator temperatures and 
developing 15 tons refrigeration. Given for the compressor: 

Ratio of stroke to bore = 1 
Volumetric efficiency = 0.7 
(b) If the index of compression is 1.15, find the error introduced in calculat- 
ing the work of compression by assuming the process to be isentropic. 
Also, find the heat rejected to the compressor-jacket cooling water. 
3.10 A simple saturation cycle using Freon 22 is designed for a load of 100 TR. 
The saturated suction and discharge temperatures are 5°C and 40°C respec- 
tively. Calculate: 
(a) The mass flow rate of refrigerant. 
(b) The COP and isentropic horsepower. 
(c) The heat rejected in the condenser. 
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Use the following data: 


t P hy h, Sp 


°C bar kJ/kg kJ/kg ki/(kg.K) ki/(kg.K) mkg 








5 5.836 205.9 407.1 1.02115 1.7447 0.0404 
40 15.331 249.53 416.4 1.16659 1.69953 


Specific heat of vapour is 0.65 kJ/(kg.K). 

3.11 A commercial refrigerator using Isobutane operates on the simple saturation 
cycle with saturated suction and discharge temperature of —25°C and 55°C 
respectively. 





(a) Calculate the COP and power required to run the compressor per ton of 
refrigeration. 

(b) If the liquid is subcooled by 10?C in the condenser, calculate the COP 
and the power required per ton of refrigeration. 

(c) If the liquid is further subcooled in a regenerative heat exchanger with 
superheating of the vapour by 309С, what is the increase in COP and 
decrease in power required? 

3.12 An ammonia ice plant operates on simple saturation cycle at the following 


temperatures. 
Condensing temperature 40°C 
Evaporating temperature — —15?C 


It produces 10 tons of ice per day at —5?C from water at 30?C. Determine: 

(a) Capacity of the refrigeration plant. 

(b) Mass flow rate of refrigerant. 

(c) Isentropic discharge temperature. 

(d) Compressor dimensions (bore and stroke) if its volumetric efficiency is 
assumed as 6596. The compressor is to run at 1400 rpm. Take stroke/ 
bore ratio (L/D) as 1.2. 

(e) Horsepower of the compressor if its adiabatic efficiency is taken as 85% 
and mechanical efficiency as 95%. 

(f) Theoretical and actual COP. 

3.13 A Refrigerant 22 vapour compression system meant for food freezing oper- 
ates at 40°C condensing temperature and —35?C evaporating temperature. Its 
compressor is capable of pumping 30 L/s of vapour at suction. 

(a) Calculate the COP of the system and its refrigerating capacity. 

(b) Ifaregenerative heat exchanger is installed which allows suction vapour 
to be heated by 30°C with liquid from the condenser at 40°C to be cooled 
correspondingly, what is the new COP and refrigerating capacity? 

3.14 A domestic refrigerator uses К 134a as refrigerant and operates between 
evaporator and condenser temperatures of —25?C and 55?C in an ambient of 
43°C. The liquid leaves the condenser at 43°C. It is further subcooled to 32°C 
in a regenerative heat exchanger in which the vapour from the evaporator is 
heated to 32?C. The compressor displacement volume is 4.33 ст“. Calculate 
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the refrigerating capacity and power consumption of the refrigerator if the 
volumetric efficiency of the compressor can be taken as 0.68, and its adia- 
batic efficiency 0.85. Also find the compressor discharge temperature. The 
compressor is directly coupled to a motor running at 2900 rpm. 
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4.1 un A SURVEY OF REFRIGERANTS 


The first refrigerant used was ether, employed by Perkins in his hand-operated 
vapour-compression machine. In the earlier days, ethyl chloride (C,H;Cl) was used as 
a refrigerant which soon gave way to ammonia as early as in 1875. At about the same 
time, sulphur dioxide (SO,) іп 1874, methyl chloride (CH4CI) in 1878 and carbon 
dioxide (СО) in 1881, found application as refrigerants. During 1910-30 many new 
refrigerants, such as №0}, CHy, C,H,, C2H4, C3Hg, were employed for medium and 
low-temperature refrigeration. Hydrocarbons were, however, found extremely 
inflammable. Dichloromethane (CH,Cl,), dichloroethylene (С,Н,СІ,) and mono- 
bromomethane (CH,Br) were also used as refrigerants for centrifugal machines. 

A great breakthrough occurred in the field of refrigeration with the development 
of Freons (a trade name) in 1930s by E.I. du Pont de Nemours and Co.? Freons are 
a series of fluorinated hydrocarbons, generally known as fluorocarbons, derived 
from methane, ethane, etc., as bases. 

With essentially fluorine, chlorine and sometimes bromine in their molecule, 
these form a series of refrigerants with a wide range of normal boiling points (boil- 
ing points or saturation temperatures at one atmosphere pressures) to satisfy the 
varied requirements of different refrigerating machines. The presence of fluorine in 
the molecule makes the compound non-toxic and imparts other desirable physical 
and physiological characteristics. 

Plank?! has given individual treatment to some 50 inorganic and organic 
refrigerants and many more have been listed. Among the most common inorganic 
refrigerants are: 


Ammonia (NH) Used with reciprocating and screw compressors, in 
cold storages, ice plants, food refrigeration, etc. 
Water (НО) Used in water-lithium bromide absorption system and 


steam-ejector system only for air conditioning 
Carbon dioxide (CO,) Used as solid carbon dioxide or dry ice in frozen-food 
transport refrigeration. 
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Presently, the most commonly used organic refrigerants are the chloro-fluoro 
derivatives of CH, and C,H,. The fully halogenated ones with chlorine in their 
molecule are chloro-fluorocarbons, referred to as CFCs. Those containing H atom/s 
in the molecule along with Cl and F atoms are referred to as hydro-chloro-fluoro 
carbons or HCFCs. And those having no chorine atom/s in the molecule are hydro- 
fluorocarbons or HFCs. Simple hydrocarbons are HCs, Thus, we have HCs, HFCs, 
HCFCs and CFCs. 

CFCs and HCFCs were identified as high COP refrigerants, with many favour- 
able properties, e.g., non-flammability, low toxicity, and material compatibility that 
led to their widespread use as refrigerants. 

The most common organic refrigerants that have been employed in recent times are: 


Refrigerant 11 or Used with centrifugal compressors in large capacity 
CFC 11 (ССЊЕ) central air-conditioning plants 

Refrigerant 12 or Used with reciprocating compressors in small units, 
CFC12 (ССІ,Е,) specially domestic refrigerators, water coolers, etc. 
Refrigerant 22 or Used with reciprocating compressors in window-type 
HCFC22 (CHCIF,) air conditioners and large units such as package units 


and central air conditioning plants. It is also used 
for low temperature refrigeration applications, cold 
storages, food freezing and storage, etc., with recipro- 
cating and often with screw compressors. 

Among the less common refrigerants were: 


Refrigerant 113 or CFC 113 With centrifugal compressors for air conditioning 
(ОСЕ) 

Refrigerant 114 ог СЕС 114 With rotary compressors 

(C;CLFE,) 

Refrigerant 142b or HCFC For heat pump and high condensing temperature 
142b (C;H4CIF,) applications 

Refrigerant 502 For large supermarket frozen food cabinets 


involving high pressure ratio applications 
The F-atom in the molecule of these substances makes the substances physiologi- 
cally more favourable. The Cl atom in the molecule is considered responsible for the 
depletion of ozone layer in the upper atmosphere (stratosphere), thus, allowing 
harmful ultra-violet radiation to penetrate through the atmosphere and reach the 
earth’s surface. The H atom/s in the molecule impart/s a degree of flammability to 
the substance depending upon the number of these atoms. 


4.2 un DESIGNATION OF REFRIGERANTS 


The international designation of refrigerants uses Refrigerant or R (or alternatively 
CFC, HCFC, HFC and HC as the case may be) as the designation followed by cer- 
tain numerals. Thus, for a compound derived from a saturated hydrocarbon denoted 
by the chemical formula 

С„Н„Е„С1„ 
in which (п + p + q) = 2m + 2, the complete designation is 


R(m — 1) (n + 1) (p) 
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Hence, for dichloro-tetrafluoro-ethane in which there are two carbon atoms 
(m = 2), no hydrogen atom (n = 0) and four fluorine atoms (p = 4), the designation is 
К (2-1) (0+ 1) (4), viz, R 114 or CFC 114. In this manner, CC1,F is R 11, ССІ, F, 
is К 12, СНСІЕ, is К 22, C,C1,F; is К 113, CH, is К 50, C,H, is К 170, С; Hg is 
R290, and so on. 

The brominated refrigerants are denoted by putting an additional B and a number 
to denote as to how many chlorine atoms are replaced by bromine atoms. Thus 
R ІЗБІ is derived from R 13 with the replacement of one chlorine atom by a 
bromine atom. Its chemical formula is, therefore, CF,Br. 

Inthe case of isomers, i.e., compounds with the same chemical formula but differ- 
ent molecular structure, subscripts, a, b, etc., are used after the designations. 

In this manner, there are 15 fluoro-chloro derivatives of methane (Table 4.1), 55 
derivatives of ethane (Table 4.2), 332 of propane, and so on. There are also 
azeotropes, which are mixtures of refrigerants but which behave like pure sub- 
stances. They are given arbitrary designations, e.g., R 502 for a mixture of 48.8 per 
cent R 22 or HCFC22, and 51.2 per cent R 115 or CFC115. 


Table 4.1 Derivatives of methane with normal boiling points (in°C) 
and designations 


No. of H atoms 
2-H 1-H 


CH,Cl, CHCl, 
40 61.2 

R 30 R 20 
CH,CIF _ CHCLF 
-9 8.9 
R31 R21 








CHF, CHCIF, 
-51.6 – 40.8 
R32 R22 
CHF; 
- 82.2 
R23 





Unsaturated compounds, for which (n + p + q) = 2m, are distinguished by putting 
the digit 1 before (m — 1). Thus ethylene is R 1150. 

In the case of common inorganic refrigerants, numerical designations have been 
given according to their molecular weight added to 700. Thus ammonia, whose mo- 
lecular weight is 17, is designated as R 717. Similarly, water is designated as R 718 
and carbon dioxide as R 744. 

Also, problem arises in the case of butane, С, Н and higher hydrocarbons. Іп 
the case of butane, n = 10, a double digit figure. Hence, the prescribed method of 
designation cannot be used. Accordingly, n-butane and isobutane are assigned the 
designations arbitrarily as R 600 and R 600a respectively. 
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4.3 ТУ. COMPARATIVE STUDY OF METHANE DERIVATIVES 
^ ІМ USE BEFORE THE YEAR 2000 


A study of fluoro-chloro derivatives of methane, along with their normal boiling 
points and designations as given in Table 4.1, makes an interesting reading. A 
comparative study of refrigerants in use before 2000 AD may be begun with the 
well-known refrigerant СЕС 12 or К 12, viz., CCl, Е,, with its normal boiling point 
(N.B.P.) of —29.8?C. The refrigerant has commonly been used in small-capacity 
unitary equipment with reciprocating compressors, such as domestic refrigerators, 
water coolers, car air conditioners, etc., for refrigeration from 0 to — 25?C. It is 
evident that R 12 will maintain positive pressure in the evaporator at — 25°C. 
Further, because of low value of % R 12 has low discharge temperature. It was, 
therefore, found very suitable for hermetically sealed units of refrigerators on which 
the manufacturers gave 5 to 10 years warrantee. Chances of burn-out of motor 
windings in hermetically sealed units are few if discharge temperature and hence 
winding temperature is low. 

Just above R 12, along the column with zero H atoms, we have CFC 11 orR 11, 
viz., CCLF, with an N.B.P. of 23.7°C. This is a higher boiling refrigerant. Its boiling 
point is 53.5?C higher than that of R 12, and hence it is a low pressure substance. It 
has vacuum in the evaporator even in air conditioning applications at tọ = 5°C. It, 
therefore, has a large specific volume of the suction vapour at any evaporator tem- 
perature and was, therefore, found suitable for use in large capacity centrifugal com- 
pressors (300 TR and above) for water chillers (water at about 7?C) for cooling air 
in central air-conditioning plants. R11 could not be considered suitable for use with 
reciprocating compressors. 

Above R 11, we have R 10, i.e., CCl, or carbon tetrachloride. It has a very high 
boiling point and was not found suitable even for centrifugal compressors. 

Below R 12, in the same column, we have CFC 13 or R 13 having N.B.P. of 
— 81.5°С, and CFC 14 or R 14 with N.B.P. of 127.8°С. Both are lower boiling, and 
hence high pressure substances. Their critical temperatures are also below the nor- 
mal ambient temperatures. These, therefore, cannot be condensed at normal ambient 
temperatures. Because of these reasons, these substances were not used in common 
refrigeration and air conditioning applications. 

To the left of R 12, in the row with one H atom, we have another well-known 
refrigerant HCFC 22 or К 22, viz., CHCIF,. It has an N.B.P. of — 40.8°C which is 
about 10?C lower than that of R 12. It is, therefore, a comparatively higher pressure 
refrigerant. Consequently, it has a smaller specific volume of the suction vapour and 
gives about 40 per cent more capacity in a positive displacement compressor as 
compared to R 12. Previously, R 22 was employed for air conditioning in large 
capacity plants and package units above 5 TR only. But now, because of the capacity 
bonus, it is used even іп one ton window-type air conditioners. However, its value of 
yis higher than that of R 12. Therefore, it has higher compressor discharge and 
winding temperatures. It is, therefore, necessary to affect greater cooling of motor 
windings in R 22 hermetically sealed units with the help of incoming suction 
vapours, and also by adequate heat transfer to surrounding air, even by forced con- 
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vection, from its body. In any case, R 22 units have more frequent burn-out prob- 
lems than R 12. Warrantees are given only for 1-2 years unlike 5-10 years for R 12. 

Because of its lower boiling point, R 22 also finds application in food freezing, 
freeze drying, etc., maintaining positive pressure in evaporators with temperatures 
as low as — 40°C. 

Above R 22, in the 1-H column, we һауе R 21. It is, however, a little chemically 
unstable. Further above is R 20 which is a very high boiling point substance unsuit- 
able as a refrigerant. Below К 22, we have К 23 with an N.B.P. of — 82.2°C. It is 
similar to R 13. 

Other substances in Table 4.1, are either chemically unstable or highly inflamma- 
ble due to the pressence of H atoms in the molecule. Methane is the most flammable 
of all. R 40 or methyl chloride (CH4CI) with an N.B.P. of —23.74?C, used to be a 
very popular refrigerant in early 20th century. It is, however, poisonous and is odour- 
less at the same time. Its leakage, therefore, gives no warning and may lead to death. 
Its use is, therefore, banned. 


Note Неге, we notice that substances with normal boiling points in the range - 50 to 
+ 50°C only find application as refrigerants in commercial refrigeration and air conditioning. 


Ru 
4.4 Uh '.. COMPARATIVE STUDY OF ETHANE DERIVATIVES 
“~~ IN USE BEFORE THE YEAR 2000 


A similar study can be made of ethane derivatives given in Table 4.2. These are 
mostly higher molecular weight and hence higher boiling substances. A few lower 
down in the table have their N.B.P. in the range — 50 to 50°C. One of them is R 113 
or С-СІЕ;. It has two isomers. One has an N.B.P. of 45.9°C. The N.B.P. of the other 
is 47.6°C. It was commonly used as a refrigerant for centrigual machines for air 
conditioning. It has higher boiling point than R 11. Hence it has lower pressure and 
larger volumes of the suction vapour as compared to R 11. It has the advantage that 
centrifugal units of smaller capacity, i.e., of the order of 150 TR, can be designed as 
against 300-500 TR of R11. However, with R 113, there is vacuum, in both, evapo- 
rator and condenser. 

Below R 113, we have R 114 with N.B.P. of 3.6°C. It is neither suitable for 
reciprocating nor for centrigual compressors. It was generally employed in rotary or 
low temperature centrifugal compressors. 

Another known refrigerant is R 115. Having N.B.P. of — 38°C. It is similar to 
R 22 in its thermodynamic characteristics. It is used as а component of the azeotropic 
mixture R 502. The other component in the mixture is R 22. The azeotrope has a 
lower pressure ratio as compared to R 22. It was therefore, used in high condensing 
and low evaporating temperature applications, such as heat pumps, air-cooled 
frozen food cabinets, high ambient temperature applications, etc., so that the pressure 
ratios and, consequently, the discharge temperatures are low. This is a great advan- 
tage in hermetically sealed compressor units as the temperature of the compressor 
body and, therefore, the temperature of the enclosed motor windings depends on the 
discharge temperature of the gas. A lower winding temperature ensures a lower 
burn-out rate and hence a longer life of the sealed unit. 
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Then we have R 116 with N.B.P. оҒ-78.39С which is too low. Other derivatives 
of ethane have not been used as refrigerants in the past. 


Note Because of the problem of ozone layer depletion R11, R12, R113, R114, R115 and 
R502, all CFCs have been phased out. 


4.5 un REFRIGERANTS IN USE AFTER THE YEAR 2000 
After the finding that CFCs, and to a lesser extent HCFCs deplete the ozone layer, 
over 100 countries adopted Montreal Protocal (MP) of 1987 to phase out CFCs in 
the year 2000, and HCFCs by the year 2030. 

HFCs and HCs do not deplete the ozone layer. They сап be used even after 2030. 
Their production and use is not regualated by the MP. These refrigerants include 
R32, R125, R134a, R143a, R236 fa, and R245 fa, and their azeotropic or near 
azeotropic blends R404A, R407C, and R410A. 

HFCs have some global warming potential though some governments may соп- 
sider regulating their use too. 

Out of the refrigerants being used prior to 2000 AD, all CFCs R11, R12, R113, 
R114, and the azeotropic mixture R502 have already been phased out. 

Replacements for all important R12, R11, R22, and R502 to date to be used till 
2030 are as follows: 


4.5.1 Replacement for R12 


The replacement for R12 in unitary equipment has been the easiest. Its place, for all 
practical purposes, has ben taken over completely by R134a. 

Compare the МВР of —26.1°C of R134a, which is very close to —29.8°C, the МВР 
of R12. 

As R134a is an HFC, its use will continue well beyond 2030 provided its global 
warming potential is not considered a disqualification, and provided another more 
suitable refrigerant is not found. 


4.5.2 Replacement for R11 


The replacement of R11 in large capacity centrifugal machines for air conditioning 
has posed problems. So far, R123 with its NBP of 27.82?C, closest to 23.71?C, the 
NBP of R11, has been chosen as the most efficient option for R11 in centrifugal chill- 
ers. 

Another advantage of R123 is its atmospheric life-time which is the shortest 
among the refrigerants. 

Moreover, its benefit in reducing global warming is significant. It has very very 
low global warming potential. 

Nevertheless, R123 is an HCFC. Its use is slated for phase-out by 2030 despite its 
unique qualities. As an exception, R123 may coutinue to be used well beyond 2030. 

R11 has also been replaced by HFC R134a. But since NBP of R134a (—26.1°C) is 
very very low compared to NBP of R11 (+23.71°C), it is a much higher pressure 
refrigerant and it has very much smaller specific volumes of suction vapour. Hence, 
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tonnage of a single unit of R134a centrifugal compressor is much greater than 300- 
350 TR or so of a single R11 centrifugal compressor. 

Further, most R134a centrifugal chillers have lower COPs, and they are few in 
number. R245fa, an HFC, however, is being seriously considered for use in place of 
R11. Тһе NBP of R245fa is 14.9°C. It is not far from 23.71?C, the NBP of R11. 

R245fa offers potenial to approach R123 efficiencies. Its commercialization, 
however, is uncertain. Its cost is high at present. And it has global warming potential 
and flammability concerns also. 


4.5.3 Replacement for R22 


As R22 is an НСЕС, its use is permitted till 2030. Also, since it is currently the most 
favoured refrigerant in package units and chillers, its use continues. 7096 of com- 
mercial refrigeration systems still use R22. 

Only in food refrigeration, its use is not being favoured. Before 2000 AD, the 
trend was to replace ammonia with R22. Now, this trend has been reversed. Ammo- 
nia has come back in a big way as it is environment friendly. Ammonia has even 
higher COP. 

Ammonia enjoys wide use today in industrial applications especially with recip- 
rocating compressors in small capacity, and screw compressors in large capacity. 
Food industry is preparing for R22 phase-out, and its replacement by ammonia. 

However, in car air conditioners, R134a has replaced R22. R134a has lower 
pressures. 

But HCFC R22 still dominates in air conditioning systems using positive 
displacement reciprocating, scroll, and screw compressors in medium capacity 
package units, and large capacity screw chillers. Some industries are using 50/50 
percent R32/R125 blend, viz., R410A also as a replacement for R22. 


4.5.4 Replacement for R502 


Presently, R404A has found application in place of R502. The NBP of R404A is 
—46.22°С as against -45.6°C, the МВР of R502. A 50/50 per cent R125/R143a blend 
is also an attractive alternative to R502. 


Note Industries worldwide have turned to HCFCs R22 and R123. While HCFCs have a 
lower ozone depletion potential than CFCs, they still damage the ozone layer. Never- 
theless, use of these two HCFCs may continue шей beyond 2030 because of their very 
favourable properties. 


4.6 un SELECTION OF A REFRIGERANT 

d М 
Refrigerants have to be physiologically non-toxic and-non flammable. Theromo- 
dynamically, there is no working substance which could be called an ideal 
refrigerant. Different substances seem to satisfy different requirements and those 
also sometimes only partially. A refrigerant which is ideally suited in a particular 
application may be a complete failure in the other. In general, a refrigerant may be 
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required to satisfy requirements which may be classified as thermodynamic, 
chemical and physical, as discussed in the following sections. The selection of a 
refrigerant for a particular application, therefore, depends on satisfying its essential 
requirements. 

The choice of a refrigerant for a given application is governed mainly by the 
refrigerating capacity (very small, small, medium or large), and refrigeration tem- 
perature required, such as for air conditioning (5°C), cold-storage (-10 to 22С), 
refrigerator (– 25°C), food freezing (— 40°C), etc. 


4.7 THERMODYNAMIC REQUIREMENTS 


The method of evaluation of thermodynamic properties is described in Chap. 1 in 
brief. Detailed thermodynamic properties tables and equations for various refriger- 
ants are given in the appendix. 

Table 4.3 gives the important thermodynamic properties of a number of refriger- 
ants. The most important property of a refrigerant is its normal boiling point. Most 
of the other thermodynamic characteristics very much depend on it. 

The thermodynamic requirements of refrigerants pertain to the condensing and 
evaporating pressures, critical temperature and pressure, freezing point, volume of 
the suction vapour per ton, COP, power consumption per ton, etc. 


4.7.1 Significance of Normal Boiling Point 


Pressure-temperature relationship of a pure substance is built into the Clapeyron 
equation which is expressed as 


арз he 
= & 
sat sat 
dT Т“! (o, - vy) 





(4.1) 


Two simplifications may be introduced in the above equation. These аге the 
assumptions as follows: 
(i) The specific volume of the liquid is very small compared to that of the vapour, 
so that we may put 





©,= 0 
f 
(ii) The specific volume of the vapour is given by the ideal gas equation of state, 
so that 
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Substituting these values in Eq. (4.1) we get the Clausius—Clapeyron equation 
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where b = h,,/R represents the slope of In p* versus 1/75 line. In the small range of 
condenser and evaporator pressures, the latent heat of vaporization may be assumed 
as constant, so that the value of b may also be taken as constant. Thus In p^ 1/7%! 
relationship of refrigerants (pure substances) is nearly a straight line. The equation 
of the straight line is obtained by integrating Eq. (4.3) 


(4.5) 


sat _ 
In p -а- T 
Exact equations, however, have some higher order terms as in Eq. (1.10). 
Further, from the Badylkes theory of thermodynamic similarity”? it is found that 
for substances belonging to the same family, the dimensionless Trouton number 015 
constant. The number is defined by the expression 


M(hg)s 
д= — 8 (4.6) 
Т, 
where M = molecular weight 


T, = normal boiling point 
(ћу), = latent heat of vaporization at normal boiling point. 


Thus, from Eqs. (4.4) and (4.5), we have 





h Mh OT. 
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Accordingly, the slope of the In p*'—1/T “ line is a function of the normal boiling 
point. Also from Eq. (4.5), at atmospheric pressure 
b 


аз =f" (1) 


$ 


Thus, both the constants іп Eq. (4.5) аге functions of the normal boiling point. 
The higher the boiling point, the steeper is the slope of In р“! —1/T ** line. 

Also, the higher the boiling point, the further is the line from the origin. The 
In p*—1/T ™ data for a number of refrigerants is plotted іп Fig. 4.1 (a). 

Figure 4.1(a) is plotted for In р“ along the ordinate against 1/75 along the ab- 
scissa for a number of refrigerants. Since the slope of the line is negative, the plot is 
usually made with – (1/T“") along the abscissa as shown qualitatively in Fig. 4.1(b). 

Figure 4.1 (b) compares the pressures of lower-boiling and higher-boiling 
refrigerants at given evaporator and condenser temperatures. The following points 
emerge from this figure: 

(i) At given T, and Ту, p, and p, are lower for higher-boiling refrigerant. Hence, 
higher boiling substances are in general low pressure refrigerants. On the con- 
trary, po and p, are higher for lower-boiling refrigerant. These are, therefore, 
high pressure refrigerants. 

(ii) Because of the steeper characteristic, the high-boiling refrigerants have 
higher-pressure ratios p,/pg. And because of the flatter characteristic, the 
lower-boiling refrigerants have lower pressure ratios. 
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Gii) In addition, since slope b = —h,,/R, the high-boiling having steeper slope have 
high latent heat of vaporization. And the lower boiling having flatter slope 
have low latent heat of vaporization. 


Temperature, ——> 
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Fig. 4.1 In p*' versus 1/T** diagram of refrigerants 
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Fig. 4.1(b) Comparison of pressures of lower-boiling and higher boiling 
refrigerants at given evaporator and condenser temperatures 


4.7.2 Standing and Condensing and Evaporating Pressures 


When the refrigerant in the gas cylinder or in the system is allowed to remain stand- 
ing for a period, and come to equilibrium with the ambient temperature, the pressure 
reeorded is named as the ‘standing pressure’. 

Low-boiling refrigerants have higher standing pressures. High-boiling refriger- 
ants have lower standing pressures. For example, at 30°C ambient temperature, the 
standing pressure for R134a will be 7.702 bar, and that for R22 will be 11.919 bar, 
while the same for high-boiling R123 will be just 1.0958 bar, viz., only slightly 
above atmospheric. As against standing pressure, condenser and evaporator pres- 
sures are the ‘operating pressures.’ 

The evaporating pressure p, should be positive and as near atmospheric as possi- 
ble. If it is too low, it would result in a large volume of the suction vapour. If it is too 
high, overall higher pressures, including condenser pressure p,, would result necessi- 
tating heavier construction and consequently, higher cost of equipment. 

A positive pressure is required in order to eliminate the possibility of the entry of 
air and moisture into the system. The normal boiling point of the refrigerant should, 
therefore, be preferably lower than the refrigeration temperature. 

Table 4.4 gives the N.B.Ps, evaporating and condensing pressures, and their 
differentials and pressure ratios for some of the refrigerants for the standard rating 
cycle. The table shows that the N.B.P. determines working pressures. High pressure 
refrigerants are lower down in the table. 

Thus, R 502, propane, R 22, R404A, R407C, R410A, and ammonia are high- 
pressure refrigerants as compared to R 12. On the contrary, R 114, R 11, R 123, and 
R 113 are low-pressure refrigerants. And R 134a, R152a and to an extent isobutane 
have pressures close to those of R 12. Water has extremely low pressures. R 11, 
R 113 and water operate at pressures below atmospheric. The condensers of these 
systems are, therefore, provided with purge valves at the top for R 11 or purge units 
for R 113 and water to remove air which will tend to collect in the condenser as 
uncondensed gas. 
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Table 4.4 also shows pressure ratios which are generally found to decrease as the 
boiling point decreases due to flatter In p“ versus 1/7 ™ line. 

Propane has the lowest pressure ratio among the high pressure, low-boiling group 
of refrigerants. R 152a has the lowest pressure ratio overall. 


Table 4.4 Operating pressures of refrigerants 





Refrigerant t(NBP) р,а59С  p, at 40°C (р-р) Ру?» 
"С bar bar bar 

Water 100 0.00874 0.0738 0.06506 8.45 
R 113 47.6 0.1903 0.7809 0.5906 4.10 
R 123 27.82 0.4086 1.545 1.1362 3.78 
R11 23.71 0.4967 1.748 1.2513 952 
R114 3.6 1.069 3.454 2.385 3.23 
R 600a (Isobutane) — 11.67 1.88 5.361 3.481 2.85 
R 152a - 24.02 3.149 9.092 5.943 1.53 
R 134a - 26.074 3:5 10.167 6.667 2515 
R12 — 29.8 3.62 9.6 5.98 2.65 
Ammonia - 33.33 5.16 15.54 10.38 3.01 
R22 — 40.81 5.836 15.331 9.495 2.63 
К 290 (Ргорапе) - 421 5.478 13.664 8.186 2.49 
R 407C — 43.63 6.66 17.5 10.84 2.63 
R 502 - 45.17 6.652 16.638 9,986 2.50 
Е 4044 - 46.22 7.13 18.3 11.17 250 
Е 410A - 51.44 9.25 24.6 15.01 2.66 





4.7.3 Critical Temperature and Pressure 


For high COP, in general, the critical temperature should be very high so that the 
condenser temperature line on the p-h diagram is far removed from the critical point. 
This ensures reasonable refrigerating effect which becomes very small if the state of 
the liquid before expansion is near the critical point. Also, the critical pressure 
should be low so as to result in low condensing pressure. 

Table 4.3 shows that except for carbon dioxide for which the critical temperature 
is 31?C for most of the common refrigerants, critical temperature is much above the 
normal condensing temperature. 


4.7.4 Freezing Point 


Table 4.3 also gives the freezing points of various refrigerants. As the refrigerant 
must operate in the cycle above its freezing point, it is evident that the same for the 
refrigerant must be lower than system temperatures. It will be seen that except in the 
case of water for which the freezing point is 0°C, other refrigerants have reasonably 
low values. Water can, therefore, be used only in air-conditioning applications, viz., 
above 0°C. 


4.7.5 Volume of Suction Vapour 


The volume of the suction vapour required per unit, say per ton, of refrigeration is an 
indication of the size of the compressor. Reciprocating compressors are used with 
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refrigerants with high pressures and small volumes of the suction vapour. Centrifu- 
gal or turbo compressors are used with refrigerants with low pressures and large 
volumes of the suction vapour. A high volume flow rate for a given capacity is 
required in the case of centrifugal compressors to permit flow passages of sufficient 
width to minimise drag and obtain high efficiency. 

Table 4.5 gives the suction volume requirements in m? per hour per ton of refrig- 
eration of some refrigerants along with their normal boiling points. Calculations 
have been done for 30°C condensing and – 15°C evaporating temperatures except 
for water for which the evaporating temperature is 5?C, and carbon dioxide for which 
the condensing temperature is 25?C. 


Table 4.5 Suction vapour volumes of refrigerants for tẹ = 30°C and ty = – 15°C 





Refrigerant t, 40 У y* 
С kJ/kg m/kg ПЛУТЕ. 
Water 100 2342.5(10 = 5°C) 147.2 825.6 
R 113 47.6 122.6 1.649 186.9 
Е 123 27.82 142.3 0.8914 79.3 
ЕП 23.71 155.9 0.772 65.9 
R 114 3.6 88.6 0.263 37.6 
R 600a (Isobutane) — 11.67 263.9 0.4073 21.24 
R 152a — 24.02 226.5 0.207 11.572 
R 134a — 26.074 148.0 0.1214 10.867 
R 12 — 29.8 117 0.092 10.857 
Ammonia — 33.33 1103.1 0.512 6.124 
Е 22 - 40.81 162.7 0.0775 6.668 
К 290 (Ргорапе) - 424 277.9 0.15425 7.137 
К 407C - 43.63 163.3 0.0805 6.241 
R 404A - 46.22 114.1 0.0537 5.96 
R 410A - 51.44 167.9 0.0545 4.11 
Carbon Dioxide — 78.52 158.7 (t, = 25°C) 0.0166 1.33 





It is seen from Table 4.5 that the required volume of the suction vapour increases 
with increasing normal boiling point. Inspite of the large latent heat of vaporization 
(and hence large refrigerating effect 40) for ammonia, because of its large specific 
volume, its suction volume requirement is nearly the same as that of R 22. Both have 
nearly equal N.B.Ps. Thus, the normal boiling point is once again established as the 
single factor which determines the refrigerating capacity per unit volume of the suc- 
tion vapour. 

One can, therefore, conclude that high-boiling refrigerants, such as water, 
R 123 and R 11 are low-pressure refrigerants and require large suction volumes. 
They are suited for use with centrifugal compressors in large-capacity refrigerating 
machines. Conversely, low-boiling refrigerants, such as ammonia, R 22, propane, 
carbon dioxide, etc., which are high-pressure refrigerants require small suction vol- 
umes and are suited for use with reciprocating compressors in medium and smaller 
capacity refrigerating machines or with screw compressors in large capacity ones. In 
the middle, we have isobutane, R 152a, R134a and R12 mostly used with reciprocat- 
ing compressors and now rotary compressors in very small capacity machines such 
as domestic refrigerators, car air conditioners, water coolers, etc. 
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Note that RA04A, 407C, and R 410A are mixture blends. They are not pure sub- 
stances. The values for t, (N.B.P.) in table represent their temperatures at which they 
begin to boil at 1 atm pressure. 


4.7.6 Isentropic Discharge Temperatures 


Table 4.6 gives isentropic discharge temperatures of refrigerants for operating 
conditions of t, = 30°C and tọ = -15?C. 

It is evident that isobutane has the lowest discharge temperature. It is thus best 
suited for domestic refrigerators. Sealed units of isobutane refrigerators can be 
expected to give a very long life. 

R 134a has a much lower discharge temperature than R 22. In fact, R 22 has the 
highest discharge temperature. Accordingly, R 134a is now doing well in hermetically 
sealed compressors of car air conditioners. R 134a has lower pressures also. 

Also comparing R 123 with R 11, we see that large tonnage semi-hermetic cen- 
trifugal compressor units with R 123 are better than R 11 units because of much 
lower discharge temperature. 


Table 4.6 Pressure ratios, discharge temperatures, power consumptions and 
COPs of refrigerants |, = 30°C, tọ = -15?C. 


Refrigerant Pressure | Discharge Power 
Ratio Temp. Consumption 





°С kW/TR 


R 113 7.71 30 0.703 
R 123 6.81 33 0.717 
Rll 6.25 43 0.693 
R 600a 4.58 30 0.756 
R 152a 4.64 0.72 

R 134a 4.71 37 0.76 

R 12 4.1 38 0.746 
Ammonia 4.76 B 0.739 
R22 4.66 53 0.753 
R 290 4.5 36 0.767 
R 407C 4.5 48 0.781 
R 502 4.4 38 0.802 
R 404A 4.21 36 0.833 
R 410A 4.41 51 0.781 








4.7.7 Coefficient of Performance and Horsepower per Ton 


Table 4.6 gives values of theoretical COP and power per ton for 30°C condensing 
and — 15°C evaporating temperatures for refrigerants. The Carnot value of COP for 
the same operating conditions is 5.73 and HP/TR is 0.82. It is seen that R 11 has its 
COP closest to the Carnot value. Other refrigerants, with the exception of carbon 
dioxide, also have quite high values of COP. From the point of view of COP and 
power consumption R 22 is better than ammonia. Practically, all common refriger- 
ants have approximately the same COP and horsepower requirement. 


The McGraw-Hill companies 


Refrigerants 147 


The low value of the COP of carbon dioxide is due to the fact that its critical 
temperature is too low and the condensing temperature is very close to it. 

One of the peculiarities of fluorocarbons is their high density coupled with a low- 
boiling point. Since these are high molecular weight and high density substances, 
their latent heats are not large on a mass basis as the Trouton number is observed to 
be constant for a group of similar substances. However, low latent heat does not 
affect the COP of the cycle as the isentropic work is also small due to 

(i) low values of the ratio of specific heats, у as seen from Table 4.7, and 

(ii) small volumes of the suction vapour as seen from Table 4.5. 

The very large value of the latent heat of vaporization of ammonia does not help 

much in this respect as the ratio of its specific heats is also high. 


Table 4.7 Average specific heats ratios and latent heats of refrigerants 
at their N.B.P.s 


Refrigerant 





Water 

R 113 

Rll 

R 600a (Isobutane) 
R 152a 

R 134a 

R12 

Ammonia 

R22 

R 290 (Propane) 





4.8 rr CHEMICAL REQUIREMENTS 


The chemical requirements of refrigerants pertain to flammability, toxicity, reaction 
with water, oil and construction materials and damage to refrigerated products. 


4.8.1 Flammability 


Hydrocarbons, such as methane, ethane, propane and butane are highly explosive 
and flammable. Ammonia is also explosive in a mixture with air in concentrations of 
16 to 25 per cent by volume of ammonia. None of the CFCs is explosive or flamma- 
ble. Some of the HFCs which are being considered as alternatives to CFCs because 
of the ozone layer depletions problem, such as R 152, R 152a, R 143, etc., are flam- 
mable. However, R 134a is not flammable. 


4.8.2 Toxicity 


From the consideration of comparative hazard to life from gases and vapours, 
compounds have been divided into six groups by Underwriters Laboratories. '? 
Group six contains compounds with a very low degree of toxicity. It includes CFCs. 
Group one, at the other end of the scale, includes the most toxic substances such as 
sulphur dioxide. 
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Because of flammability and toxicity, ammonia is not used in domestic refrigera- 
tion and comfort air-conditioning. 


4.8.3 Action of Refrigerant with Water 


Among refrigerants, ammonia is highly soluble in water. It forms a non-ideal mix- 
ture with water and possesses more than Raoult’s law solubility. For this reason, a 
wet cloth is put at the point of leak to avoid harm to human beings in ammonia 
refrigeration plants. 

The solubility of water in fluorocarbons is rather low. It ranges from poor for 
highly fluorinated compounds such as R 134a to fairly good for those containing 
comparatively less fluorine. 

The presence of moisture is very critical in refrigeration systems operating below 
0°C. If more water is present than can be dissolved by the refrigerant, then there is 
danger of ice formation and consequent choking in the expansion valve or capillary 
tube used for throttling in the system. This is called moisture choking. This is 
avoided by proper dehydration of the unit before charging (sealed systems are baked 
at 130 to 150°C before charging and sealing) and by the use of a silica gel drier in the 
liquid line. 

The solvent power of R 22 for water is almost 23 times that of R 12. In R 22 
systems, therefore, ice formation generally does not occur. Thus, in addition to 
small, medium and large capacity air conditioning applications, R 22 is also used in 
low temperature food refrigeration plants so that moisture choking would not occur 
even at freezing temperatures. 

In general, moisture should not be allowed to enter refrigeration systems. 


4.8.4 Action with Oil 


The solubility behaviour of a refrigerant and oil and consequent changes in the viscos- 
ity of oil determine the steps which must be taken to provide good lubrication. 

In compressors, some oil is carried by the high temperature refrigerant vapour to 
the condenser and ultimately to the expansion valve and evaporator. In the evaporator, 
as the refrigerant evaporates, a distillation process occurs and the oil separates 
from the refrigerant. A build-up of oil in the evaporator will result in a reduced heat 
transfer coefficient, oil choking in the evaporator due to restriction caused to refriger- 
ant flow and even blockage and ultimately to oil starvation in the compressor. 

The solubility behaviour of a refrigerant in mineral oil may be classified as in 
Table 4.8 as follows: 

(i) Immiscible. 

(ii) Miscible. 
(iii) Partially miscible. 


Refrigerants that are not miscible with oil, such as ammonia or carbon dioxide, 
do not present any problems. In such a case, an oil separator is installed a little away 
from the compressor in the discharge line and the separated oil is continuously 
returned to the crank-case of the compressor. 
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Table 4.8 Solubility of refrigerants and mineral oils 


Completely Partially Miscible 





Miscible High Intermediate Low Immiscible 
Miscibility Miscibility Miscibility 

R11 R 13 B1 R22 R 13 NH, 

R 600a 





R12 К 501 R114 R14 CO, 
R 290 

R21 R 134a 
R 152a 

R 500 





R 134a, which is already in use as an alternative to R 12 in domestic refrigerators, 
car air conditioners, etc., is also not miscible in mineral oil. But, since we cannot 
install an oil separator in hermetically sealed systems, we have to use an oil which is 
miscible. Accordingly, a synthetic oil, polyol-ester (POE), is used in R 134a system. 

Refrigerants that are completely miscible with oil, such as R 12, R 152a, R 290, 
R бода, etc., also do not present problems. 

For R 123 naphthenic mineral oil is used. Oil which reaches the evaporator, is 
returned to the compressor along with the refrigerant as it is the refrigerant-oil mix- 
ture which boils off in the evaporator. Thus, the miscibility of the refrigerant with 
lubricating oil ensures oil-return to the compressor. Any oil that gets separated in 
the evaporator can be returned to the compressor either by gravity or by entrainment 
by the high velocity suction vapours. For the purpose, the evaporatory exit should be 
above the suction line. The diameters of the suction lines are so designed that the 
velocity of the returning gas is sufficient enough to carry away the oil sticking to the 
walls of the tubing. A high velocity, however, increases the pressure drop which is 
undesirable. 

In systems in which a refrigerant is only partially miscible with oil, the return of 
the oil to the compressor creates problems. 

Most fluorocarbons are miscible with oil in all concentrations and at all tem- 
peratures. However, with R 22, there is partial miscibility. Refrigerant and oil are 
miscible at the condenser temperature, but separation takes place at the evaporator 
temperature. Two liquid phases are formed at low temperature, one predominantly 
consisting of the refrigerant and the other, oil, thus resulting in oil separation. The 
temperature at which liquid separation occurs depends on the nature of the oil and 
its concentration. Thus, a solution of R 22 with 10 per cent oil will separate into 
two layers at —5?C, but with 1 per cent oil, separation does not occur until -51?C. 
With 18 per cent oil, separation will occur even at 0.5°C. No matter how little oil 
goes into the evaporator, as the evaporation of refrigerant proceeds, the composi- 
tion of oil in the liquid solution increases and it is bound to pass through the criti- 
cal composition for separation which usually lies between 15 and 20 per cent of 
oil in the liquid phase. 

The return of oil in these compressors, therefore, presents a problem. At low 
refrigeration temperatures, it is all the more acute. One solution of the problem is to 
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install an efficient oil separator. Another is to use synthetic oils instead of mineral 
oils which are completely miscible with the refrigerant at temperatures as low as 
— 80°C. Among the synthetic oils, a polybutyl silicate and alkyl benzenes have better 
miscibility with R 22. 

Also, in direct expansion evaporators, oil-refrigerant emulsion can be easily car- 
ried to the compressor by high velocity suction vapours. These evaporators are, 
therefore, preferred over flooded evaporators, and are particularly used for low tem- 
perature refrigeration and with refrigerants such as R 22. 

In flooded evaporators, the separated oil-rich layer, being lighter, floats on top of 
the boiling liquid, and because of the extremely low velocity of the suction vapour, 
it cannot be carried to the compressor. Thus, when flooded evaporators are used 
with R 22, aconnection must be provided for the overflow of oil from the evaporator 
to the compressor crank-case. 

In the case of ammonia, however, the oil being heavier than the refrigerant, it 
collects at the bottom of the evaporator and can be drained out, if necessary. 


4.8.5 Action with Materials of Construction 


The choice of a particular refrigerant has also a bearing on the selection of the materi- 
als of construction. Ammonia, for example, attacks copper and copper-bearing 
materials. Iron and steel are, however, found suitable for use with ammonia. Hence, 
piping, fittings and valves are manufactured from iron and steel. Joints in ammonia 
systems are, therefore, of flange type with gaskets, or threaded or welded. 

Most fluorocarbons are outstanding in chemical stability but, nevertheless, 
undergo a variety of chemical reactions which are slow except at high temperatures. 
The recommended material for use for piping with halocarbons is copper. It is soft 
and amenable to bending, fitting, etc. The fittings are of flare type. Brazing is also 
used for joining. 

In the case of aluminium-halocarbon reactions, the heat of evolution increases 
with the fluorine content, indicating chemical instability with aluminium with 
increasing number of fluorine atoms. But the reverse is true for other common met- 
als, viz., iron, copper, zinc, nickel, chromium, etc. A more vigorous reaction can be 
expected between aluminium and R 134a than between aluminium and R 22. With 
regard to aluminium, it must be noted that it is generally protected by a tenacious 
oxide film which makes it non-reactive. Because of its cheapness and availability, 
aluminium is used in place of copper in fluorocarbon refrigeration equipment. How- 
ever, the thermal conductivity of Al is half that of Cu. Hence, Cu continues to be 
preferred for construction of heat exchangers in Freon systems. 


4.9 ГУ. PHYSICAL REQUIREMENTS 

~ Ip 
As physical requirements, we may include properties such as dielectric strength, 
thermophysical properties such as thermal conductivity, viscosity, etc., and leak ten- 
dency and detection. 
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4.9.1 Dielectric Strength 


The dielectric strength of a refrigerant is primarily important in hermetically sealed 
units in which the electric motor is exposed to the refrigerant as the windings are 
cooled by the suction vapour. 

As compared to nitrogen, the relative dielectric strength of R 22 is 1.31. This 
shows that fluorocarbons are good electrical insulators. The values for carbon diox- 
ide and ammonia are 0.88 and 0.82 respectively. 


4.9.2 Thermal Conductivity 


A high thermal conductivity is desirable for a high heat transfer coefficient. It is 
found that R 22 has better heat transfer characteristics than R 12. The thermal con- 
ductivities of R 22, k, and К, in liquid and vapour phases respectively, in W/mK are 
expressed by the relations: 


(k) poo = 2.17783 x 10^ – 4.36214 x 107 T — 9.3985 x 10? T? (4.7) 
(Ки = — 4.6143 x 107 + 1.96 x 10* T + 5.7143 x 10! T? (4.8) 


The thermal conductivity of паша К 134a and other new refrigerants сап be 
estimated by the following Sato-Reidel** similarity relation. 


Tu [5 + 20 (1 – тј | 
к= XM aT W/mk (4.9) 
[3 + 20 (1 - 7.) | 





where Т, is the reduced temperature at the normal boiling point. 
The thermal conductivity of vapour R 134a is given by Eq. (4.10) 
(kj)R1344 = 29.742 — 0.17962 T + 0.4265 x 10? 77, W/mk (4.10) 
The expressions for thermal conductivities of R 600a in W/m.K are 
(К)һвооа = 0.21225 – 0.487 x 10? T + 0.2746 x 10° T? 


— 0.421 x 10° T? (4.11) 
(КӘквооа = 0.99013 x 107° — 0.87055 x 10^ T + 0.474 x 1079 T? 
– 0.3715 x10? Т? (4.12) 


4.9.3 Viscosity 
Again, low viscosity is desirable for a high heat transfer coefficient. The viscosity of 
fluorocarbons in vapour phase is expressed by the empirical relation? 
и = (A T. — В)10“, cP (4.13) 
The constants for R22 are: 
А = 575.67 and B = 3.619 
Correlations for viscosity can be written in the form 
log 42A + BT + CT? + DT? +. (4.14) 
The following relations give viscosities of R 22 in Ns/m? more precisely. 


(log о = 13.8457 – 0.3283T + 2.5965 x 10? T? 
– 1.046 x 107 T? + 2.109 x 10? T^ — 1.691 x 107!! 7? (4.15) 
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(ШӘкә» = – 1.00493 x 10? + 1.918 x 10? 7 – 1.4446 x 107 T? 
+ 5.4084 х 107? T? — 1.005 x 107!2 T^ + 7.422 х 10716 Т5 (4.16) 


The expression for R 600a for liquid іп m.Pa.s, and for vapour in //.Ра. аге as 





follows: 
-4 
(In кво, = 0.002086 + и + 0.0636 Т 
– 0.80755 x 107 T? (4.17) 
-2 
(In 4,)R600 = 0.01497 LM x10” 0,00331 T 
- 0.1854 x 10? T? (4.18) 


The viscosity of liquid R 134a in Ns/m? can be found by the relation given by 
Shankland et. al.?6, and that of vapour can be estimated by using the similarity rela- 
tion given by Ба коузки У: 


(In jg 134, = — 3.3528 + — – 0.19969 х 102 T (4.19) 


и, = 1.286 x 10" УМ рг? T, (4.20) 


4.9.4 Heat Capacity 
Heat capacities of liquid and vapour R22 in kJ/kg.K are given by the expressions: 
(C, )воз = 1.11857 + 1.3508 x 10^ T — 8.0852 x 10° T? 


+ 3.042 x 10° Т? (4.21) 
(Ср )r22 = — 0.318712 + 6.90956 x 10? T – 1.7844 x 10? Т? 
+ 1.8026 x 1075 Т? (4.22) 


The specific heat of liquid R 134a is approximately given by: 
(C, )візаа = 1.1978 + 0.004157 – 1 x 10% T + 1x107 T? 
+2.5x 1077" (4.23) 


4.9.5 Surface Tension 
The value of surface tension is required in boiling heat transfer coefficient calcula- 
tions. The empirical relation is 
б= 0 Тр (1+6 Тр) (4.24) 

where Тр is equal to (1 — T/T). It is not equal to the reduced temperature which is Т, = 
T/T.. The constants for К 22 are бі = 0.06993 N/m, а = 1.285, b = — 0.154, c = 0.87. 

The equations used for estimation of с by method of corresponding states are as 
follows: 


с-р23 1" Q (1 _ ту! (4.25) 


T, In (p./101325) 


= 0.1196 |1 + 
0 E 





— 0.279 (4.26) 
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4.9.6 Leak Tendency 


The leak tendency of refrigerants should be nil. Also, the detection of a leak should 
be easy. The greatest drawback of fluorocarbons is the fact that they are odourless. 
This, at times, results in a complete loss of costly gas from leaks without being 
detected. An ammonia leak can be very easily detected by its pungent odour. Leaks 
in ammonia plants are very common due to the use of glands and lead gaskets in 
joints and due to corrosion. 

Several methods are available for the detection of leaks. The most common is the 
soap-bubble method. The other is the halide torch method used with fluorocarbons. 
In this, a methyl alcohol or hydrocarbon flame is used which is light blue in colour, 
but which turns bluish green in the presence of halocarbon vapours. For ammonia 
leaks, a burning sulphur taper is used which in the presence of ammonia forms white 
fumes of ammonium sulphite. 

An electronic leak detector is most sensitive and is used in the manufacture and 
assembly of refrigeration equipment. The operation of the instrument depends on 
the flow of current due to the ionization of the leaking gas between two opposite- 
charged platinum electrodes. 


4.9.7 Cost of Refrigerant 


The consideration of the cost of a refrigerant has for many years commended the use 
of ammonia as a refrigerant in large industrial plants, such as cold storages and ice 
plants. The cost factor, however, is only relevant to the extent of the price of the 
initial charge of the refrigerant which is very small compared to the total cost of the 
plant and its installation. The cost of losses due to leakage is also important. In 
small-capacity units requiring only a small charge of the refrigerant, the cost of 
refrigerant is immaterial. 

Ammonia is the cheapest refrigerant. Also it is environment-friendly. The future 
may see the return of ammonia in a big way. 


~%,.) 
4.10 Uh '.. OZONE DEPLETION POTENTIAL AND GLOBAL 
“~~ WARMING POTENTIAL ОЕ CFC REFRIGERANTS 


The earth’s ozone layer in the upper atmosphere (stratosphere) is needed for the 
absorption of harmful ultraviolet rays from the sun. In 1985, the world was shocked 
to find a gaping hole above Antartic in the ozone layer that protects the earth from 
ultra-violet rays. These rays can cause skin cancer. CFCs have been linked to the 
depletion of this ozone layer. They have varying degrees of ozone depletion poten- 
tial (ODP). In addition, they act as greenhouse gases. Hence, they have global 
warming-potential (GWP) as well. According to an international agreement (Mon- 
treal Protocol), the use of fully halogenated CFCs (no hydrogen at all in the mol- 
ecule), that are considered to have high ODP, viz., the commonly used refrigerants 
R 11, К 12, R 113, R 114 and R 502, have been phased out from the year 2000 AD. 
HCFCs have much lower ODP. They have some GWP. They have to be phased out 
by 2030. But until 2030, they can be used. R 22, is an HCFC. Its ODP is only 5% of 
that of R 12. It will be phased out by the year 2030 AD. But R 22 continues to remain 
very popular as a refrigerant. 

Even with the measures taken so far, as late as 2008, a 2.7 million square 
kilometers ozone layer hole was detected above Antarctic. 
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In 1974, two scientists including a radiochemist S. Rowland postulated that 
CFCs, because they are so stable, have a long life in the lower atmosphere. And, 
inspite of CFCs being heavier than №, and О», these slowly migrate into the upper 
atmosphere by molecular diffusion caused by partial pressure difference. It was hy- 
pothesized that the chlorine atoms from the molecule would be split off by the action 
of sunlight, and the free chlorine will react with ozone in the stratosphere, according 
to the following reactions: 


CCI, F, es CC] F, + С1 


О, + СІ 8" у C]O +0, 


Thus, O, will be depleted to O,. The problem with CFC is that of chain reaction. 
A single atom of СІ released from CFC reacts taking out 100,000 O, molecules. 
That is why, even a small concentration of CFC also becomes inportant. 


4.11 un SUBSTITUTES FOR CFC REFRIGERANTS 

< 
CFC substitutes fall into four categories: those based оп №, HFCs and HCFCs, HCs, 
and inert gases. 

Hydrocarbons (HCs) and hydrofluorocarbons (HFCs) provide an alternative to 
fully halogenated CFC refrigerants. They contain no chlorine atom at all and, there- 
fore, have zero ODP. Even hydro-chlorofluorocarbons (HCFCs) like R 22 and 
R 123 which do contain chlorine atom/s, but in association with H-atoms, have much 
reduced ODP. The association of one or more H-atoms allows them to dissociate 
(break apart) faster in the lower atmosphere of the earth. Chlorine, thus released, 
gets absorbed by rain water, etc., like the chlorine used in the chlorination of water. 
So fewer Cl-atoms reach the ozone layer in the upper atmosphere. However, HCFCs 
have a level of ODP in addition to GWP. Hence, these also have to be phased out 
ultimately. Till then, they can be used as transitional refrigerants. 

The HFCs, on the other hand, because of their H-content may be flammable to 
some extent. The degree of flammability depends on the number of H-atoms in the 
molecule. Pure HCs are, of course, highly flammable. 

The two most common refrigerants which have very high ODP are the highly 
chlorinated CFCs R 11 and К 12. The others аге R 113 апа R 502. SG, R I1, R I2, В 
113, R 114, and R 502 have been replaced by substitutes. 

R 22, which is an HCFC, has 1/20th the ODP of R 11 and R 12. Hence, it can 
continue to be used for quite sometime. However, all HCFCs have GWP. Because of 
this, even R 22 will have to be ultimately phased out by 2030 AD. 

Based on knowledge as at present, the list of refrigerants currently being used, 
and those which are potential candidates for future is as follows: 


Mathne Series 
HCFC R 22 (CHCIF,), Monochlore difluoro methane 
HFC К 32 (CH,Cl,), Difluoro methane 

Ethane Series 


HCFC К 123 (СНСІ, – СЕ;), Dichloro trifluro ethane 
HFC R 125 (CHF, – СЕ;), Pentafluoro ethane 
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HFC R 134a (СЊЕ – CF;), Tetrafluoro ethane 
HFC К 143a (CH, – CF;), Trifluoro ethane 
HFC К 152a (CH, – CHF,), Difluoro ethane 


Propane Series 
HFC К 245fa (C3H3F3), Pentafluoro propane 
HC R 290 (C3Hg), Propane 


Butane Series 
НС К 600a (C,H |0), Isobutane 


Zeotropic Blends 
HFC R 404A [ R125/143a/134a (44/52/4)] 
HFC R 407С [ R32/125/134a (23/25/52)] 
HFC R 410A [ К32/125 (50/50)] 


Azeotropic Blends 
HFC R 507A [ R125/143a (50/50)] 


Inorganic Refrigerants 

R 717 (NH4), Ammonia 

R 718 (H5O), Water 

К 744 (CO,), Carbon dioxide 

The only refrigerant that is currently being used from methane series is R 22. The 
refrigerants being currently used from ethane series аге К 134a and К 123. R 152a is 
also being used in Europe. Further R 600a, isobutane is also being used in domestic 
refrigerators in Europe. 

We have seen that N.B.P. is the single most important characteristic of a sub- 
stance to be used as a refrigerant. It also governs the type of application, the equip- 
ment, and the refrigerating capacity for which a particular refrigerant is to be used. 
From this point of view, substances with their N.B.Ps in the range – 50°C to + 50°C 
are considered suitable for use as refrigerants. 

Devotta!^ 5, Менпдеп У and others have conducted surveys of CFC alternatives. 
Table 4.9 gives the historic, current, and future candidate refrigerents as possible 
alternatives arranged in order of their decreasing N.B.Ps. The flammability or non- 
flammability of these substances is also mentioned. Note that flammability may not 
be hazardous in small units such as refrigerators, water coolers, etc., in which the 
amount of charge is small. 

On the basis of N.B.Ps it has been abserved that HCFC R123 is a potential alter- 
native to R 11; HFCs R 152a and R 134a are potential alternatives to R 12; HCs 
R 600a and R290 can also be used in place of R 12; HCFC R 22 could replace R 12 
in some low condensing temperature applications; and, HFCs R 143a and R 125 are 
potential alternatives to R 502. 


Note It is seen that most of the substitutes are ethane series compounds. Note that 
R 404A, R 407C, and R 507A are near azeotropic blends. The first figure under their NBP 
column indicates dew temperature at atmospheric pressure. The second figure indicates 
bubble temperature. Further note that difference between dew and bubble temperatures for 
К 410A is only 0.08°C. It is like a pure substance. The difference for R 407C is large (7°C). 
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Table 4.9 Common CFCs and possible alternatives with normal boiling points 


N.B.P., °C 


Chemical 
Formula 
С, Cl, Е; 
СН, CCl, Е 
CH, F CH, Е 
СН СІ, CF, 
ССІ, Е 


Designation Category Flammability 





R 113 
R 141b 
R 152 
R 123 
ЕІП СЕС 
R 245fa НЕС 
R 600a (Isobutane) HC 
R 134 HFC 
R 152a HFC 
R 134a HFC 
R 12 CFC 
R 717 (Ammonia) 

R22 HCFC 
R 290 (Propane) HC 
R407C 


CFC 
HCFC 
HFC 
HCFC 


47.68 
32.1 
30.7 
27.82 
237 
14.9 
(СН); CH 11.67 
СНЕ, СНЕ, 19.8 
СН; СНЕ, 24.02 
СЕ; СЊЕ - 26.07 
ССІ, F, - 29.8 
NH, = 229 
CHCIF, - 40.8 
С; Н; - 424 Flammable 
HFC = - 43.63/-36.63 - 


Non-flammable 
Slightly flammable 
Flammable 
Non-flammable 
Non-flammable 
Flammable 
Flammable 
Non-flammable 
Slightly flammable 
Non-flammable 
Non-flammable 
Flammable 


Non-flammable 


R 502 
R404A 
R507A 
R 143a 
R 125 
R410A 


CFC 
HFC 
HFC 
HFC 
HFC 
HFC 


-454 
ы – 46.22/- 45.47 
= – 46.74 
СН; СЕ; - 47.35 
СНЕ, СЕ, – 48.55 
= – 51.44/— 51.36 


Non-flammable 


Slightly flammable 


Non-flammable 





R 32 HFC СН,Е, - 52.024 Slightly flammable 

It may be noted that К 123 has 98% less ODP and GWP than R 11. R 152a and 
R134a have no Cl atoms. Hence, these have zero ODP. They have 74% less GWP as 
compared to R 12. Hydrocarbons have zero ODP. 

HCFC 123 has 4.3°C higher boiling point than CFC 11. It is, therefore, a lower 
pressure replacement for CFC 11, thus having larger specific volume of suction va- 
pour. Hence, its use results in 10-15% reduction in capacity if used in existing 
CFC 11 centrifugal compressors. 

The boiling point of HFC 134a is again 3.6°C higher than that of CFC 12. It has 
lower suction pressure and larger suction vapour volume. For use in existing CFC 12 
reciprocating compressors, it would require either an average increase in compres- 
sor speed of 5-8%, or an equivalent increase in cylinder volume. 

HCFC 22 is, nowadays, gaining greater importance even as a transition refrigerant. 

It may be noted that HCFC 22 is already being used with screw compressors in 
very large capacity, and with scroll compressors in package units. 

Further, in addition to pure substances, binary mixtures of substances with higher 
and lower boiling points mixed in proportion to give an effective boiling point nearly 
equal to that of the refrigerant to be replaced (as illustrated in Fig. 4.2) can also 
be used. 
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R32(-52*C) ~ 
R125 (– 48.55°С) | 

R 143a ( – 47.35°C) ------------- з 
В290(-4217°С)у—————-————— 

R 22 ( 40.8°С) | 

В 12 (— 29.8°С) | 











R 134a ( – 26.15°C) ~ 
R 152a ( – 24.152) <= | 
R 134 ( — 19.8°C) 
R 124 ( - 12°С) 
R бода ( – 11.73°C) — — — — — 
R 124b ( – 9.250) 








Fig 4.2 Forming binary mixtures of higher and lower boiling refrigerants 


Figure 4.2 illustrates how this can be done to find sustitutes for R 12 and R 22. 

An example is R 290/R 600a, viz., propane/isobutane mixture in 50-5096 compo- 
sition by mass. This mixture has been found suitable to replace R12 in refrigerators. 

The other example is К 410A formed by 50% К 32/5096 К 125. It is being used as 
a substitute for R 22. 

It may be pointed out that mixtures boil and condense through a range of tem- 
perature. This temperature glide might be an advantage in applications in which 
non-isothermal refrigeration is required (See Sec. 4.23). 

Ternary mixtures can also be used. Rail cars of a company in USA use du Pont's 
SUVA HP 62 НЕС К 404A (R 125 + К 143a + К 134a) blend. 

To sum up, Table 4.10 mentions the common refrigerants used before the year 
2000, viz., CFCs 11, 12, and 502, and HCFC 22, and it lists the substitutes as follows: 

(i) Short-term substitutes which are currently being used. 

(1) Long-term substitutes which might be used even after 2030. 


Table 4.10 5һогі-апа long-term substitute refrigerants 








Refrigerants used Substitute Refrigerent 

Before 2000 Shot Term Long Term 
CFC 11 HCFC 123 HFC 245fa. Others 
CFC 12 HFC 134a HFC 134a 
HCFC 22 HCFC 22 HFC 134a, R 407C, R 410A. 

HFC 134a Other blends of HFC 32, HFC 
134a, and others 

R 502 HCFC 22 HFC 125, R 507A. Other 


blends of HFC 32, HFC 125, 
HFC 134a, and others. 


4.12 um. SUBSTITUTES FOR CFC 12 


CFC R 12 was the most commonly used refrigerant in small hermetically sealed 
systems. This was because of its high stability, excellent thermodynamic properties, 
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low index of compression making it suitable for use at extreme pressure ratios, etc., 
and good motor winding cooling characteristics. 

Presently, HFC R 134a (Tetrafluoroethane) is the most preferred substitute for 
R 12. Its N.B.P. of — 26.67°C is quite close to R 12’s N.B.P. of —29.8°C. However, 
it should be noted that R 134a has relatively high GWP. The use of oil in R 134a 
system requires a very stringent quality control. R134a is not soluble in mineral oil. 
The polyester-based synthetic oil that is used with it should be totally dry. This is 
difficult considering the fact that the synthetic ester oils are 100 times more 
hygroscopic than mineral oils. 

Further, where the pressure ratio does not exceed 10, it is possible to use the 
transitional substance R 22 in place of R 12. But where the condensing temperature 
is high or the evaporating temperature is low (as in refrigerators), it is not possible to 
use R 22 because the motor winding and the compressor would overheat. R 22 can- 
not be used in car air conditioners also because the pressures would be much higher 
in comparison to R 12. So, with vibrations present, and car A/C not being a com- 
pletely sealed system, there would be chances of frequent gas leaks. So R 134a is 
being used in place of R 12. It has lower pressures as well. 

Why not hydrocarbons? Hydrocarbons have zero ODP and negligible GWP. Ear- 
lier researches for alternatives had excluded hydrocarbons because of their flamma- 
bility. However, hydrocarbons are readily available, much cheaper and thermody- 
namically very suitable. Besides, HC R 290 (Propane) is already being used as 
refrigerant in petroleum refineries. In any case, the amount of refrigerant charge 
required in domestic refrigerators is only a few grams. So, propane can be consid- 
ered for use at least in domestic refrigerators. In fact, it is already in use in some 
refrigerators in Europe. 

Another attractive HC refrigerant from the list in Table 4.9 for use in domestic 
refrigerators is R 600a (Isobutane). Whereas R 290 is a lower boiling, higher pres- 
sure and smaller suction vapour volume substitute, R600a is higher boiling, lower 
pressure and larger suction vapour volume refrigerant. 

But because of their widely different N.B.Ps, neither R 290 nor R 600a can be 
used as drop-in substitutes in place of К 12. However, by mass, a 50% К 290 + 50% 
R 600a mixture has exactly the same pressures as R 12. Its volume refrigerating 
capacity is also the same. Hence, this mixture is favoured as a drop-in substitute. 

One more attractive alternative is R 152a (Difluoroethane). Its GWP is one order 
of magnitude less than that of R 134a. Hence, the Environmental Protection Agency 
of Europe prefers R 152a over R 134a. 


4.12.1 Comparative Study of Alternatives to CFC 12 in Domestic Refrigerators 


In domestic refrigerators, the inside air is cooled through natural convection by 
the evaporating refrigerant, and the refrigerant is also condensed through natural 
convection by the outside air. In frost-free refrigerators, however, a fan is used to 
circulate air between freezer compartment and the evaporator coil. Both in the 
evaporator and the condenser, one side fluid is very low thermal conductivity air. 
This results in very low heat transfer coefficients. Hence, air-side coefficient be- 
comes the controlling coefficient. The overall heat transfer coefficient is lower than 
this controlling coefficient. Accordingly, whichever be the refrigerant used, the 
overall coefficient would not change. Hence, if an alternative refrigerant is used in a 
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refrigerator in place of CFC 12, it would not be necessary to change the evaporator 
and the condenser. Only the compressor, its motor and the capillary tube would have 
to be changed. 

Ashok Babu’ has carried out an exhaustive theoretical analysis of five pure 
refrigerants R 290, R 22, R 134a, R 152a and R600a, and the binary mixture 50% 
R 290 + 50% R 600a for finding out the suitability of alternate refrigerants, and for 
investigating the required modifications. 

Analysis was done by Ashok Babu on a 165L, 89W refrigerating capacity, 
4.33 сш? piston displacement refrigerator operating on the standard rating cycle as 
described in Fig. 3.21. The pressure drops Ap, and Ap, at suction and discharge 
valves were assumed as follows: 


For R 290 and R22 Ap, — 0.2 bar, Ap, = 0.4 bar 
For К 12, К 134a and R 152a Ap, = 0.1 bar, Ap, = 0.25 bar 
For R 600a Ap, = 0.03 bar, Ap, = 0.05 bar 


The operating parameters are given in Table 4.11. Two sets of calculations were 
done for performance parameters: 

(i) One using the same R 12 compressor with alternate refrigerants considered as 

drop-in substitutes. 
(ii) Another with an appropriate sized compressor to obtain the same refrigerat- 
ing capacity of 89 W with different refrigerants. 

The results of calculations are given in Tables 4.12 and 4.13 respectively. From 
Table 4.12 itis clear that the higher boiling R 600a, R 152a and R 134a give decreased 
capacity and the lower boiling R 22 and R 290 give increased capacity. 

Further comments about the respective alternatives are as follows: 


R бода (Isobutane) It has very large volume of the suction vapour V */ Ny» about 
1.8 times that of R12. Hence, it requires a much larger sized compressor. Pressure 
drop across the capillary is the lowest. Hence, R 600a requires a slightly shorter 
capillary than 3m of R 12. Further, К 600a has lowest value of у Hence, it has the 
lowest discharge temperature and, therefore, lowest winding temperature inspite of 
it having the highest pressure ratio. However, it has vacuum in the evaporator. Ex- 
periments show that it requires 1.75 times the size of R 12 compressor. 


R 152a (Difluoroethane) and R 134a (Tetrafluoroethane) Both these higher 
boiling substances have similar characteristics except that R 152a has slight vacuum 
in the evaporator at —25?C, and that the discharge temperature of R 152a is much 
higher because of its higher value of у Otherwise, both refrigerants require larger 
displacement compressors, viz., 1.35 times for R 134a and 1.43 times for R 152a. 

Further, pressure drop in R 152a capillary is the same as in the case of R 12. 
R 134a has larger pressure drop, 13.85 bar, as against 12.37 bar for R 12. However, 
the exact capillary size needs to be calculated in each case according to т, p, — р, 
and thermophysical properties. 

From Table 4.12, it can be seen that the refrigerating capacity is 61 W with 
R 134a as against 89 W for R 12. To obtain a capacity of 89 W with R 134a as well, 
the following modifications can be considered: 
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(1) Using a next higher size compressor available with the manufacturer, having a 
displacement of 5.52 cm? in place of the existing 4.33 cm? of R 12 compressor. 
(1) Increasing evaporator temperature from — 25°С to —23°C. 
(11) Increasing liquid subcooling to 20 kJ/kg. 


R 22 and R 290 (Propane) Both these are lower boiling and higher pressure 
refrigerants. Hence, they require much smaller displacement compressors, coupled 
to slightly larger motors. As seen from Table 4.13, R 22 requires only 0.49 times the 
size of R 12 compressor, and R 290 requires about 0.56 times. Both require longer 
capillaries due to larger pressure drops. 

Note that R 22 has the highest discharge temperature due to a very high value of 
у However, propane has low discharge temperature as compared to К 12. James and 
Missenden? have done studies on the use of propane in domestic refrigerators. 


50% R 290/50% R 600a Mixture Тһе binary mixture of equal proportions of 
R 290 and R 600a has nearly the same pressures as R 12. It also has the same pres- 
sure drop across the capillary as К 12. Table 4.13 shows 13.996 larger piston 
displacement required for the mixture compressor. However, experiments show that 
the mixture gives only about 8% less capacity using R 12 compressor. Again, the 
anamoly is due to assumption of pressure drops and heat transfer characteristics in 
the compressor. It is thus found that the equal mass R 290/R 600a mixture can be 
used as a drop-in substitute for R 12. 

A point to be kept in mind, however, is the fact that the mixture undergoes 
temperature glide during boiling and condensation. If the composition is slightly 
affected, it may cause instable operation in the refrigerator. 


4.12.2 What if R 22 or К 290 is Used as а Drop-in Substitute in R 12 
Refrigerator? 


If R 22 is charged in a R 12 refrigerator, it will result in instant burn-out of the 
hermetically sealed unit. The consequences of the sequence of events that follow are 
as given below: 
(i) Due to the very high value of y for R 22, its discharge temperature is the 
highest. 

(ii) Coupled with higher mass flow rate of R 22, basically on account of higher 
pressure and smaller specific volume of suction vapour, it will cause increased 
load on the compressor motor. 

(iii) There will also be an increase in the amount of heat rejected in the condenser 
due to increased refrigerating capacity and work input. 

(iv) Finally, the pressure drop required in R 22 capillary is greater, 19.74 bar, as 
against 12.37 bar for R 12. Accordingly, the pressure of the refrigerant at 
outlet if same capillary is used would be much higher than 2.01 bar corre- 
sponding to — 25?C evaporator temperature. This higher suction pressure 
would have a snow-balling effect: It will lead to even further increases in 
mass flow rate, work done, discharge temperature and pressure, winding 
temperature, and so on. 

On the other hand, things are much better with К 290 (Propane). Both on account 
of lower p,/p, and lower у the discharge temperature of propane is much lower than 
those of either R 22 or R 12. However, the other two problems remain with R 290 viz., 
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(i) smaller specific volume of suction vapour in compressor, and 
(ii) higher evaporator pressure because of using same undersize capillary. 
Hence, the motor would be overloaded, resulting in eventual burn-out. 
The advantage of R 290 is its relatively lower discharge temperature. 


Note Accordingly, if compressor cylinder size is reduced by 44% keeping the size of the 
motor same, and capillary length is suitably increased, there is no reason why R 290 
could not be used in place of R 12. In fact, R 290 compressor runs cooler than R 12; of 
course, R 600a compressor runs cooler than even R 290. The mixture is the best. 


4.12.3 Starting Torques of Motors 


Starting torques (7) of compressor motors are calculated on the basis of difference of 
discharge pressure and suction pressure and displacement volume of compressor. 
Thus 


1 
T= 2 (рь = ро)У, 


The inertia forces һауе not been taken into account іп this expression. Also, 
viscosity of refrigerants has not been considered. Oil effects on starting torques are 
also involved. 

In Table 4.13, the starting torque requirements for appropriate sized compressors 
to produce the same refrigerating capacity of 89 W for different refrigerants—as 
calculated from the above expression—are listed. It is seen that R 134a (4.17 Nm), 
R 152a (3.96 Nm) and R 600a (2.93 Nm) demand higher starting torque motors than 
R 12 (2.77 Nm). Therefore, if available R 12 compressors of required larger 
displacement volumes are used with these substitutes, the starting torques of the 
motors could be inadequate, and starting problems might result. The motor could 
trip constantly. 

In fact, the problem does exist in the cases of R 134a and R 152a. The solution to 
the problem is either to change the motor to a higher torque one, or to increase the 
starting torque of the existing motor by putting a capacitor in series with the starting 
winding. 

The problem does not occur in the case of R 600a as the difference (p, — po) is 
small. But, it requires a larger У,, and hence a higher starting torque of 2.93 Nm as 
against 2.77 Nm for R 12. But a larger displacement R 12 compressor would have a 
motor which would have a starting torque greater than 2.93 Nm, even if it is 
designed for К 12, because its p, — ро is much more than that of К 600a. 


4.12.4 Motor Ratings 


R 134a, R 152a and R 600a require larger displacement compressors. The use of a 
larger displacement compressor, designed for R 12-without changing the motor 
installed in it which has a higher rating—would result in increase in energy con- 
sumption due to low efficiency as a result of operation under part-load conditions. 
The motor would have to be changed to a required lower rating motor so that it does 
not have to run at part loads causing increase in energy consumption. 

In the case of R 134a, since the energy consumption is about 50% more than in 
the case of R 12, the motor rating may have to be increased. 
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On the other hand, R 22 and R 290 require smaller displacement compressors. The 
smaller displacement R 12 compressor would have a lower rating motor installed in it. 
The motor would, therefore, need to be changed to a required higher rating. 

4.12.5 Refrigerant Charge 


The quantities of refrigerants charged by Ashok Babu in his experiments on 165L 
refrigerator are given in Table 4.14. 


Table 4.14 Quantities of refrigerants charged 


Refrigerant Quantity Charged in Grams 


R12 120 
R 134a 135 





R 152a 66 
R 600a 60 
50% К 290/50%/R 600a 40 





In the experiment, these quantities are about 33% more than otherwise required 
due to the instruments, connecting lines, etc. The R 12 charge specified by the 
manufacturer was only 90 g. 

Note that refrigerant change with hydrocarbons R 290 and R 600a is very small. 
This is essentially due to their very high latent heat of vaporization, and hence very 
low mass flow rate. 


4.12.6 Summary of Factors Favouring/Disfavouring Use of Alternatives in 
Domestic Refrigerators/Water Coolers 


Table 4.15 gives a summary of factors favouring and/or disfavouring use of each of 
the alternatives. In this summary, R 22 has been simply ruled out because of its very 
small piston displacement required, and because of its very high discharge and 
winding temperatures, and also because it is an HCFC. 


Table 4.15 Favourable and unfavourable factors of alternatives for use in domestic 
refrigerators 


Refrigerant Favourable Factors Unfavourable Factors 


R 290 . Zero GWP. 1. Flammable. 
2. Compatible with mineral oil. 2. Not very suitable at high 
ambient conditions of 43°C. 
. Positive pressure in evaporator. 3. Very small piston displace- 
ment compressor required. 
May be suitable for large size 
refrigerators 





. Low discharge and winding 
temperatures. 

. Low power consumption with 
appropriate size motor. 

. Low starting torque motor required. 

. Small refrigerant charge required. 

. Easily available. 





(Contd) 
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Refrigerant Favourable Factors 
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Unfavourable Factors 





R 134a 1. Non-flammable. 


2. Evaporator pressure positive. 


3. Discharge and winding tempera- 
tures lower than R 12. 


. Zero GWP. 
2. Compatible with mineral oil. 


. Lower starting torque motor 
required in comparison to R 134a. 


. Zero GWP. 


. Compatible with mineral oil. 

. Lowest system pressures. Very 
light construction. 

. Very low discharge/winding temp- 
eratures. Compressor runs very cool. 

. Low energy consumption if appro- 
priate rating motor used. 

. Lower starting torque motor required 
in comparison to R 134a and R 152a. 

. Quantity of charge very small. 

. Easily available. 


50% R 290 1. Zero GWP 

t . Compatible with mineral oil. 

5096 R 600a 

Mixture . Pressures same as in R 12 
system. Almost like a drop-in 


substitute. 


. Low discharge/winding temperatures. 


. Quantity of charge very small. 
. Easily available. 





. Higher GWP than R 152a, etc. 
. Synthetic oil used highly 


hygroscopic causing moisture 
and oil choking problems. 


. Stringent oil quality and 


perfect workmanship required. 


. 50% greater energy consu- 


mption compared to R 12. 


. Highest starting torque motor 


required. 


. Inertness between refrigerant, 


oil and Cu and winding 
enamel not yet established. 


. Slightly flammable. 
2. Slight vacuum in evaporator 


at -25°C 


. High discharge/winding 


temperatures. 


. Higher starting torque motor 


required in comparison to R12. 


. Flammable (but quantity of 


charge very small in refrige- 
rators). 


. Flammable 
. Temperature glide during 


evaporation and condensation. 


. Leaks and composition 


imbalance affects 
functioning. 


Itis thus seen that both the hydrocarbons, R 290 and R 600a, have many factors 
which make them suitable for use in domestic refrigerators in place of R 12. 
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Note Neither hydrocarbons because of their flammability, nor R 22 because of high pres- 
sures and temperatures, would be suitable for use in car air conditioners. R 134a has been 


chosen-for automotive air conditioning. 





Example 4.1 Implications of Charging Propane in В 12 Refrigerator 
Figure 4.3 shows the p-h diagram of R 12 cycle in an 89 W domestic refrigera- 
tor. State 1 "leaving evaporator is at — 15?C. 

State 1 after regenerator and at the епа of suction line is at 32°C. Process 3-3” 
represents subcooling in regenerative heat exchanger between vapour and liq- 
uid. State 3 leaving condenser is at 40?C. 

What will be the results of charging this refrigerator with propane without 
changing hermetic compressor? Find to the first approximation. 


ооо 
S 38 
cop = 1193 = 209 
7 555 ~ 
|“ 12 128°C 
5 _|.. 04 = 0.1624 m3/kg 
9. 1.228 

















о о ч = с 
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Fig. 4.3 R 12 cycle for refrigerator in Example 4.1 


Solution Figure 4.4 shows the standard refrigerator cycles with propane. 


_ 279.3 _ 
СОР = S3 = 2.07 
|" 420°C 
5 | 04 = 0.27165 m3/kg 
2 2.022 
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Fig. 4.4 Propane cycle for refrigerator in Example 4.1 


Mass flow rate of refrigerant, piston displacement, motor watts and heat rejected 
in condenser for R 12 refrigerator are as follows: 
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Q _ 89 x 10? 

4 1158 
У, = (то) 19 = 7.68 x 107 (0.1624) = 1.247 x 10^ m?/s 

(Wp 12 = Gitw)g 12 = 7.68 х 107 (55.5 x 10°) = 43 W 

(Ору 12 = (Тара 1 = 7.68 x 107 (192 x 10?) = 147 W 


With the same compressor, and hence for the same piston displacement, we һауе 
with propane 


(Ту = = 7.68 x 10^ kg/s 


TON V, _ 1247 x 107 
© 0.27165 

( Qo )g 290 = (Ift 4929-4-59 x 107 (279.3 х 10°) = 128 W 

(Ж ја 299 = (7 w)g 299 = 4.59 x 107 (135 x 10?) = 62 W 

(О )g 290 = Cit ара 290 = 4-59 x 107 (467.5 x 10°) = 215 № 


We clearly notice the following advantages in using the hydrocarbon HC 290 in 
place of CFC 12: 


(i) Refrigerating capacity is increased from 43 W to 62 W, viz., by 44%. 
(ii) COP nearly remains the same. 
(iii) Discharge temperature is lowered from 128°C to 120°C. 





= 4.59 x 10 kg/s 


However, еге аге implications іп charging К 290 as a ‘drop-in’ substitute in а 
R 12 refrigerator without changing compressor, which are as follows: 
(i) Refrigerant mass flow rate requirement decreases, due to higher latent heat 
and refrigerating effect of R 290 
279.3 = (dor 290 > (Gor 12 = 115.8 kJ/kg 
(ii) Refrigerant mass flow rate handled by compressor decreases due to large 
specific volume of R 290 suction vapour 
0.27165 = (©)к 290 > Dp 1 = 0.1624 m?/kg 
This reduces mass flow handled by compressor as below: 
4.59 x 10 * = (rh )g 299 < (rh )g 12 = 7.68 x 10 ^ kg/s 
(11) Conditions (1) and (ii) are complimentary. However, the effect of higher 
latent heat is greater. As a result, in spite of the larger specific volume and 
hence smaller mass flow rate handled, the same compressor gives more 
capacity, and correspondingly increases heat rejected in the condenser for 
R 290 because of its higher latent heat of vaporization. Thus 


128 W = (Qo )r 290 > (Qo) 12 = 89 W 
215 W = (Ору 290 > (Qk )к 290 = 147 W 
(iv) Motor watts increase for К 290 along with higher refrigerating capacity. 
62 W = (W)g 290 > (Wp 19 = 43 W 


This will result in considerable overloading and overheating of motor. Conse- 
quently, it may burn out inspite of the lower discharge temperature of R 290. 
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(v) Due to the enormous amount of heat to be rejected, and use of the same 
condenser, the condensing temperature and pressure and hence discharge 
temperature would rise. In case, the mean cooling medium temperature is 
assumed to be 38°C, the AT across R 12 condenser would be (АТ,)ь = 
55 — 38 = 17°C, and that across R 290 condenser would be 


(0) 599 
(АУ = (AT Dri —— 
WR 290 k)R12 (д) 


21 
= 17 2m = 25°С 
147 
Hence, the condensing temperature and pressure with R 290 would be 
(PIR 290 = 22.582 bar 
And the isentropic discharge temperature would be close to 145-1509С 
(much above 120°C). 
(vi) Further, if the effect of using the same capillary is also considered, we see that 
the pressure drops required are as follows: 





Condenser pressure 


Evaporator pressure 


Pressure drop 
in capillary 





Then, assuming same pressure drop as in R 12 capillary, viz., 12.382 bar, and 
neglecting the difference in thermophysical properties, we see that the pressure 
of propane at exist from the capillary and entering the evaporator would be 
(Po) R299 = 22.582 — 12.382 = 10.2 bar 

This will correspond to an enormously high evaporation temperature of 28°C 
instead of — 25°C. It will also start a vicious cycle of a very high density of 
suction vapour, extremely large mass flow rate, capacity, motor watts, heat 
rejected in condenser, condenser temperature and pressure, discharge tem- 
perature, etc. 





Example 4.2 Make suggestions regarding changes to be made if R 12 in the 
refrigerator in Example 4.1 is to be replaced with propane. 


Solution Mass flow rate of propane required for the same refrigerating capacity 
of 89 W 


. _ 0.089 
m= — 


=3.18x 107 kg/s 
2793 


Compressor 
Theoretical piston displacement required 


V, = 3.18 x 10 (0.27165) = 8.64 x 10? m/s 
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The piston displacement must, therefore, be reduced to 


ІЛ _ 864 x 107 


M 1247 x 1074 


- 0.53 





viz., to 53% of R 12. 
Motor Watts 


W =3.18 х 10 (135 х 10°) = 43 W 


Note Hence, we need a new hermetic compressor with 47% less piston displacement but 
with the same size motor. 


Condenser О; = 3.18 x 10" (467.5 x 103) = 149 W 
Heat transfer required is the same as in К 12 refrigerator. 
Evaporator 


Heat transfer required is same as 89 W. 


Note The sizes of condenser and evaporator remain the same. Any change would 
depend upon the difference in thermophysical properties. 

Capillary Tube 

Pressure drop required is 17.034 bar. Existing capillary gives 12.382 bar with R 12. 
Hence, a capillary of longer length is required with propane giving the required mass 
flow rate of 3.18 x 10 kg/s of R 290. 





4.13 ТУ. SUBSTITUTES FOR СЕС 11 

d- 
R 11 Chillers represented one of the most efficient application of electrical energy 
in air conditioning. 

The substitute for R 11 must have high molecular mass and N.B.P close to that of 
R 11 of 23.7°C. The substance having N.B.P. close to this is R 123 as seen from 
Table 4.6. HCFC R123, therefore, has been found to be the most favoured transi- 
tional alternative to CFC R11. It is close to a drop-in substitute, although it gives 
about 10-15% reduction in capacity. Toxicity of R 123 is relatively high compared 
to R 11. Due to the toxicity of R 123 and because of it being HCFC, it is very critical 
to identify a long term substitute for R11. 

Apart from HCFC123, Beyerlien et al. V have suggested some fluorinated propanes 
and butanes as CFC and HCFC substitutes. And, Adcock et al! have suggested some 
fluorinated ethers, HFEs, as a new series of CFC substitutes. A comparative study of 
CFC11 and these substances was made by Devotta et al.!8 HFC 245 fa (Pentafluoro 
propane) and HFE 143 ether have their properties and performance parameters very 
close to those of R 11. Comparison of all four is given in Table 4.16. 

Note that the ether is flammable, and flammability index of pentafluoropropane 
is uncertain. 

While the search is on for a long term alternative to R 11 in large capcity air 
conditioning units, R 22 would continue to be used in the transitional period with 
screw compressors, R 123 with centrifugal compressors and R134a with both screw 
and centrifugal compressors. 


The McGraw-Hill companies 


170 Refrigeration and Air Conditioning 


Table 4.16 Comparative Data for СЕС 11, HCFC 123, HFC 245fa 
(Pentafluoropropane) and Ether for t, = 40°C and t, = 0°C 


HCFC 123 HFC 245 fa HFE 143 





Formula СНСІ,-СЕ; С; Н; Е; CH, FO CHF, 
Mol. Mass 152.9 135.0 100.0 

la C 183.68 154.1 186.83 

ро MPa 3.662 3.64 4.141 


N.B.P., °C 27.82 14.9 30.06 
Po, MPa 0.03265 0.054 0.029 
рь MPa 0.15447 0.252 0.145 
qo. KJ/kg 141.0 151.7 231.91 
ү“ m*/MJ 3.164 2.816 3.312 
СОР 6.1 5.861 6.023 





~) 
4.14 Uh '.. SUBSTITUTES FOR HCFC 22 


It is seen that short-term substitutes for HCFC 22 remain HCFC 22 by itself, and 
HFC 134a both. HFC 134a may well remain the long-term substitute also if no other 
suitable refrigerent is found. 

However, the average of bubble and dew temperatures of HFC R 407C, a mixture 
of К 32, К 125, and К 134a, is closest to -40.8°C the N.B.P. of HCFC 22. Апа R 410A 
is a near azeotropic mixture of HFCs R 32 and R 125. At present, these two blends аге 
serious contenders to replace HCFC 22. 

Another HFC blend is R 404A (see Table 4.9). Other blends of HFC 32, HFC 
134a etc., may also be found till the deadline of 2030. 

Table 4.17 compares the performance parameters of HCFC 22 with the blend 
R 407C of К 32/R 125/R 134a (23/25/5246), and azeotropic mixture R 410A of К 32/ 
R 125 (50/5096). 


Table 4.17 Comparison of Performance Parameters of R 407C and R 410A with HCFC 
22 for t, = 40°C and tọ = 0°C 





HCFC 22 R407C R410A 
iC 96.15 86.03 71.36 
рг, MPa 4.99 4.63 4.903 
N.B.P.,°C — 40.81 Bubble Dew Bubble Dew 
- 43.63 - 36.63 -51.44 -51.36 
р, MPa 0.498 0.5 0.8 
t °C 0 - 3.85 + 2.36 - 0.03 + 0.08 
рь MPa 1.5336 1.7 24 
tp °C 40 43.78 38.84 39.56 39.68 
до KJ/kg 155.4 152.1 155.8 
т, кој МЈ 6.435 6.5733 6.55 
01, пука 0.0471 0.04687 0.03262. 
У", m'/MI 0.303 0.308 0.2137 
у, kJ/kg 25.0 20.4 28.7 


СОР 5.8 5.1 6.2 
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Note that R407C boils through —3.85°C to +2.36°C to give a mean refrigeration 
temperature of 0°C at 0.5 MPa. It condenses through 43.78°C to 38.84°C to give a 
mean condensation temperature of 40°C. So it boils and condenses over a range of 
temperatures of 6.2 and 4.9°C respectively. Hence, evaporators and condensers have 
to have counter flow designs. Issues relating to separation of refrigerant and oil in 
the evaporators have also to be examined. 

Further, R 407C has much lower COP. But R 407C does have closely similar 
operating characteristics to R 22. 

On the contrary, R 410A is nearly an azeotropic mixture. Its boiling and conden- 
sation ranges are negligible. It is like a pure substance. However, it is a much 
lower-boiling refrigerant than HCFC 22. Hence, it has high pressures. 

But it is shown that R 410A has higher COP. 

And higher evaporator heat transfer coefficients of R 410A have facilitated 
sysyem designs with more, not less, dehumidification (refrigeration) capability as 
compared to R 22. 

However, as the critical temperature of R 410A is lower, there is a recognized 
performance degradation at elevated ambient temperatures. This has effect on dehu- 
midification capability. 

On balance, performances of R 410A and R 22 systemes are comparable. Hence, 
it is being used as a substitute to R 22. 

For the values presented in Table 4.17, see Example 4.3 for calculations. 

Note that R 134a, a medium pressure refrigerant is being used in Europe in 
conjunction with variable speed screw compressors that are competetive to R 22. 

Thus, there is no clear refrigerant choice for future equipment to replace R 22 
after 2030. 


4.15 ТУ. SUBSTITUTES FOR СЕС К 502 


R502 is an azeotropic mixture of HCFCs К 22 and К 115 in 50/50% proportions by 
mass. Its N.B.P. is — 45.6°C. 

A new azeotropic mixture R507A formed by blending HFC 134a and HFC 125 in 
50-50% proportions by mass, and near azeotropic mixture R 404A formed by HFCs 
R 125/R 143/R 134a in 44/52/4% proportions make attractive alternetives. 

Where as R507A is an azeotrope having N.B.P. of – 46.74°С which is very close 
to the N.B.P. of R 502, R 404A boils through a range from – 46.22°C to – 45.47°C 
at 1 atm pressure of 0.10132 MPa. 


Note Small deviations from azeotropic behaviour occur for R 507A. Table B.17 in the 
Appendix gives averages of dew and bubble pressures for any given temperature. 


4.16 uU ATMOSPHERIC GASES AS SUBSTITUTES FOR 


CFC REFRIGERANTS 


Concern for protecting the environment is on the rise. It is, therefore, suggested that 
the existing atmospheric gases themselves be used as refrigerants. These are air, 
water vapour, carbon dioxide, hydrogen, ammonia, etc. 
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While ammonia is already a very popular refrigerant in industrial applications 
such as cold storages and ice plants, its application can grow further. This has 
already put a stop to the replacement of ammonia by HCFC R 22. 

It is, however, a challenge to thermal engineers to adapt water and other inert 
atmospheric gases in varied applications and high performance refrigeration systems. 

Air cycle refrigeration (Chapter 11) is already used in aircraft air conditioning. 
Normalair-Garrett of UK, in cooperation with Hagenuk Faiveley of Germany, have 
devised the system that uses air cycle technology for car air conditioners. 
Environmental concerns have breathed life into natural refrigerant technologies 
including air cycle. 

Hydrogen is also used as a working substance in Stirling-cycle in a Philips gas 
liquifier (Chapter 11). With modifications, it can be adapted for other common 
applications. 

Water vapour refrigeration is used in steam ejector system (Chap. 13) driven by 
motive steam in very large capacity air conditioning plants. 

Carbon dioxide was used as a refrigerant toward the end of nineteenth century. 
Since its critical temperature is low (31°C only), it cannot be condensed in high 
ambient conditions. But it can be used in a supercritical vapour compression cycle. 
Improving its COP, however, offers a challenge to thermodynamics engineers. 


4.16.1 Supercritical Vapour Compression Cycle with CO, as Refrigerant 


Figures 4.5 and 4.6 show the supercritical vapour compression cycle with CO, (R 744) 
as refrigerant on 7-s and p-h diagrams respectively. The following operating 
conditions have been chosen for air conditioning cycle: 

Evaporation temperature 22 (ро = 36.8 bar) 

Compressor discharge/Cooler pressure 100 bar 

Temperature т; after cooler coil 50°C (323 К) 





323 
285 





T, K ——> 





275 











S —> 


Fig. 4.5 Supercritical vapour compression cycle with CO, on T-s diagram 
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100 





po = 73.7 


36.8 


p, bar ——» 

















173.7 
208.5 
315.6 
350.3 
394.7 


h, kJ/kg ——> 


Fig. 4.6 Supercritical vapour compression cycle with CO, on p-h diagram 
Assuming 20°C superheating of vapour in regenerative heat exchanger, the prop- 
erty values and calculations are as follows: 
h, =315.6 kJ/kg, sı = 1.157 kJ/kgK hí = 350.3 kJ/kg 


hy = 394.7 kJ/kg, 2) = 0.014917 тука 
hy = 208.5 kJ/kg, л, = 173.7 kJ/kg 


h =h 122 _ 


COP, = = = 1.82 
h -h 791 
w= 20004 (79.1) = 1.95 kW/TR 
142.2 
из. (0.014917) = 3.7 x 107 m?/s (TR) 
1422 


Results for discharge pressures of 80, 100 and 120 bar, and varying degrees of 
superheats are given in Table 4.18 


Table 4.18 Performance parameters of CO, at tọ = 2°C 


Discharge pressure — Superheat 
bar °C 
80 10 
20 
100 10 





20 
30 
10 
20 
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It is observed that high-side pressure of 100 bar is optimum, and superheating of 
vapour by 30°C gives higher COP. This corresponds to a maximum possible suction 
temperature of 32°C. 


4.17 ТУ. USING MIXED REFRIGERANTS 
The diversification of the refrigeration and air-conditioning industry has led to a 
continuous search for newer working substances adapted to specific applications. 
The commonly used fluorocarbons are limited in number and there are gaps in their 
characteristics owing to their chemistry which need to be filled. The introduction of 
mixtures in compression refrigerating machines is a step in that direction. 

Mcharness and Chapman”, and Downing”? had made experimental studies on a 
number of refrigerants and their mixtures. Varying the capacity of a refrigerating 
machine using varying proportions of different refrigerants has now become a well- 
known possibility. 

The most important property of a mixture is the range of temperature at which it 
boils or condenses. This enables it to achieve non-isothermal refrigeration, and when 
used in applications involving cooling at a range of temperatures, it results in a 
higher COP and consequent power saving. " 

Further, some mixtures form azeotropes which have interesting possibilities. 


4.18 Chat -. BINARY MIXTURES 

a 
Two properties are required to define the thermodynamic state of a pure substance. 
If, however, the state is saturated, only one property needs to be known. 

A binary mixture consists of a higher boiling and a lower boiling component. In 
the case of a binary system, three independent properties are required to define the 
state, and two properties when the state is in an equilibrium saturated liquid state or 
saturated vapour state. One of these properties is invariably the composition. 


4.18.1 Measures of Composition in Mixtures 


Consider a liquid and/or vapour mixture of two substances. The number of moles of 
components in the mixture are п, and n,. Then, the sum 

n=n +m 
holds for each phase separately. Let x, and x, denote the mole fractions of the two 
components in the liquid phase. Then, 


x= 4, х= 12, Хр + =1 
п n 
Similarly, for the mole fractions y, and y, in the vapour phase, we have 
yı+y =l 


The relations between masses m, and т, moles n, and n, and molecular masses 


M, and М аге 
m =n Му, т=п М 
> т= т + т = п M,+n,M,=nM 
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where M represents the effective molecular mass of the mixture. Thus, 
1 
M= Č = – (n, M, +n, Mj) 
n n 


=x, M, + x, M, for liquid mixture 
= у, M, + y, M, for vapour mixture 
If E and e represent mass fractions in liquid phase, then 
M, x М, х 
1, 1% L 2 X L 
= = 1 — , = = 1 = (4.27) 
8 M, x, + М, x; 2 а M, x, + М, x 8 
Similarly, for mass fractions ву апа E in vapour phase, we have 
M, у, 


M, y 
f= -1- ő”, GE = => 
М, yi + М, у М, yi + М, у 








=1- é” (4.28) 


Тһе relation between mass fraction and mole fraction is expressed as follows: 
& М; 


x огу 
6, M, +o, M, 





(4.29) 


4.18.2 Temperature-Composition Diagram 


The nature of this diagram is shown in Fig. 4.7 for any given pressure p. The 
saturation temperatures of the two components at pressure p аге tf" and 15", the 
superscript sat denoting the saturation state of the pure substance. The temperature 
tp, at which a liquid mixture begins to boil is called the bubble point temperature. A 
curve can be drawn passing through all such points for various liquid compositions 


&= &, as shown in Fig. 4.7. This is called the bubble point curve. It is the locus of 
saturated liquid states for the mixture. 






























р = Constant 
5 G Superheated 
15 atu, . Vapour 
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Composition x, y —» 


Fig. 4.7 t-x-y diagram of binary mixtures 
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Similarly, the temperature tp at which a vapour mixture begins to condense is 
called the dew point temperature. А curve passing through all such points is called 
the dew point curve. It is the locus of saturated vapour states for the mixture. The 
region below the bubble point curve is the subcooled region, and that above the dew 
point curve is the superheated region. The region between the two curves is the 
liquid plus vapour region. The states on these curves are the saturation states. Any 
state A that falls in the liquid plus vapour region comprises of equilibrium states L of 
saturated liquid, and V of saturated vapour. The compositions of the two are £^ and 
£ and the overall composition £at A is given in terms of the fraction z of vapour and 
(1 — z) of liquid as given in Eq. (4.30) 

=z + (1- 24 (4.30) 

It may be noted that there will be a different loop like the one in Fig. 4.7 for each 
pressure. 

Thus, when a subcooled liquid of composition x at F in Fig. 4.7 is heated it will 
first rise in temperature till it reaches the bubble temperature ty at B/L when it begins 
to boil. The first vapour bubble that is formed is at V having the composition y. As 
the boiling proceeds, the temperature rises. Subsequent states during boiling are 
along the vertical such as point A at the same overall composition with liquid at L’ 
and vapour at V' in equilibrium. When boiling is complete, the vapour is at D/V" at 
dew temperature tp. The last drop of liquid to vaporize is at L”. 

Further heating will result in superheating of vapour to G. When superheated 
vapour at G is cooled, the reverse processes of desuperheating to D, condensation to 
B, and subcooling to F will take place. 

Itis observed that the temperature glide/range during evaporation and condensation 
is equal to the difference in dew and bubble temperatures (tp — ір) for the composition. 

The temperature-composition diagram represents vapour-liquid equilibrium of 
mixtures at constant pressure. A counterpart to this diagram is the pressure compo- 
sition p-x-y or p — 4 diagram at constant temperature as shown in Fig. 4.8. 


t = Constant 
Subcooled 
Liquid T p? 


B 









Bubble 
Pressure 
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* рр 
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Py 


Pressure, kPa ——> 
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Vapour 
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Fig. 4.8 р-х-у Diagram of Binary Mixtures 
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At a certain temperature for a given composition of the mixture, the pressure at 
which it begins to boil is called the bubble pressure рр, and the pressure at which 
it begins to condense is the dew pressure рр. Both these pressures are shown in 
Fig. 4.8. It is seen that dew pressure is lower than bubble pressure unlike dew 
temperature which is higher than bubble temperature. It merely states the fact that 
the higher the boiling point the lower the boiling pressure. 

It may be pointed out that instead of the mole fractions x and y, compositions can 
be expressed in terms of mass fractions £^ and é” also. 


4.18.3 Enthalpy-Composition Diagram 


Figure 4.9 shows the nature of the enthalpy-composition diagram. Points ћу and hy, 
represent the enthalpies of the saturated liquids of the two components, and һ, and 
ћ those of the saturated vapours, at pressure p. At any composition é at a point A in 
the liquid plus vapour region for the mixture, the enthalpies of equilibrium saturated 
liquid and saturated vapour states L and V are h” and л" respectively. Then, the 
enthalpy at A is given by Eq. (4.31) 
h 2 zh" + (1 – о (4.31) 
Figure 4.9 also shows the constant temperature lines іп the subcooled region. Тһе 
line joining the equilibrium states such as L and V represent constant temperature lines 
in the two-phase region, and are called Не lines. Again, there will be a pair of curves 
for saturated liquid and saturated vapour mixtures for each pressure. 
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Fig. 4.9 Enthalpy-composition diagram of binary mixtures 


4.18.4 Pressure-Enthalpy Diagram of a Mixture 


Fig. 4.10 shows the pressure enthalpy diagram of a mixture. 
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tk, 




















h — 


Fig. 4.10 Temperatures on pressure-enthalpy diagram of a mixture 


The condensation and evaportion liness, 2 — 3 and 4 — 1, are horizontal at constant 
pressure, the throttling process line 3 — 4 is vertical at constant enthalpy, and the com- 
pression process line 1- 2 is isentropic as in the case of a pure substance. The only 
difference between pure substance and the mixture are the changes in temperature 
during condensation and evaporation. Thus 

5-і, жі 
апа t At, At, 

The temperature at 2’ is the dew temperature t g> and temperature at 3 is the 
bubble temperature at pressure p}. 

Similarly, temperature at 1 is the dew temperature at pọ and temperature at 4 is in 
between the bubble temperature / and dew temperature f, at po. 

Thus, condensation temperature is not constant at /,. It varies from fj, = t,to 
fy, = tp at Py 

Similarly, evaporation temperature is not constant at tọ. It varies from Го, to 
t,, = t, at ро. Both condensation and evaporation processes are non-isothermal. 
Subscripts f and g refer to saturated liquid (bubble temperature) and saturated 
vapour (dew temperature) states respectively. 

Further, average of tą, and г, may be made equal to 1,, and average of t; and 


Го, may be made equal to r,. 





Example 4.3 Comparison of HFC Blends R 407 and R 410A with HCFC 
22 Compare Py py qo У, СОР, 2, т, and V“ of R 407C and В 410A with those 
of HCFC 22 for t, = 0°C and t, = 40°C. 


Solution Refer Fig. 4.10 
(a) For HCFC 22 From the table of properties of HCFC 22 for t, = 0°C, 
t, = 40°С p, = 0.498 MPa p, = 1.5336 MPa v, = 0.0471 туКке 
Calculations give 
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40 = 156.3 kJ/kg 
w = 26.9 kJ/kg 
СОР = 5.81 
m = 6.435 kg/MJ 
У" = 0.303 m?/MJ 
(b) For R407C Choose p, = 0.5 MPa to get an average tọ = 0°C 
Bubble temperature f, = —3.85°C 
Dew temperature t, = 2.36°C 
Choose р, = 1.7 MPa to get average 1; = 40°C 
Bubble temperature t4 = 38.84°C 
Dew temperature 1; = 43.78°C 
From the table of properties of R 407C, we further have 


h, = 410.64 kJ/kg h, = 258.51 kJ/kg h; = 425.25 kJ/kg 
sı = 1.7735 kI/kgK sý = 1.7269 kJ/kgK 
C, at 1.7 MPa = 1.361 kJ/kgk 
Isentropic compression gives 


T. 

5, =5, C,In 2 = s, 
P T 
2 


Т, 
1.7269 + 1.3611 = 177 
69 + 1.361 In 22 35 


> Т, = 328 K (54.9°C) 
Hence h, =h + C, (Т, - Т3) 
= 425.25 + 1.361 (54.9 – 40) = 440.38 kJ/kg 
qo = h; – h; = 410.64 — 258.51 = 152.1 kJ/kg 
w = h, – h, = 440.38 – 410.64 = 29.74 kJ/kg 
COP = ‚= 5.11 
29.74 


7, at 0.5 MPa = 0.04687 т Ке 


1 
т = 2 = T = 6.5733 kg/MJ 
40 1524 
V. = mv, = 29.74 (0.04687) = 0.3081 m?/MJ 
(c) For R410A Similarly, Choose p, = 0.8 MPa and p, = 2.4 MPa 

From the table of properties of R 410A 

У = my, 
tj = — 0.03°C 8 = 0.08°С 


tz = 39.56°C 15 = 39.68°C 
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h, = 421.33 kJ/kg h4 = 265.52 kJ/kg ћу = 425.33 kJ/kg 
sı = 1.8102 kJ/kg К 55 = 1.7294 kJ/kgK 
C, at 2.4 MPa = 1.811 KJ/kgK 
v, at 0.8 MPa = 0.03262 m*/kg 
Calculations as in (b) give 
Т, = 328.5 K (55.3?C) 
до = 155.81 kJ/kg 


w = 25.3 kJ/kg 
COP = 6.2 
т = 6.55 Ке/МЈ 


V = 0.214 m'/MJ 





Note We see that R 410A has higher СОР than HCFC 22. The temperature range during 
evaporation is only 0.11°C. The temperature range during condensation is only 0.12°C. 


4.19 Cha -. CLASSIFICATION OF MIXTURES 
< ~ 

Mixtures can be classified broadly as miscible and immiscible. Miscible mixtures 
can be either ideal or non-ideal. Non-ideal mixtures may have positive deviation or 
negative deviation from Raoult’s law as described in the following sections. Some 
non-ideal mixtures may also form azeotropes. An azeotrope is a constant tempera- 
ture boiling mixture. Azeotropes may be minimum boiling or maximum boiling 
depending on whether the deviation from Raoult’s law is positive or negative. 


4.19.1 Ideal Mixtures 
The laws governing ideal mixtures are Raoult’s law for the liquid phase and Dalton’s 
law for the vapour phase. According to Raoult’s law, the partial pressures of the two 
components in a liquid mixture at temperature f are given by 
ру =X Pi" (4.32a) 
ра хара” (4.325) 
where рү“ and ру“ are the saturation pressures of the two components at tempera- 
ture т of the mixture, and x, and x, are the mole fractions of the components in the 


liquid phase. 
According to Dalton’s law for the vapour phase, the partial pressures are given by 
ру = ур. (4.33 а) 
рэ = Ур (4.33 b) 


where y, and y, are the mole fractions of the components in the vapour phase, and p 
is the total pressure, which is also given by Eqs. (4.32a) and (4.32b) as 


sat 


p =x pi" +x p) (4.34) 


This is named as Raoult’s law pressure. 
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Equation (4.34) can be used to find bubble temperature by iteration for a pressure 
p and liquid composition x,, x; of the mixture. Another relation can be derived as 
follows in Eq. (4.35) 








space i Ы Pa = M ы af 
Pi P2 Pi P2 
sat sat 
Di P2 
F p sat sat sat (4.35) 
Pi =) (pi = P2 ) 


Equation (4.35) can be used to find dew temperature by iteration for a given 
pressure p and vapour composition y,, у, of the mixture. 

And if the temperature of the mixture is known, Eqn. (4.34) can be used to find 
bubble pressure for given x, and Eqn. (4.35) to find dew pressure for given y. 

These set of equations can be used to draw the temperature-composition diagram 
for an ideal mixture. Equation (4.34) describes the variation of the total pressure of 
a mixture with composition. It is seen that it varies linearly with molar composition 
as shown in Fig. 4.11. 

















t = Constant 
(*) p sal 
P > DRaoult 
| PRaoult 
EE P < DRaoult 
рў c 
0 1 


x, y ——- 


Fig. 4.11 Bubble point (saturated liquid) curves on p-x-y diagram showing 
deviations from Raoult's law 


Another criterion of an ideal mixture is that the mixing of the constituents should 
cause no change in the average intermolecular forces of attraction. This amounts to 
saying that there is no change on mixing in the internal energy or volume. Accord- 
ingly, there is no evolution or absorption of heat on mixing. Thus, the enthalpy of an 
ideal mixture can be found by adding the enthalpies of the two components at the 
temperature and pressure of the mixture in proportion to the composition, i.e., 

hag hy + eh». 

Thus, from Figs. 4.7 and 4.9 the enthalpies at L and У are as given in Eqs. (4.36) 
and (4.37) 


The McGraw-Hill companies 


182 Refrigeration and Air Conditioning 


he = д [hy - Cy GP = ta) + & Ug + C (4 - 07] (4.36) 
ћу = & [hg - C, (th = Ала [А + Cp, (4 7:5] (4.37) 
where C; and C, are the specific heats of liquid and vapour respectively at constant 


pressure. The expressions in brackets represent pure component enthalpies hl and 
hl for the liquid phase, and ћу. апа ћу for the vapour phase. 





Example 4.4 Bubble and Dew Temperatures of Propane/Isobutane Mixtures 
(Illustrating Calculation Procedure) 

Determine the bubble and dew temperatures of, by mass, (1) 50% R 290 + (2) 
50% К бода mixtures at 14 bar апа 1.4 bar. 


Solution The molecular masses of R 290 and К 600a are M, = 44 and, M, = 58. 
Given 4) = 0.5 апа & = 0.5. From Eqn. (4.29), 


M é& 58 (0.5) 


- - 0.5686 
M, č + M, č 44(05) + 58(05) 





хрогу = 


Solving Eqn. (4.34) 
p =x py +хуру“ 
by iteration for x, = 0.5686 and x, = 1 — x, = 0.4314 for p = 14 bar, and 1.4 bar, we 
find that 
(te) 14 bar 24-39С 
(їв) дъаг = — 25°С 
Solving Eqn. (4.35) 
рі“ рэ" 
př — уу (př - ps") 
by iteration for y, = 0.5686 and y, = 0.4314, we get 
(tp) 14 bar — 62.7°C 
(tp) 1.4 bar = — 16.3°C 





р = 





4.19.2 Non-ideal Mixtures 


Non-ideal mixtures are distinguished from the ideal ones in two respects: 

(i) They show a marked change in volume on mixing in the vapour phase. 

(ii) There is either absorption or evolution of heat on mixing in the liquid phase. 

These two types of departures from ideal behaviour are characterised by devia- 
tions from (i) ideal gas equation of state and Dalton’s law in vapour phase, and 
(ii) Raoult’s law in liquid phase. 

A mixture with positive deviation from Raoult’s law exerts a higher vapour pres- 
sure than that given by the law at a particular temperature and composition as shown 
by the curve (+) for the saturated liquid states on the p-x diagram in Fig. 4.11. The 
same is also shown by a curve (+) on the /-х diagram in Fig. 4.12 which shows that 
the bubble temperatures of such mixtures are lower at a particular pressure and 
composition. 
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Mixing of components forming such mixtures is accompanied by the absorption 
of heat. Such a heat of mixing Ah,, is considered to be positive. The enthalpy of the 
liquid mixture is, therefore, higher than the enthalpy obtained by the summation of 
the liquid enthalpies of the two components in proportion to their compositions, viz. 


h = & hë + Eh} + АҺ, (4.38a) 





p = Constant 


sat 
P4 







tg > ів, Raoult 























ів, Raoult (-) 
| tg < 18, Raoult (4) psat 
0 x 1 
х—— 
y * 


Fig. 4.12 Bubble point (saturated liquid) curves оп t-x-y diagram showing 
deviations from Raoult’s law 


It is seen that the process of mixing is an endothermic reaction. The enthalpy of 
the mixture in the vapour phase remaining unchanged (equal to the sum of pure 
component enthalpies), this leads to a decrease in the latent heat of vaporization of 
the mixture. 

In contrast to the above, a mixture with negative deviation from Raoult’s law will 
have the following characteristics. 

(i) It will exert a lower vapour pressure than given by Raoult’s law at a particular 

composition and temperature as shown by curve (—) in Fig. 4.11. 
(ii) The bubble temperature of the mixture will be higher at a particular pressure 
and composition as shown by curve (—) in Fig. 4.12. 

(iii) Mixing of components results in the evolution of heat. The heat of mixing is 
thus negative. The enthalpy of the liquid mixture is, therefore, decreased 
resulting in an increased latent heat of vaporization. The process of mixing of 
liquids is exothermic, and the liquid enthalpy is given by Eq. (4.38 b) 


he = & hi + & һу - АҺ, (4.38 b) 
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An example of a mixture of the positive deviation type is a mixture of fluoro- 
carbons, whereas the NH, + H,O system is an example of a mixture of the negative 
deviation type. 





Example 4.5 Temperature-Composition апа Enthalpy-Composition Dia- 
grams for R 152а/К 22 Ideal Mixture 

Kim” suggested the use of R 152a/R 22 mixture in refrigerators. However, а 
refrigeration engineer proposes to use R 152a/R 22 mixture in place of pure 
К 22 in air conditioners. Draw t — б and h — ё diagrams for the binary system, for 
15 and 5 bar pressures, assuming ideal mixture behaviour (see Example 4.7 and 
4.6 also). 


Solution  Temperature-composition diagrams 


Molecular masses (М) р 152, = 66.05, (Мур) = 86.48 
Let subscripts 1 and 2 denote R 152a and R 22 respectively. 
At 15 bar 


"= 60°C, 0" = 39.1°С 
The bubble temperature will vary between 39.1°C and 60°C. Do calculations for 
43, 47, 51, 55 and 57°C bubble temperatures. 
Sample Calculations (Steps) 
(i) At ty = 43°С, р“ = 9.877 bar and pj" = 1.642 bar 
(ii) Find equilibrium vapour composition: 


sat 


_ Р“ — рі p/p 














У sat sat 0.15 
Pi P2 
(ш) Find equilibrium liquid composition: 
Pı Ур 
17 "sat ~ sat - 0.77 
1 1 
(iv) Find equivalent mass fractions: 
él = — aM лв 
x M + x, М, 
M 
Y= — = __ 2012 


5 yı Mı + y, М; 
At 5 bar 
Do calculations as above for 2, 4, 6, 8, 12 and 16°C, since 
Н =19.2°C, 27-026 


Values obtained are given in Tables 4.19 and 4.20 respectively for 15 bar and 
5 bar pressures. The same are plotted in Fig. 4.13. 
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Fig. 4.13 Temperature-composition diagram of R 152/R 22 mixtures at 15 and 
5 bar pressures 


Table 4.19 Vapour-liquid equilibrium of (1) В 152a and (2) R 22 mixtures at 
15 bar pressure 


pi bar ps bar 
15 
9.88 16.42 
10.96 18.05 





12.125 19.8 
13.38 21.67 
14.05 22.67 
15 
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Table 4.20 — Vapour-liquid equilibrium of (1) В 152a and (2) В 22 mixtures at 
5 bar Pressure 








Enthalpy-composition Diagrams From the tables of properties we have the spe- 
cific heats and saturated liquid and vapour enthalpies of pure refrigerants as follows: 


us hy. hy, e Cp, 
°С С кука kJ/kg.K kJ/kg.K 
60 39.1 311.9 1.61 0.91 
19.2 0.2 233.0 0.864 0.89 








Sample Calculations for Liquid and Vapour Enthalpies At 15 Bar 
At t= 43°C, ће = EF hë + EF hy = 0.18 (277.7) + 0.92 (253) = 258 kJ/kg 


Note Тһе values of ht and h 2 have been taken equal to saturation enthalpies Ap and hp 
of pure refrigerants 
h” = ву th, — C, OÈ- DI + &" thy, + Cp, (1-1) 
= 0.12 [540.5 – 1.61 (60 – 43)] + 0.88 [415.8 + 0.91 (43 - 39.1)] 


= 431.9 kJ/kg 
The results are presented in Tables 4.21 and 4.22 for 15 bar and 5 bar pressures, 
and in Fig. 4.14. 


Table 4.21 Saturated liquid and vapour enthalpies of (1) В 152a and (2) В 22 
mixtures at 15 bar 
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Table 4.22 Saturated liquid and vapour enthalpies of (1) R 152a and (2) 
R 22 mixtures at 5 bar 





h, kJ/kg Mixture 










































































































































































ét АД hl = hy, nl = hy, h! 
kJ/kg kJ/kg 
0.0 0.0 200.0 200.0 
0.0545 202.3 202.4 
0.12 204.7 205.0 
0.194 207.1 208.0 
0.2825 209.4 211.0 
0.4875 214.2 218.0 
0.742 219.0 226.0 
1.0 
01 02 оз 04 05 06 07 08 09 10 
600 600 
540.5 
520 
500 500 
415.8 
406 
400 400 
311.9 | 
300 300 
! |155 7 | |1 
ITA £2 018—1 
! ҺЕ; | | el 250 | 
233 / NIE, 247.9 
1 5 bar i | | 
L 1 | | 
200 == ] 74200 
120 
б 01 02 03 04 05 Oo 07 08 09 10 
R 152a (£) R22 ——- R 22 


Fig. 4.14 Enthalpy-composition diagrams of R 152a/R 22 mixtures at 
15 and 5 bar pressures 
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4.20 uv .. EVALUATION OF THERMODYNAMIC PROPERTIES 
“~~ OF R 290/R 600a MIXTURES 


A more rigorous method of evaluating thermodynamic properties of mixtures has 
been described in the following pages. The assumptions that have been made in 
developing the thermodynamic properties of mixtures of R 290 and R 600a are as 
follows: 

() There is no heat of mixing in liquid phase. So it obeys Raoult's law. 

(ii) There is no change in volume due to mixing in the vapour phase. Ideal 
mixture behaviour has, therefore, been assumed and Dalton's law of partial 
pressures has been applied. However, real gas behaviour has been taken into 
account by employing the actual equations of state for the individual gases 
and the vapour mixture. 


Note Епігору of mixing has to be considered for ideal mixtures also, since mixing, in апу 
case, is an irreversible process. 


4.20.1 Calculations of Specific Volume, Enthalpy and Entropy of Mixture in 
Liquid Phase? 
The specific volume of liquid mixture v. is calculated from Eq. (4.39) 

Mo =D =x,0 +n 07 (4.39) 
where x, and x, are the mole fractions and 7 } and 9 / are the molar volumes of its 
species. 

The specific enthalpy of liquid mixture Л” is similarly calculated using the rela- 
tions as given in Eq. (4.40) 








Mh =ћђ = х h + hl (4.40) 
where h т апа hy are the molar enthalpies of its species. The value of heat of mixing 
h,, is assumed as zero here. 


The specific entropy of liquid mixture s 
Eq. (4.41) 


L 
m 


is calculated from the relation given in 

Ms’ = =x, 5 p42. 54—К (xn х хп x) (4.41) 
where 5 r апа 5 р аге liquid entropies of pure species and the second term is the 
entropy of mixing. 


4.20.2 Calculation of Specific Volume of Mixture in Vapour Phase 


For the purpose, we need an equation of state for the components and the mixture. 
The constants for the mixture can be evaluated from the constants of the components 
by simple additive rules. So, Peng-Robinson*’ Equation (1.14) has been chosen in 
the following method. The pseudocritical temperature, pressure, and accentric 


factor for the mixture for use in the equation are given by: 
T, = у To жу; Ta 
Pe = Y1 Pe, + Ya Po, 
@= y, о) ғу; а» 
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The constants for R 290 and R 600a are given in Table 4.23. 


Table 4.23 Critical constants, molecular masses and accentric factors for 
R 290 and R 600a 


Refrigerant M о о fio) 





R 290 44 : ; 1.1442 0.60429 
К 600а 58 : : 1.1424 0.64783 





4.20.3 Calculation of Enthalpy of Mixture in Vapour Phase 


A method developed by Agarwal and Arora? will now be described. 
Figure 4.15 shows the vapour-liquid domes of pure components 1 and 2, and their 
binary mixture of certain composition on a р-ћ diagram. 


Mixture 





Component 1 


| ТИ 
р 

о. 

(р2%)0%С 

Гар а 


--—— (hig) с Улог po 0 
010 0; а 


Сотропепі 2 








(p3*)0°C 














h —— 


Fig. 4.15 Proposed method for vapour mixture enthalpy calculation 


The figure illustrates how the enthalpies of saturated liquid and saturated 
vapour may be calculated. The proposed method assumes values for reference state 
enthalpies for saturated liquid states of both the pure components 1 and 2 at a, and 
a, at 0°C. 

Consider now the saturated vapour state e on the dome for the mixture as shown in 
Fig. 4.15. Let the pressure and temperature of the mixture at e be p and T respectively. 

Now, the state at the same temperature T but at zero pressure is shown by point d 
in the figure. Then, the enthalpy at e is related to ideal gas state enthalpy at d at 
temperature T by the residual enthalpy term. Thus 


h, = ћ + Ih — nid? 


The enthalpy /,, is related to the ideal gas state enthalpy hg at point 0 at tj = 0°C 
(Т) = 273.15 К) and p, > 0 by the relation 


ро > 0 


T 
ha-hy= | Car 
To 
where C, is the zero-pressure constant pressure specific heat of the mixture. Now, 
hg is found from 


hs = & ho, + б ho, 
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where ho, and ho, are ideal gas state enthalpies of components at point o, and o;. 
These, in turn are related to real gas saturated vapour state enthalpies hy, and hy, by 
residual enthalpy terms, while hy, and hy, are given by 
hy, = ha, + Фр orcs My, = ћа, + (Фр ос 
Reference state enthalpies л, and h, have assigned values, say, equal to 200 kJ/kg. 
1 ae 

Note that the pressures at b, and b, аге (рў) с and (ру) с respectively. 

Now, to find л, from A, for the mixture, and л, and h,, from л, and hy, for the 
components, we have to evaluate residual enthalpy terms: 


| Ж pid 





p 
б Тог the mixture 


t 
py 


h _ pid i ani h Е нај? 








for Фе components 


Since Peng-Robinson equation is a p-explicit equation, we find ІЛ - "^| from 
lu — ийй using the procedure described in Sec. 1.15.2. For the purpose, we find the 
differential (Op/OT),, from Eq. (1.14), as given below in Eq. (4.42) 


a) og МӨ [1+ fe» (1 - 79) 25 
aT) v-b [о +b? - 28] JTT 
p 045724 К? Т2 


Pc 
Combining the relations as above, we find the expression for vapour phase 
enthalpy as written below in Eq. 4.43 





in which 








T 
h=h,+po-RT,+ | (C, - R) dT ш v * b - V2 
P 2/22 |v +b + 42b 


о 


in which d=a+kf(@) 4T, Г + f(@) (1 - 4r.) 


C p for mixture is obtained from Gibbs law 


| (4.43) 


С, =у Ср, +¥2 С, 


For 50% К 290 and 50% К 600a mixture with л, = ha, = 200 kJ/kg as the refer- 
ence state, it is found that 
h, = 568 kJ/kg 
at fg = 0°C and p, = 0 for the mixture. 


4.20.4 Calculation of Entropy of Mixture in Vapour Phase 


Vapour phase entropy of the mixture is calculated using the relation similarly de- 
rived by Smith and Van Ness?! as given below: 


КТ (о – Д 
Р, 


ат 1 о + b- 2b 
С, = R) — + X 1 (4.44) 
(e – 8) т + lm 3) 


ОТЕТ 


+ 





Teh 
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kf(@) |1 + fo) ! е z) 
where X= TTT, 


The second term on right hand side in Eq. (4.44) represents entropy of mixing, and 
So = 61 So, + 62 So, 
For 50% К 290 and 50% R 600a mixture with 5, = $, = 1 kJ/kg. K as the refer- 
ence state entropics, it is found that 
S = 2.6593 kJ/kg.K 
at t, = 0°C and p, = 1.01 bar. Note that ideal gas state is taken, not at p, = 0 but at p, 


= 1.01 bar for calculations of residual entropy in order to avoid the mathematical 
апатоју of s — со as p — 0 as explained in Chap. 1. 





Note Tables in the Appendix give the properties of the mixture as calculated by the pro- 
cedure described above. 


4.21 ГУ. AZEOTROPIC MIXTURES 
7 и 

As stated earlier, azeotropes are essentially а class of non-ideal mixtures having 
bubble point temperature equal to dew point temperature. Hence, they boil and con- 
dense at constant temperature like pure substances. Azeotropes are generally formed 
when the difference in the boiling points of the two components is not very large and 
when the deviations from ideal behaviour are large enough. Hence, there are 
azeotropes with positive deviation from Raoult’s law as well as those with negative 
deviation from it as described by Figs. 4.16 and 4.17. An example of an azeotrope 
which has positive deviation from Raoult’s law is R 22/R 12 azeotrope. Such an 
azeotrope has a bubble or dew point which is lower than the boiling point of either of 
the components as shown in Fig. 4.16 and is, therefore, called a minimum-boiling 
azeotrope. On the other hand, an azeotrope with negative deviation from Raoult’s 
law has a bubble point which is higher than the boiling point of either of the compo- 
nents as shown in Fig. 4.17, and is called a maximum boiling azeotrope. 

It is to be noted from Figs. 4.16 and 4.17 that there is an azeotropic composition 
Ё осо for the mixture at the given pressure and temperature. This composition 
changes with the variation in pressure and temperature. However, near the 
azeotropic composition the bubble and dew point curves become flat. Thus in the 
range of usual condensation and evaporation temperatures in refrigerating machines, 
the azeotropic concentration more or less remains the same. Therefore, a system 
charged with an azeotrope may be considered as working at all sections without any 
change in composition. 

It is also to be noted that a maximum boiling azeotrope, on account of the nega- 
tive heat of mixing, will have a higher latent heat of vaporization compared to the 
molal average latent heat. On the contrary, a minimum boiling azeotrope will have a 
lower latent heat. 
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Fig. 4.16 І-4 diagram of а minimum boiling azeotrope 




















p = Constant 
D tp = ір = tsat > tat > Ti { 
| tat 
sat 
5 
0 Gazeo. 1 
Е---- 


Fig. 4.17 І-4 diagram of a maximum boiling azeotrope 


The McGraw-Hill companies 


Refrigerants 193 


4,22 un USE OF MINIMUM AND MAXIMUM BOILING 
“~~ AZEOTROPES 


Eiseman”! has done а study of a large number of azeotropes. Most fluorocarbon 
mixtures have positive deviations from Raoult's law. Thus, they form minimum boil- 
ing azeotropes. 

The main property of a minimum boiling azeotrope is its boiling point which is 
lower than the N.B.P. of even the lower boiling component. It enables the system 
with an azeotrope to have a higher evaporator pressure as compared to the lower 
boiling component. This, in general, results in an increased density of the suction 
vapour and, therefore, higher capacity. 

Further, due to the depression of the boiling point of the azeotrope, slope ‘b’ of 
the vapour pressure line of the azeotrope is flatter than the slope of the line of the 
lower boiling component. Thus, below a certain temperature, say point A, in 
Fig. 4.18, the vapour pressure of the azeotrope is higher, and above this temperature, 
it is lower than the vapour pressure of the lower boiling component. Accordingly, 
for the azeotrope, the evaporator pressure ро at Ty is higher, and the condenser pres- 
sure p, at T, is lower than the values for the lower boiling component. Thus the 
compression ratio and discharge temperature are considerably reduced. 











Lower Boiling Pk 


Component Рк, azeo. 


А 





Minimum Boiling 


пр — 














Ро, агео- Azeotrope 
Po 
To 4 dT Tk 


Fig. 4.18 Comparison of In p-1/T diagrams of a minimum boiling azeotrope 
and lower boiling component 


It is not intended here to describe all the known azeotropes. However, Table 4.24 
gives examples of such common minimum boiling azeotropes. 


Refrigerant 500 К 500 was discovered in 1950 as a special refrigerant of the 
Carrier Corporation under the trade name of Carrene 7. This azeotrope consists of 
73.8 per cent R 12 and 26.2 per cent R 152, difluoroethane. 

The N.B.P. of R 500 is about 3.5°C lower than that of R 12. The azeotrope has a 
refrigerating effect per unit of swept volume about 18 per cent more than that of pure 
R 12. In the past this azeotrope was used to replace R 12 in 60-cycle units when they 
were operated on a 50-cycle current. This, essentially, kept the capacity of the unit 
same even with decreased speed. 
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Table 4.24 Data of minimum boiling azeotropes 


Azeotrope Refrigerants Weight .В.Р. М.В.Р. of Lower 
% Boiling Compo- 

nent, °C. 

R 12/R 152 73.8/26.2 - 33.3 - 29.8 (К12) 

R 22/R 12 75/25 « — 40.8 — 40.8 (R22) 





R 22/R 115 48.8/51.2 — 45.6 — 40.8 (R22) 

R 125/R 143a 50/50 — 46.74 — 48.09(R125) 
R 125/R143a/R134a 44/52/A -46.22/-45.47  — 48.09(R125) 
R32 / R125 50/50 - 51.44 /- 51.36  — 51.65 (R32) 





Refrigerant 501 Spauchus? ? has published vapour pressure data of R 22 + К 12 
mixtures. Using his values, pressure ratios are determined for t, = 50°C and tj = 0°C 
and are given in Table 4.25. 


Table 4.25 Pressure ratios at various compositions of R 22 in R 22 + R 12 mixtures 


Mole 0.974 0.95 0.9 0.85 
Fraction, Ху 





Pressure 3.906 3.897 3.897 3.841 3.85 
ratio, p,/Do 





Table 4.25 shows that for the azeotropic mixture the pressure ratio is lower than 
that for pure R 22. It exhibits a minimum in the neighbourhood of 85 mole per cent 
of R 22. Lower pressure ratios—coupled with a lower value of the compression 
index for the mixture as compared to R 22—yield lower discharge temperatures 
and hence lower winding temperatures in hermetically-sealed units. A higher 
density of the suction vapour results in increased cooling and further lowering of the 
temperature of windings. 


Refrigerant 502 The behaviour of R 502 is similar to that of the К 22/R 12 azeo- 
trope. It boils at a temperature of about 4.8°C lower than R 22. Thus, the higher 
capacity and lower compression ratio of the azeotrope, in relation to R 22, result in 
significantly lower discharge temperatures and lower winding temperatures. The use 
of R 502 had, therefore, proven very advantageous in supermarket air-cooled and 
low temperature frozen-food cabinets, and heat pump applications. 


Note All the three К 500, R501 апа К 502 contain CFCs. Hence, these have been phased 
out. 


Refrigerant 507A Döring et al. 19 have shown that a blend containing, 50-50% by 


mass, R 143a with an N.B.P. of – 47.24°C and R 125 with an N.B.P. of – 48.09°C 
shows azeotropic behaviour, making it an attractive alternative to replace R 502, and 
even R 22, in certain cases, since both R 125 and R 143a аге HFCs (no chlorine 
atom/s in the molecules). In a test conducted with an open-type compressor, it was 
found that R 507 has compressor discharge temperature approximately 8°C below 
that of even R 502. It gives approximately 5-696 higher capacity than R 502. 
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Refrigerant 404A This near-azeotrope refrigerant mixture (NARM) is a ternary 
blend. It is also considered to be a zero-ODP replacement for R 502. Snelson et dl 
have conducted experiments on this mixture using an open-type compressor. The 
lubricating oil used has to be polyol ester oil because of the presence of R 134a іп 
the mixture. The results show that the volumetric refrigerating capacity of R 404A 
and R 502 are nearly the same. R 404A has about 2-496 higher pressure ratio than 
R 502. Inspite of this, it has 5-6?C lower compressor discharge temperature which 
would make it a suitable substitute for R 502 in high compression ratio applications. 
However, its COP is lower. 


Refrigerant 410A К 410A is another near azeotropic mixture of 50/5096 R 32 
and К125. It is already being used as a substitute for R 22. 


Interesting possibilities exist for the use of the maximum boiling azeotropes 
which are a result of negative deviations from Raoult's law. They have a higher 
latent heat of vaporization and hence a higher refrigerating effect. Thus, an increased 
coefficient of performance can be obtained. 

Unfortunately, maximum boiling azeotropes are rare in nature. A known example 
is that of an azeotrope formed by R 22 and dimethyl ether, (СНа)0, in about 50/50 
per cent composition by weight. The azeotrope boils at — 20.3?C as compared to 
— 40.8?C for R 22, and – 23.7?C for dimethyl ether. 


4.23 uv. NON-ISOTHERMAL REFRIGERATION 


There are two kinds of duties a refrigerating machine may be required to perform: 

(a) Isothermal refrigeration: Pumping of heat from a constant low tempera- 

ture. 

(b) Non-isothermal refrigeration: Removal of heat at varying temperature. 

The former is generally termed as space refrigeration and the latter as process 
refrigeration. 

In space refrigeration, the cold body is at a constant low temperature, such as in 
domestic refrigerators, cold storages, etc. The vapour compression cycle used for 
the purpose suffers from the irreversibility of the heat transfer processes during 
evaporation and condensation. This is due to the finite temperature difference 
between the refrigerant, the cold body and the coolant. This finite temperature dif- 
ference could, however, be made small or even made to approach zero by the use of 
infinite heat transfer surfaces. This, therefore, does not present a thermodynamic 
obstacle to remove this source of inefficiency. 

In process refrigeration, a body is cooled through a range of temperature. This 
also has numerous applications, such as in food freezing, beer chilling, most chemi- 
cal processes and even cooling of air for air conditioning. Here again, the conven- 
tional vapour compression system is used. The evaporation temperature 1, of the 
refrigerant has to be lower than the lowest cold body temperature 1., and the conden- 
sation temperature f,, similarly, higher than the highest coolant temperature t,. This 
is shown in Fig. 4.19. Thus, tọ < te, < bey and f, > tp, > th, The system, as for space 
refrigeration, suffers from the inherent irreversibility of the heat transfer processes 
during evaporation and condensation, and in the case of process refrigeration, this 
cannot be made to approach zero even with infinite surfaces. For even if it were 
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possible to make temperature differentials—(r,, – 1,) апа (t, — 1,) at one end of the 
evaporator and condenser respectively—approach zero by the use of infinitely large 
heat transfer surfaces, there would still be existing finite temperature differentials— 
(t, — to) and (ty — t, )—at the other ends. 

The scope of using non-azeotropic mixtures is described in detail by Tchaikovski 
and Агога.“! The most important property of a mixture is its ability to boil through a 
range of temperature. If a non-azeotropic mixture of two or more refrigerants is 
used, a definite boiling range can be obtained for the evaporation as well as conden- 
sation processes. The actual range will depend upon the proportion of individual 
components and the temperature and pressure of the mixture. Thus in Fig. 4.19, the 
evaporation could be made to proceed along path f, to 1; and condensation along f, 
ю1/. In this manner, the excessive temperature differences at the other two ends 
could also be made small. The average refrigeration temperature could thus be in- 
creased. And, the average heat rejection temperature could be decreased at the same 
time. Since the Carnot COP of a refrigerating machine is given by 


t А -Awk 
Pure Refrigerant 
P 

тт / Wh JL sk 

T Mixture от ч 

n eating 


Coolant H 


~ 

















Process Cooling - 
і oration 
pure Evap И fe A 

fo [eae И cum 
Evaporation of Pure ? 

Refrigerant 
> 5 

25 Б 


Fig. 4.19 Non-isothermal refrigeration with a mixed refrigerant 


To 
T, - 1 
we find that due to the increase in average temperature 7) and decrease in average 
temperature Т), the COP of the cycle will be increased. The thermodynamic obstacle 
to the elimination of irreversibility of the heat transfer processes can thus be 
removed by a judicious selection of a mixture of refrigerants and its composition. 
It can be seen from Fig. 4.19 that the use of mixed refrigerant could decrease the 
work by 


"Carnot = 


area Awọ due to non-isothermal evaporation and 
area Aw, due to non-isothermal condensation. 
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The area Диу = Ado also represents increase in refrigerating effect. It would, 
therefore, result in increase in COP and hence power saving. 

Consider for example a case in which air is cooled from /, = 25°C to г, = 15°C, 
and temperature of cooling air in condenser rises from 1, = 45°C to t}, = 55°C. 
These are typical values for a window-type air conditioner. Then if pure refrigerant 
is used, the practical evaporator and condenser temperatures could be fy = 0°C and f, 
= 65°C. The corresponding value of Carnot COP would be 4.55. 

Now, if a mixture of refrigerants is used for evaporating from tọ = 0°C to tọ = 
10°C, and condensing from f, = 60°C to t,’ = 50°C, then the Carnot COP would be 
5.55. The saving in power would be 18%. 


Note It is important to observe that this effect can be utilized only if there is counterflow 
of the two fluids which is possible only if the mixture is boiling and condensing inside 
tubes as in window-type air conditioner. Otherwise, if for example, the condensation is 
outside tubes as in shell and tube condensers, the condensation temperature will rise 
above the outlet temperature of the coolant (t,’255°C and t, > t). This will cause increase 
in average temperature of heat rejection, and hence in condenser pressure, work, and 
power consumption. 





Example 4.6 Vapour Compression Cycle of a Hydrocarbon Mixture 
Refrigerator on p-h Diagram 

A hydrocarbon refrigerator operating on equal proportions of propane and 
isobutane by mass works on simple saturation cycle. The condenser and evapo- 
rator pressures are 14 bar and 1.4 bar. Show the cycle on p-h diagram and 
determine its discharge temperature and theoretical COP. 


Solution The values of bubble and dew temperatures at these pressures have 
already been determined in Example 4.4. Accordingly, the p-h diagram is drawn as 
shown in Fig. 4.20. 

From tables of properties for 50-50% R 290/R 600a mixture in Appendix 


h, = 545.0 kJ/kg, л; = 341.15 kJ/kg = hy 
5, = 2.47 kI/kg.K = s; 


14 bar 





р —— 





1.4 раг 











h —— 
Fig. 4.20 Vapour compression cycle for a refrigerator with 50-50% ргорапе/ 
isobutane mixture 
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From superheat table for the mixture, for known p; and 5, we have: 
Discharge temperature 


ty = 63°C 
= h, = 661.0 kJ/kg 
Hence COP = do _ h — h, - 545 - 3013. _ 





w h-h 6610-545 . 





Example 4.7 Using Binary Mixture R152a/R22 for Non-Isothermal 
Refrigeration in Air Conditioners. 

It is proposed to substitute R 22 by a mixture of 18% R 152a and 82% R 22 by 
mass in an air conditioner operating on simple saturation cycle. The condenser 


and evaporator pressures are 15 bar and 5 bar. Locate all the four state points of 
the cycle on t-& h-Eand p-h diagrams. 


Also, find the discharge temperature, temperature after throttling, and theoreti- 
cal COP of the cycle. 


Solution The cycle abcd with the mixture is shown on p-h diagram in Fig. 4.21. 
The parameters of states as obtained from 1-£ and h-é diagrams in Figs. 4.13 and 
4.14, and plotted in Figs. 4.22 (a) and (b) are as follows: 
State а Saturated vapour 
р = 5 bar, t, = 5.75°С, h, = 428 Кука 
State Б Superheated vapour 


р = 15 bar 


Saturation Dome for 82% 
R 22 + 18% R 152a Mixture 


3.75°C 
с 


р, bar -- 





73. 75°С 











428 440 
h, kJ/ kg—— 


Fig. 4.21 Pressure-enthalpy diagram for R 22/R 152a mixture for Example 4.7 


To find its temperature from s, = 5, 


State с Saturated liquid 


p = 15 bar, t, = 43°C, h, = 258 kJ/kg 
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- 44.75°C 





5 bar 


2 L5.75°C 





t, °C ——> 








3.75°C | 


0,82 1 








0 622 —> 
(a) Temperature-composition diagram 


be 


15 bar 
Ser to 
V— 428 
a 
15 bar | 
au 258 
d? 


5 bar 
Lj 


h, kJ / kg —> 








&в22 = 0.82 
GR152a = 0.18 








R22 ——> 


(b) Enthalpy composition diagram 


Fig. 4.22 Figure for Example 4.7 


State d Liquid-vapour mixture after throttling 


р = 5 bar, ћ, = 258 kJ/kg = h, 
Temperature at а lies between 3.75°C at fand 5.75°C at a. 


State e Saturated vapour mixture at 15 bar is at 44.75°C, and its enthalpy is 


440 kJ/kg 
Entropy at a 
Sa = (6 5)в15да + (© 5)к 22 + А5, 
Values of specific entropies of R 152a and К 22 аге found from their superheat 


tables at 5 bar and 5.75°C. And As, is the entropy of mixing. Thus 
Sa = 0.18 (2.1183) + 0.82 (1.7518) + Аз, 


= 1.8178 + As, kI/kg.K 
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Entropy at e is similarly found at 15 bar and 44.75°C (317.75 K) 
5, = 0.18 (2.0838) + 0.82 (1.6996) + Аз, 
= 1.7686 + As,, kI/kg.K 


Discharge temperature at b 
The equation to solve is 
Т, 


Т, 
n _=——_ 
317.75 


= Sq 
317.75 





5,-5,% 416,1 + 6,C,, In 





1.7686 + (0.18 x 1.61 + 0.82 x 0.91) In 1, = 1.8178 
317.75 


= T, = 324 K (t, = 51°C) 
Enthalpy at b 
hy = ћ, + С, (ty =) to) + 510, (ty = to) 
= 440 + (0.18 x 1.61 + 0.82 x 0.91)(51 — 44.75) = 455.8 kJ/kg 


Temperature at d 
Overall composition and enthalpy during throttling process remain same. Hence 
Composition balance equation 


Eul a - 2 & | = 6, = 018 
Enthalpy Balance equation 
hy = (h^ (1- 2) + (МУ z = 202 (1 – 2) + 4282 = h, = 258 
The two equations сап be solved for г, by iteration. The equilibrium L-V states at 
5 bar from Tables 4.19 and 4.21 are plotted on t-é and A-& diagrams in Figs. 4.22 (a) 
and 4.22(b). It is seen that state d is at a temperature slightly above 4°C. The method 
of solution by iteration is as follows: 
(1) Assume 1,. 
(ii) Find & and é”. 
(iii) Find z from the composition-balance equation. 
(iv) Verify if enthalpy-balance equation is satisfied. 
(v) If not, assume another value of t}. 
The solution is 
ty =4.1°C 
Theoretical COP of the cycle 
hg = ha | 428—258 _ 170 _ 
h, — h, 4558 – 428 278 





& = 


Note Ghosh апа Загкаг 2 obtained a saving of 2.7 to 4.3% in power consumption with 
9.87% R152a in R 22/R 152a mixture. 





Example 4.8 Estimating Power Saving in Air Conditioners with R 152a/ 
R 22 Mixture. 

Find the theoretical COP of R 22 cycle equivalent to the mixture cycle in Exam- 
ple 4.7. Estimate the power saving, and discuss the other effects. 
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Solution In order to maintain the condenser and evaporator sizes same, we have 
to design for same LMTD in the two heat exchangers. This means, we have to main- 
tain mean condensation and evaporation temperatures as same. Hence, for the 








equivalent R 22 cycle, 
tett 44.75 + 43 
p © = = 43.9°С 
2 2 
5.75 + 41 
пре ы ыз T Lug 
2 2 


The corresponding К 22 cycle is shown in Fig. 4.23. 
COP of equivalent R 22 cycle 


№ = hy _ 4075 – 2541 _ 
h =h 4355 – 4075 





вэ? = 5.5 


Power saving by using mixture for same refrigerating capacity 


W, - W. VE – VE... - 
Е 22 mix _ R22 mix _ 1/55 — 1/61 — 0.1 (10%) 
ТЕҢ Ек» 1/5.5 









16.88 раг 3 


— 








254.1 407.5 435.5 
h, kJ / kg—— 


Fig. 4.23 К 22 cycle for Example 4.8 





Other Effects: 
(1) Discharge temperature is lowered from 62?C for R 22 to 51?C for mixture. 
(ii) Compressor displacement volume will increase for mixture due to larger 
volume of R 152a which is a higher boiling substance. 
(ii) R 152a improves the miscibility of R 22 in mineral oil. 


4.24 un REFRIGERANT PIPING AND DESIGN 

< фе 
A well-designed refrigeration plant is one with а well-sized and well-laid refrigerant 
piping. Some salient features of this are discussed below. The material used for 
fluorocarbon refrigerant piping is either seamless copper tubing or iron, whereas for 
ammonia only iron pipes are used. Their sizes are given in terms of the outside 
diameter (OD) for copper tubing and normal iron pipe size (IPS) for iron pipes. 
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4.24.1 Location and Arrangement of Piping 


The following factors are important: 
(i) To minimize tubing and refrigerant charge requirement and pressure drops, 
refrigerant lines should be as short and direct as possible. 

(ii) Piping is to be planned for a minimum number of joints using as few elbows 
and fittings as possible, although providing for sufficient flexibility to absorb 
compressor vibrations. 

(iii) It is to be so arranged that normal inspection and servicing of the compressor 
and equipment is not hindered. 

(iv) It should be so run that it does not interfere with the removal of compressor- 
cylinder heads, access plates or any other internal part such as the stator in 
hermetically-sealed units. 

(v) Sufficient clearance is to be provided between the piping and wall or between 
pipes for insulation. 

(vi) Locations where copper tubing will be exposed to mechanical injury, should 
be avoided. 

(vii) In the case of iron pipes, hangers should be provided close to vertical risers 
to and from compressors to keep the piping weight off the compressors. 

(viii) Hangers should not be placed more than 2 to 3 m apart and should be within 
0.6 m of the change in direction of piping. 

(ix) Valves should be located in inlet and outlet lines to condensers, receivers, 
evaporators and long lengths of pipes to permit isolation and to facilitate 
pumping down and pumping out. Valve stems should be horizontal so that 
there is less chance of dirt or scale accumulating on the valve seat. 


4.24.2 Vibration and Noise in Piping 


Vibration and noise can be eliminated by proper design and support of the piping. 
The undesirable effects of vibration are: 

(a) Breaking of brazed or soldered joint and consequent loss of charge. 

(b) Transmission of noise through piping and building. 

The vibration of piping is caused by the rigid connection of the refrigerant piping 
to a reciprocating compressor. It is impossible to eliminate it completely. But steps 
such as the following can be taken to mitigate its effects: 

(i) Run the suction and discharge lines at least 15 pipe diameters in each of two 
or three directions before securing the first hanger. In this manner, piping can 
absorb vibrations without being overstressed. 

(ii) A flexible metal hose is often used to absorb vibration transmitted along small 
rises of pipes. For great effectiveness, it should be installed at right angle to 
the direction of vibration. Most compressor vibrations have the greatest am- 
plitude in the horizontal plane. Therefore, the flexible hose should be installed 
in the vertical lines near the compressor. Two isolators, one vertical and one 
horizontal, may be required to do an efficient job. 

(iii) Vibration and noise are also caused by gas pulsations and turbulence in gas 
which is increased at high velocities. It is usually more important in discharge 
lines. Under some conditions, these pulsations may occur at such a frequency 
astocauseresonance, sufficiently strong to break piping connections. In such a 
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case, change the size or length of the resonating line or install a properly sized 
hot gas muffler immediately after the compressor. 

(iv) When the noise is due to turbulence, as in centrifugal systems, and isolating 
the line is not effective enough, the installation of a larger line to reduce the 
gas velocity is often effective. 


4.24.3 Flow Rates 


The volume flow rate in the suction line can be easily calculated from its capacity. The 
volume flow rate in the discharge line, however, cannot be calculated accurately as the 
discharge temperature is very much a function of the compressor design and effi- 
ciency. The discharge volume can be approximated by the formula 


Ps 


Pa 
where subscripts 5 and d refer to suction and discharge states respectively. 


V, = V, х x 1.2 


4.24.4 Pressure Drop in Refrigerant Piping 


It is customary to evaluate the pressure drop in the refrigerant piping in terms of the 
number of degrees change in the saturation temperature as a result of this loss. The 
refrigerant piping is designed mainly on the basis of practical line sizes without 
excessive pressure drops. 

The pressure losses without a change of phase can be calculated using Darcy’s 
formula 


Ар ИС 
p 28р 





where Ap is the pressure drop, оће density, L the length, D the diameter, C the veloc- 
ity and f the friction factor. For friction factor fin suction and discharge lines, a value 
of 0.003 may be taken, whereas for liquid lines, it may be taken as 0.004. 


4.24.5 Liquid Lines 


The liquid line presents fewest problems. It is desirable to have a slightly subcooled 
liquid reach the liquid-feed device to prevent the formation of flash gas. The flash 
gas in the liquid line causes an increase in the pressure drop and further flashing, 
reduction in the capacity of the expansion device, noise and erratic control of the 
liquid refrigerant entering the evaporator. The pressure drop in turn is due to friction 
as well as decrease in the static head due to the elevation of the evaporator above the 
condenser. 

Generally, liquid always leaves the condenser in a subcooled state. An additional 
refrigerant charge will increase subcooling. Shell-and-tube condensers are designed 
to maintain a liquid level in the shell which can provide for subcooling. The con- 
struction of the aircooled condensers is also such that the liquid is in contact with the 
cooling air surface until it gets subcooled and leaves. In the case of water-cooled 
condensers, even liquid lines can be provided with insulation. 

Where long vertical lines are used, it is almost impossible to prevent flashing 
caused by static pressure drop. It is simple to determine the degree of subcooling 
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required to offset friction and static pressure drop. The static pressure drop associ- 
ated with an increase in elevation is: 0.1275 bar for every 1.11 m lift for R 22. 

When a system is equipped with a receiver to maintain a seal of the liquid refrig- 
erant in the control devices, the liquid line entering the receiver is usually designed 
generously. A velocity of 0.5 m/s is typical to ensure pressure equalization between 
the condenser and receiver and to prevent vapour locking. With this velocity a 
vapour-equalising line should be provided from the top of the condenser to the top 
of the receiver. Otherwise, a lower velocity can be used. 

For liquid line between the receiver and expansion device, it is recommended to 
design it on the basis of pressure loss of 0.05 bar per 100 m of length. 

In general, the pressure drop should not be greater than that corresponding to 0.9°C 
change in the saturation temperature for ammonia, and 0.9 to 1.8°C for fluorocarbons. 
A change of 0.9°C in the saturation temperature at 38°C condenser comes to a pressure 
drop of approximately 0.227 bar for ammonia, and 0.2 bar for R 22. 


4.24.6 Suction Lines 


Suction lines are the most critical from the viewpoints of design and construction. 
The considerations involved are the following: 

(i) Correct size for practical pressure drop. 

(ii) Capability to return oil to the compressor by entrainment by the suction 
vapour under minimum loading conditions, especially in the case of 
fluorocarbons. 

(iii) If there are suction risers, gas velocities to ensure oil return have to be increased. 
Thus a minimum tonnage is prescribed depending on the size of the suction line 
for oil entrainment in suction risers as given in Table 4.26 for R 22. 


Table 4.26 Tonnage of suction piping up suction risers 


Pipe OD, cm 
1.59 1.905 


0.16 0.27 
К-22 0.24 0.39 
0.33 0.54 





Refrigerant 








(iv) Double-suction risers may be used for full-load operation and single risers for 
part-load operation as shown in Fig. 4.24. Thus, excessive pressure drop at 
full load is avoided, and oil return at part load is ensured. When the load 
reduces, the oil cannot be entrained in the beginning which collects in the 
U-bend and forms a seal. Afterwards, the gas flows only through one riser. 

(v) Prevention of drainage of oil from an active evaporator into an idle evapora- 
tor. For this purpose, arrangements are made as shown in Figs 4.25 to 4.27. 
The common-suction line should either be horizontal or pitched down 
towards the compressor. 

Itis customary to design suction lines so that the total loss in pressure is equivalent 
to drops of about 1.8 and 0.9°C in saturation temperatures for fluorocarbons and 
ammonia respectively. It is also desirable to provide for less pressure drop in low- 
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temperature installations because of increased penalties on the compressor size and 
performance. Since the pressure loss is also a function of the length of the line and 
number of fittings, it is obviously desirable to have the shortest possible runs of 





suction lines. 
ЦД То Сотргеѕѕог 
------” Suction 

Double Suction 

Riser 
Evaporator 

Oil Seal at 
Part Load 

















U-bend 
Fig. 4.24 Double-suction riser 








Evap. 1 
To Compressor 
Suction 
(Pitched Down) 
Evap. 2 








Fig. 4.25 Multiple evaporators at different levels with 
compressor above 
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| 


То Сотргеззог 
Suction 


Fig. 4.26 Multiple evaporators at same level with compressor below 


Double Suction 
Riser when 
Necessary 


Fig. 4.27 Multiple evaporators at same level with compressor above 


4.24.7 Discharge Lines 


Even though a low pressure drop is desired, the discharge lines should not be over- 
sized to the extent that the gas velocities are reduced so much that the refrigerant will 
not be able to carry along the entrained oil. They should be so designed and con- 
structed as to prevent the refrigerant and oil in the line from condensing and draining 
back to the compressor, especially during shutdown or operation at low ambient where 
long outdoor discharge lines are required as in evaporative condensers. 

Whenever the condenser is located above the compressor, the discharge line 
should loop to the floor before rising to the compressor as shown in Fig. 4.28. It is 
not desirable to exceed a pressure drop equivalent to 1 or 2°C in the saturation 
temperature because of the penalty on volumetric efficiency and hence the capacity 
of the compressor. Discharge lines should be selected on the basis of 0.45 to 0.67 
bar per 100 m pressure drop. 
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Condenser 
Compressor 


Discharge 





Loop to Ground 


Fig. 4.28 Hot-gas loop 


4.24.8 Piping at Multiple Compressors 


The piping of compressors operating in parallel must be carefully done to ensure 
proper operation. 

There should be a common suction header. This will ensure equal oil return to 
each compressor and that all compressors run at the same suction pressure. The 
suction header should be run above the level of the compressor suction inlet so that 
all oil can drain into the compressor by gravity. If the header is below the com- 
pressor-suction inlets, it can become an oil trap. Further, branch-suction lines should 
be taken from the side of the header to ensure equal distribution of oil and to prevent 
the accumulation of liquid refrigerant in an idle compressor in the case of slop over. 
The horizontal takeoffs to the various compressors should be of the same size as the 
suction header. No reduction is to be made in the branch suction lines until the 
vertical drop is reached. 

It is always desirable, even with two or more compressors, to use a single 
condenser (parallel operation). 


4.25 un LUBRICANTS IN REFRIGERATION SYSTEMS 


In refrigeration systems, oil must perform certain functions other than minimizing 
friction, such as sealing the gas between suction and discharge ports, acting as a cool- 
ant to transfer heat from the crank-case to the compressor shell and to dampen the 
noise generated by moving parts. For hermetic units, it must also have a high dielectric 
strength. It must have adequate fluidity at low temperatures so that it may easily return 
to the compressor from the evaporator. For good heat transfer in the evaporator, oil 
should remain miscible with the refrigerant at evaporator temperatures. Further, it 
should not contain any suspended matter, wax or moisture which might choke the 
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expansion device. In hermetic units, oil is charged only once for the life-time of the 
unit (minimum five years). It should, therefore, be chemically stable in the presence of 
the refrigerant, metals, winding insulation and extraneous contaminants. 

The oils of mineral origin contain paraffins, napthenes, aromatics and non-hydro- 
carbons. Paraffinic and napthemic oils are saturates. They have excellent chemical 
stability but poor solubility for refrigerants, such as R 22, and are also poor lubri- 
cants. Aromatics have good solubility and lubrication properties. Non-hydrocarbons 
are the most reactive but are good for lubrication. The resultant properties depend 
on the proportional composition of the four constituents. 

Synthetic oils, such as alkylbenzenes and phosphate esters, have desirable prop- 
erties for use with R 22. Polyalkylene glycols (PAGs), modified PAGs, and esters 
are primary lubricants that are being tested for use with R 134a. 

Normally, one should choose an oil with the lowest viscosity which will, at the 
same time, give the necessary sealing properties with the refrigerant used. Thus, the 
oil which gives the maximum volumetric efficiency is the best. The prescribed oil 
kinematic viscosities for reciprocating compressors for use with ammonia and R 22 
are 150-300 SSU (Saybolt Universal Units) at 38?C. 


4.26 un. SECONDARY REFRIGERANTS 
In large refrigeration plants, secondary refrigerants or coolants such as water, brines, 
glycols and sometimes even halocarbons are used for carrying refrigeration from the 
plant room to the space where it is usefully applied, instead of directly obtaining it 
by the evaporating refrigerant at the place of application. This is done in order to 
reduce the quantity of the refrigerant charge in the system and to reduce pressure 
losses in lines. The desirable properties of secondary coolants are low freezing point, 
low viscosity, non-flammability, good stability and low vapour pressure. Chilled 
water is used as a secondary refrigerant in air-conditioning applications. For low- 
temperature applications, brines, glycols and hydrocarbons are used. 


4.26.1 Brines 


Brines are formed by dissolving salt in water. The phase diagram for a brine solution 
is shown in Fig. 4.29. 

The function of salt in water is to depress its freezing point. The temperature at 
which the freezing point is lowest is called the eutectic temperature, and the compo- 
sition at this temperature is called the eutective composition. 

If a brine solution has less than eutectic composition, such as at A, its crystalliza- 
tion temperature or freezing point will be lowered to fp. If this solution at A is cooled, 
ice crystals will begin to form at B. As a result, the solution will become richer in salt 
content. At any point C, the mixture will consist of ice at С, and solution at C}. At 
point D, the solution will have the composition corresponding to D,. On further 
cooling, the solution will freeze as a whole without any separation of ice crystals. 

Similarly, if a brine solution of more than eutectic composition such as at Е is 
cooled, it will first separate into salt and solution, until it reaches point D, again, 
whereafter the solution will freeze as a whole. 
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Fig. 4.29 Phase diagram for brine 


Brines are mainly used in industrial ice plants, cold storages, skating rinks, 
etc. Common brines are water solutions of calcium chloride (CaCl,) and sodium 


chloride (NaCl). Their relevant properties are given in Tables 4. 


Table 4.27 Properties of CaCl, brine 


27 and 4.28. 








Pure Crystallization Specific Specific 
CaCl, Temperature Gravity Heat 
% Weight °C at 15°C kJ/(kg. K) 
0 0 1.0 4.1868 
5 -1.8 1.044 3.869 
10 -5.4 1.087 3.58 
15 -10.3 1.133 3.32 
20 -18.0 1.182 3.086 
25 -28.3 1.233 2.88 
29.87 -55.0 1.29 2.74 
(Eutectic) 


Table 4.28 Properties of NaCl brine 


Pure Crystallization Specific 
NaCl Temperature Gravity 
% Weight °C at 15°C 


Specific 
Heat 
kJ/(kg. K) 





0 0 1.0 
5 -2.9 1.035 


10 -6.6 1.072 
15 -10.9 1.111 
20 -16.5 1.15 
25 —8.8 1.191 
25.2 0 1.2 
(Eutectic) 





4.1868 
3.93 
3.72 
2-55) 
3.4 
3.29 
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As seen from the tables, CaCl, brine has lower crystallization temperatures at 
higher concentrations. It is, therefore, more widely used except when it may attack a 
product by direct contact, such as fish, in which case NaCl brine is used. Corrosion 
is, however, a serious problem in the use of CaCl, brine. To reduce corrosion, exces- 
sive contact of air with brine should be avoided. Corrosion inhibitors such as so- 
dium dichromate are added to keep alkaline conditions, i.e., a pH value of 7 to 8.5. 
The recommended dichromate concentration is 2 kg/m? of brine. Caustic soda may 
be added to correct for acidity, i.e., a pH below 7. Dichromate can be added to 
correct for excessive alkalinity, i.e., a pH above 8.5. 


4.26.2 Inhibited Glycols 


Ethylene glycol and propylene glycol are also used as freezing point depressants and 
heat transfer media in solution with water. Freezing points of ethylene glycol solu- 
tions are lower than those of propylene glycol. It is more commonly used except 
when, because of its toxicity, it is found to attack a food product by direct contact, in 
which case propylene glycol is used. 

Glycol solutions have lower corrosivity when properly inhibited. The specific 
gravities of ethylene glycol and propylene glycol are 1.1155 and 1.0381 respec- 
tively. Their specific heats at 15°C are 9.82 and 10.38 kJ/(kg. K) respectively. 
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È 
À Revision Exercises 


4.1 Explain in brief which refrigerant/s would you choose for each of the follow- 
ing applications and why? 
(1) A cold storage of 100 TR capacity using reciprocating compressor. 
Gi) An 800 TR air conditioning plant using centrifugal compressor/s. 
(iii) A small capacity frozen food cabinet to maintain —30°C temperature. 
4.2 Refrigeration engineers usually presume that if a R 12 car air conditioner 
compressor is operated with R 134a, its ‘cooling capacity’ would fall by 
about 10%. Examine this assumption by a realistic vapour compression 
cycle analysis. 
4.3 Calculate the latent heat of vaporization of К 134a at — 25°C and + 50°C. Тһе 
р“ versus T" relationship of R 134a is 
3980 


Т = 


In р“ = 24.8 – 0.024 T** 





where p" is in kPa and Тіп К. Use the specific volumes data from the table 
of properties of R 134a. 
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Also, find the constants a and n if the h,, versus T “ relationship can be 
expressed by the equation 


т^ n 
hg-a 1- T, 


Critical temperature for R 134a is T, = 374.25 K 

4.4 What are azeotropic and non-azeotropic mixtures? Explain, in brief, their 
advantages giving examples. 

4.5 Calculate and compare the specific volume of suction vapour, refrigerating 
effect, mass flow rate, discharge pressure and temperature, piston displace- 
ment, power consumption and COP for a 150 W refrigerating capacity 
domestic refrigerator operating on simple saturation cycle with – 25°C evapo- 
rator and 55°C condenser temperatures for R 290, R 134a, R 152a and 
R 600a. Also compare their pressure drops across capillary. 

4.6 If R 134a refrigerator in Prob. 4.5 is charged with propane without changing 
the hermetic compressor, what would be the motor wattage, isentropic dis- 
charge temperature, and heat required to be rejected in condenser? Assume 
the same operating conditions, and ignore the effect on capillary. At what 
refrigerating capacity, would the refrigerator be operating with propane? 
What are the implications of charging R 134a refrigerator with propane? 

4.7 (a) A propane refrigerator has to operate at t, = 55°C and tọ = – 25°C. For 
maximum COP, find if the suction state should be in wet or superheat 
region. 

(b) Also find if it is advantageous to use liquid vapour regenerative heat 
exchanger. 

4.8 Draw t-€and h-& diagrams for К 134a/R 22 mixtures for 2, 4, 6, 10, 15, 20 bar 
pressures. Do calculations for bubble and dew temperatures and enthalpies 
assuming ideal mixtures for 10, 20, 30 and 50 per cent R 134a. 

4.9 Find the bubble and dew pressures of R 134a/R 22 mixtures at 0, 5, 10, 45, 55 
and 60?C temperatures and 10, 20, 30 and 50 per cent R 134a compositions. 

4.10(a) An R 22 window-type 1.5TR air conditioner operates on simple satura- 
tion cycle. The operating conditions are: 





Condensing temperature 60°C 
Evaporation temperature 59С 
Temperatures of conditioned air 25°C In, 15°C Out 
Cooling air temperatures 45°C In, 55°C Out 
Find the piston displacement of compressor, motor watts and COP of the 
cycle. 


(b) Find the operating conditions of an equivalent R 134a/R 22 cycle which 
will maintain the same LMTD in condenser and evaporator. 

(c) Find the piston displacement of compressor required, motor watts and 
COP of the cycle for the conditions in (b). 
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Multipres sure Systems 


5.1 Qr .. INTRODUCTION 


The simple vapour compression system is a two-pressure system. Systems with more 
than two pressures may arise either due to multistage, viz., compound compression 
to minimize work, or due to feeding of the refrigerant to a multi evaporator system. 
Cascade systems which employ more than one refrigerant also have multipressures 
although each refrigerant circuit operates on a two-pressure system only. 


5.2 Цу MULTISTAGE OR COMPOUND COMPRESSION 


It has been shown in Sec. 3.5 that the slope of the constant entropy lines on the 
p-h diagram decreases for the isentropics away from the saturated vapour line. 
Multistage or compound compression with interstage cooling is one effective 
method of reducing work of compression by working on isentropics closer to the 
saturation curve. 

It is, however, desirable to employ compound compression only when the pres- 
sure ratio between the condenser and evaporator is greater than 4 or 5. This will 
happen either as a result of a very high condensing temperature, and/or a very low 
evaporator temperature. 

As shown in Secs. 6.3 and 6.6, with increasing pressure ratio, the volumetric effi- 
ciency and hence the refrigerating capacity of a reciprocating compressor tends to 
zero. Thus multistaging is necessary to reduce the power consumption and also to 
increase the refrigerating capacity in high condensing temperature and/or low evapo- 
rator temperature applications. 

The two methods employed for cooling between stages are water intercooling 
and flash intercooling with flash gas removal. 


5.2.1 Flash Gas Removal 


In compound compression the throttling expansion of the liquid may also be done 
in stages as shown in Figs. 5.1(a) and 5.1(b). Thus the liquid from the condenser at 
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6 first expands into a flash chamber to 7 at the intermediate pressure p,, and then the 
liquid from the flash chamber at 8 enters the evaporator through another expansion 
valve and expands to 9. 







































































SDH = 


Fig. 5.1(a) Schematic diagram of the system with flash gas removal 











In a system without a flash chamber, the liquid from the condenser expands 
straight to the evaporator pressure as shown by the process line 6-10 in Fig. 5.1(b). 
This is wasteful of energy as the vapour flashed at the intermediate pressure at 3 is 
also throttled to 11 at the evaporator pressure and is, therefore, required to be again 
recompressed to the intermediate pressure. A system with a flash chamber, thus, 
eliminates the undesirable throttling of the vapour generated at the intermediate 
pressure. 











h—> 
Fig. 5.1(b) Thermodynamic cycle for the system of Fig. 5.1(a) 


Flash gas removal with multistage compression, therefore, results in power 
economy, and is always desirable whichever be the refrigerant used. 
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Another method of obtaining the same result as that of flash gas removal is to 
employ the flash chamber as a liquid subcooler as shown in Fig. 5.2. The liquid 
subcooler subcools the liquid by the evaporation of the liquid refrigerant in the flash 
chamber. Figure 5.2 also gives the mass balance of the liquid subcooler. Herein, m, 
is the mass flow rate through first-stage compressor, and m, is the mass flow rate 
through second-stage compressor. The thermodynamic states correspond to those of 
Fig. 5.1 (b) except that the state of liquid entering the evaporator expansion valve 
shifts to 8’ from 8. 


To High Pressure Stage 


с (т2 - та) kg 





























> 11 kg 





To Evaporator 


Fig. 5.2 Flash chamber as a liquid subcooler 


5.2.2 Flash Intercooling 


For flash intercooling, the compressed vapours from the lower stage are led and 
bubbled through the liquid in the flash chamber as shown in Fig. 5.3(a). The vapours 
are thus cooled to the saturation temperature at the pressure of the flash chamber and 
a part of the liquid evaporates which goes to the higher stage along with the vapours 
from the lower stage. Flash intercooling thus enables the higher stage compression 
to take place along the steeper isentropic, nearer the saturated vapour line. 

Figures 5.3 (a) and (b) show that the discharge vapours from the lower stage at 2 
are cooled to 3 by the evaporation of a part of the liquid refrigerant from the flash 
chamber at 6. Thus, the vapours entering the high-stage compressor т, comprise 
these vapours in addition to the vapours m, from the low-stage. 

Thus, although the specific work is reduced in the high stage because of working 
along the steeper isentropic 3-4 instead of the isentropic 2-2’, the increase of the 
actual mass flow through the higher stage may increase the work of the higher stage. 

It is found that in the case of ammonia, the mass of the liquid evaporated for flash 
intercooling is extremely small because of its high latent heat of vaporization and the 
isentropics become very flat at higher temperatures. Hence flash intercooling will 
decrease the power requirement. Flash intercoolers are, therefore, commonly used 
in multistage ammonia plants. 
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Fig. 5.3(a) Schematic diagram of a two-stage compression system with flash 
inter-cooling 











то 











һ--->- 
Fig. 5.3(b) Thermodynamic cycle for the system of Fig. 5.3(a) 


One must, therefore, notice the difference between flash gas removal and flash 
intercooling. Whereas flash gas removal is always desirable, flash intercooling is 
suitable in the case of some refrigerants only. 


5.2.3 Choice of Intermediate Pressure 


It is well known that for minimum total work, the intermediate pressures are decided 
by the stage pressure ratio which should be 


1/п 
ie (=) 
Po 


where n is the number of stages. In a two-stage system, this gives a geometric mean 
value for the intermediate pressure as given in Eq. (5.1) 
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Di = үрк Po (5.1) 


However, this condition is true for complete intercooling to the initial tempera- 
ture. In refrigeration systems, complete intercooling is not possible as it is done by 
ambient water or air. Also, it is seen that the discharge temperature of the low-stage 
is much lower than the discharge temperature of the high-stage. To reduce the dis- 
charge temperature of the higher stage, therefore, the pressure ratio of the lower 
stage can be increased, with a corresponding reduction in the pressure ratio of the 
higher stage. The expression in Eq. (5.2) is recommended for determining the inter- 
mediate pressure in refrigeration systems 


D; = VP Po 1/1 (5.2) 


It is, however, realized that the choice of intermediate pressure is not very criti- 
cal. If it is different from the optimum, then the work of one stage will be increased 
while that of another stage will be decreased. In the final analysis, the total work will 
not be much different from the minimum. 


5.2.4 Complete Multistage Compression System 


A complete two-stage compression system with flash-gas removal and water 
and flash intercooling is shown in Fig. 5.4(a) and its p-h diagram in Fig. 5.4(b). 
Example 5.1 illustrates the calculation procedure for an equivalent system with a 
liquid subcooler. 
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Fig. 5.4(a) Schematic diagram of a two-stage compression system with flash 
gas removal, and water and flash intercooling 


It may be noted that a part of the heat of low-stage compression can be removed 
by water intercooling, in case the discharge temperature from the stage is substan- 
tially higher than the cooler water temperature. 
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Fig. 5.4(b) Thermodynamic cycle for the system of Fig. 5.4(a) 





Example 5.1 А two-stage ammonia food-freezing plant—with a desired 
capacity of 528,000 kJ/h at — 40°C evaporating temperature and 35°C con- 
densing temperature—has a flash intercooling system with a liquid subcooler. 
The vapour leaving the evaporator is at -309С and entering the first-stage 
compressor is at —1 5°C. The vapour leaving the flash chamber is superheated by 
10°C in the suction line to the second-stage compressor. Water intercooling is 
done to cool the vapour to 45°C. Adiabatic efficiencies of both compressors are 
0.75. The volumetric efficiencies of first- and second-stage compressors are 0.65 
and 0.77 respectively. Find the piston displacements, discharge temperatures 
and power requirements of the two compressors. 


Solution See Fig. 5.5. Reference state 15 -40°C at which h,= 0, 5/- 0. 
p, = 1.35 MN/m? (at 35°C) 


Po = 0.0718 MN/m? (at – 40°C) 





273 + 35 
‚= 135 x 0.0718 x | ————_ | = 
Pi | Ё Е 5) 0.355 MN/m 


The corresponding saturation temperature is 
t, =-5°C 

First Stage 

Enthalpy of vapour leaving the evaporator 


1499 — 1300 
ћу = 1390 + { – 30 – (-40)) (о 
= 1411.8 kJ/kg 
Enthalpy of vapour entering the compressor 
1499 — 1390 
ћу = 1390 + (– 15 – (40)} (221220) 


= 1444.5 kJ/kg 
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t=-5°C 
347.5 




















h, м/а — — 1411.8 1444.5 


Fig. 5.5 Figure for Example 5.1 


Enthalpy of the liquid 
hy = hg = 158.2 kJ/kg 


Mass flow rate of the refrigerant through the first-stage compressor 


тис 228000 ЖЕТІ 
14118 — 1582 
- 2 
v =v, (22-15) = 1.552 (25 = 1.718 п/к 
1 A273 – 40 233 


Piston displacement of the first-stage compressor 


У, = а ОИ 1110 m?/h 
0.65 
Entropy of vapour during isentropic compression from 1 to 2 
6.387 — 5.693 
51 =s, = 5.963 + (- 15 - (– 40)} (5207-59) 
= 6.175 kJ/kg-K 
Degree of superheat of vapour after isentropic compression 
1175 - 6.157 
= 100 + шш ш (50) = 102.7°С 
6157 – 5.822 


Discharge temperature 
t, =-5 + 102.7 = 97.7°C 


Ny isen = 1675 + a (1675 - 1560) = 1681.2 kJ/kg 


Isentropic work 
Wisen = 1681.2 – 1444.5 = 236.7 kJ/kg 
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236.7 
Actual work w= 2367 = 316 kJ/kg 
0.75 
Power requirement of first-stage compressor 
_ (420) (316) 


W, =50h 
! 2650 P 


Second Stage 
Enthalpy of vapour entering the flash chamber 
h, = 1560 kJ/kg 
and hg = 1439 kJ/kg 
Liquid enthalpy h, = he = 347.5 kJ/kg 
Energy balance of the evaporator gives 
1560 — 158.2 
тд = 
1439 - 3475 
t4=5°C 
Specific volume of vapour entering the second-stage compressor 
(273 + 5) 
(273 - 5) 
Piston displacement of the second-stage compressor 
_ (540) (0.36) 
222-017 


Entropy of vapour during isentropic compression from 4’ to 5 


(420) = 540 kg/h 


04 = 0.347 = 0.36 m*/kg 


à = 252 m?/h 


s4 = s; = 5.407 + 3 (5.822 – 5.407) = 5.490 kJ/kg.K 


Degree of superheat of vapour after isentropic compression 
.490 — 5. 
zaja -- Gere 
5.702 — 5.368 
Discharge temperature 
ts = 35 + 68.3 = 103.3°C 


hs isen = 1616 + "m (1744 — 1616) 2 1663 kJ/kg 
Enthalpy of vapour at compressor suction 


hg = 1439 + E (1560 — 1439) - 1463.2 kJ/kg 


Isentropic work у 
Actual work 


= 1663 – 1463.2 = 199.8 kJ/kg 


isen 


wc? oppose 


0.75 
Power requirement of second-stage compressor 


(540) (266.5) 


W, = 
2650 


= 54.3 һр 
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5.3 Цу MULTI-EVAPORATOR SYSTEMS 
27 |Б 
Very often, а situation arises when varied types of cooling loads are connected to the 
same refrigeration system. Each load may require an evaporator working at a differ- 
ent refrigeration temperature. The whole system may, therefore, be operated either 
at a suction pressure equal to the lowest evaporator pressure leading to a single- 
compressor system, or at various suction pressures with individual compressors for 
each evaporator, leading to a multi-compressor system. 


5.3.1 Single Compressor-Individual Expansion Valves 


A two-evaporator single-compressor system with individual expansion valves for 
each evaporator and one compressor is shown in Fig. 5.6(a). Operation under these 
conditions means the dropping of pressure from high pressure evaporators through 
back pressure valves as can be seen in Fig. 5.6(b). This necessitates the compression 
of the vapour from the higher temperature evaporators through a pressure ratio 
greater than necessary, and hence at the expense of operating economy. 
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Fig. 5.6(a) System with two evaporators and single compressor, with 
individual expansion valves 


The mass flow rates through evaporators 1 and 2 are respectively 





m, = Qo, = Q% 
do, № — hs 
ЕКЕ Qo, 0, 
do, hg ш һ, 
The enthalpy of the vapour mixture entering the compressor is 
+ myh 
h= тің + mh (5.3) 
m + т 


and the net work done is given by 
W = (m, + m) (h, — hj) (5.4) 
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Fig. 5.6(b) Thermodynamic cycle for the system of Fig. 5.6(a) 


5.3.2 Single Compressor—Multiple Expansion Valves 


The operation of a two-evaporator single-compressor system with multiple arrange- 
ment of expansion valves is shown in Figs 5.7(a) and (b). The only advantage of the 
arrangement is that the flashed vapour at the pressure of the high temperature evapo- 
rator is not allowed to go to the lower temperature evaporator, thus improving its 
efficiency. To gain thermodynamic advantage from this, it will be necessary to use 
individual compressors for each evaporator, thus eliminating the throttle losses of 
the back pressure valves. 
The refrigerating effects for the evaporators are 











qo, = hg – hg 
qo, = h; - Ng 
Y 
3 1-2 
L—— 












































- 5 (Liquid) = 
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Fig. 5.7(a) System with two evaporators and single compressor with multiple 
expansion valves 
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Fig. 5.7(b) Thermodynamic cycle for the system of Fig. 5.7(a) 
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The mass flow rates of the refrigerant comprising the liquid and vapour fractions, are: 





Evaporator 1 т = %, 
до, 
X 
Evaporator 2 т = %, +m, | 4 | 
do, 1-х, 


where the second term on R.H.S. represents the mass of vapour flashed at 4 
corresponding to the mass of liquid going to the second evaporator. 


5.3.3 Individual Compressors—Multiple Expansion Valves 


The total power requirement can be reduced by the use of an individual compressor 
for each evaporator and by the multiple arrangement of expansion valves as shown 
in Figs 5.8(a) and (b). This amounts to parallel operation of evaporators and is called 
sectionalizing. There may be a separate condenser for each compressor or a com- 
mon condenser for the whole plant. 

The calculations for mass flow rates are similar to those of the preceding case. 
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Fig. 5.8(a) System with two evaporators, individual compressors апа 
multiple expansion valves 
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Fig. 5.8(b) Thermodynamic cycle for the system of Fig. 5.8(a) 
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5.3.4 Individual Compressors with Compound Compression and Flash 
Intercooling 


When one or more evaporators are in operation at very low temperatures, and 
individual compressors are installed, then compound compression can be used to 
effect power saving as shown in Figs 5.9(a) and (b) with multiple arrangement of 
expansion valves and flash intercooling. The flash chamber is maintained at the 
pressure of the high temperature evaporator. 




































































с 
5 
| + 4 
| 3b 
> 
| 
6 3 
+) E2 
3a 
— 
-< 
wwe | „ЙМ са кз 
6 















































Fig. 5.9(а) System with two evaporators, compound compression апа 
flash intercooling 
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Fig. 5.9(b) Thermodynamic cycle for the system of Fig. 5.9(a) 
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5.4.17! CASCADE SYSTEMS 
27 яв 
The use of a single refrigerant іп a simple vapour compression cycle for the produc- 
tion of low temperatures is limited by the following reasons. 

() Solidification temperature of the refrigerant. 

(ii) Extremely low pressures in the evaporator and large suction volumes if a 
high-boiling refrigerant is selected. 
(iii) Extremely high pressures in the condenser if a low-boiling refrigerant is 
selected. 
(iv) Very high pressure ratio p,/p, and, therefore, а low coefficient of performance. 
(v) Difficulties encountered in the operation of any mechanical equipment at very 
low temperatures. 

We know that multistage compression is employed when low evaporator tempera- 
tures are required and when the pressure ratio p,/po is high. Refrigerant 22 is used in a 
two-stage system up to —50?C and in a three-stage system up to about —65?C. 

If vapour compression systems are to be used for the production of low tempera- 
tures, the common alternative to stage compression is the cascade system in which a 
series of refrigerants, with progressively lower boiling points, are used in a series of 
single-stage units. The system provides a solution to all the problems mentioned 
above except the last one. 

The cascade system combines two or more vapour compression units as shown in 
Fig. 5.10. The high temperature cascade produces refrigeration at a certain low 
temperature 10, The low temperature cascade produces refrigeration at a still further 
low temperature 10,» using the refrigerating effect of high temperature cascade at 
temperature 10, for rejecting heat in its condenser at temperature tkp which in the 
limit is equal to f,. In practice, however, there is a certain overlap between these 
temperatures, i.e. the temperature th, is about 5°C higher than the temperature fo, 
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Fig. 5.10 Cascade system 
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It is also to be noted that each cascade works on a separate refrigerant. Each 
refrigerant can be chosen in such a way that it operates best within the required 
comparatively narrow temperature limits. The high temperature cascade uses a high- 
boiling refrigerant such as NH, or R 22, whereas the low temperature cascade uses a 
low-boiling refrigerant such as CO,, ethylene, methane, etc., depending on the 
requirements. The use of a low boiling and, therefore, a high pressure refrigerant 
ensures a smaller compressor displacement in the low temperature cascade and a 
higher coefficient of performance. 

The cascade system was first used by Pictet in 1877 for the liquefaction of 
oxygen employing SO, and CO, as intermediate refrigerants. Another set of 
refrigerants commonly used for the liquefaction of gases in a three-stage cascade 
system is ammonia, ethylene and methane. Ammonia is also used in the high 
temperature cascade for the manufacture of solid carbon dioxide. 

An additional advantage of the cascade system is that oil from one compressor 
cannot wander to the other compressors as it generally happens in multistage systems. 

In the system shown in Fig. 5.10, the high and low temperature systems have to be 
balanced with each other. This means that the heat absorbed in the high temperature 
cascade evaporator must be equal to the heat rejected in the low temperature cascade 
condenser. Thus, the two systems are designed such that 


Qo, = Qk 
In operation, however, the balancing problem creates difficulty since during the 
pull-down period, the high temperature cascade system is inadequate. Hence, it has 
to be slightly oversized. 


5.4.1 Optimum Coupling Temperature between Cascade Circuits 


The intermediate temperature between the two cascade circuits, such as tọ, X tg, тау 
be called the coupling temperature. For optimum sizing of the two circuits, Schmidt 
has shown that the optimum coupling temperature can be approximately represented 
by the square-root of the condensing temperature in warm, and evaporating 
temperature in cold circuit. This is based on the assumption that the Carnot COP of 
the two circuits is the same, as shown in Eq. (5.5) 

T, = 10, (5.5) 
- 1,-1 





Т 


1 2 2 


so that when To, = Ту, we have 


To, = (Т, X To, = Та (5.6) 
Schmidt derives а more accurate relation in terms of the coefficients of the 
vapour pressure curves of the two refrigerants. This derivation is based on the con- 
dition that the pressure ratios of the compressors in each circuit are the same. Thus 
P Pk 
CH h (5.7) 
Ро, Ро, 
Then if (һе pressure-temperature relationships of the two substances аге 
governed by the relation. 


log p =a- р 
Т 
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we have 
1 1 
1 –1 =), |== 5.8 
O8 Px, — 105 Po, 1 = 1. (5.8) 
1 1 
log p,, - log ру = >" | = - — (5.9) 
2 2 T, 5, 


апа from Eq. (5.7) we obtain 
ђ, | 1 1 
а (је: (5.10) 
2 Vh 0, 
which for To, = Т), becomes 
Lc hc — 
biT + 5/7, 
A more appropriate semi-empirical relation is suggested in Eq. (5.12) 
_ b+ 105 b; 
% Бит, + bf 


a zu (5.11) 


-10 (5.12) 


5.5 CM SOLID CARBON DIOXIDE—DRY ICE 


Figure 5.11 shows the relevant thermodynamic characteristics of carbon dioxide 
which make it suitable to be used in the solid state at atmospheric pressure, com- 
monly known as dry ice. The name is derived from the fact that solid carbon dioxide 
sublimates into vapour at atmospheric pressure and temperature. The sublimation of 
solid carbon dioxide into vapour at normal atmospheric pressure is made possible 
because its triple point pressure is 5.18 bar, 1.е., greater than one atmosphere. Also, 
the triple point temperature is — 56.6?C, which is much below the normal ambient 
temperature. Hence, heat can flow from the surroundings to solid carbon dioxide, 
exposed to atmosphere, to sublimate it. Thus the heat of sublimation of carbon 
dioxide in the solid state at atmospheric pressure can be conveniently utilized to 
provide refrigeration specially for the preservation of foods in transport. 

The triple point pressure for water is 0.00611 bar, viz., much below one 
atmosphere. Thus, at atmospheric pressure water-ice first melts and then evaporates. 
Also, the triple point temperature of water is only 0.01?C and its fusion temperature 
is 0С. Thus water-ice, even with melting, can be used for refrigeration only above 
0°C. The normal boiling point of water is 100°C. 

In the case of carbon dioxide, the fusion temperature and normal boiling point 
have no meaning. We have, however, the normal sublimation temperature which is 
— 78.52?C. 


5.6 M MANUFACTURE OF SOLID CARBON DIOXIDE! ê 


The critical temperature of carbon dioxide is very low, viz., 31°C whereas its critical 
pressure is quite high, viz., 73.8 bar. The use of carbon dioxide in a simple vapour 
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compression cycle is possible only if condensation is achieved at a temperature 
below 31°C. Even then the condensing pressure will be very high. Such a cycle is 
shown in Fig. 5.11. For manufacture of solid CO,, the gaseous carbon dioxide is 
compressed from 1 to 2, condensed from 2 to 3 at 28°C and 69 bar and then 
expanded to atmospheric pressure at 4 in a snow chamber. The solid carbon dioxide 
or dry ice can be removed at 5; the vapour at 6, after mixing with the make-up gas at 
7, is led to the compressor. 


73.8 bar Critical Point 





69 bar 





5.18 bar 





nor ——— ы ирейнин Ар 






р, bar 


Triple Point Line 






1.01325 bar 


у —56.6°С 35°C (say) 
-78.5°C 








Fig. 5.11 Simple vapour compression cycle for manufacture of dry ice 


The power requirement for the above cycle is of the order of 400-500 hp-hr per 
ton of solid carbon dioxide. One of the main reasons for such high power consump- 
tion is the high pressure ratio that is nearly equal to 70. This suggests the use of 
three-staged compression with the pressure ratio of each stage equal to (70)! =4.1. 

Another problem in the process of manufacture is the blocking of the expansion 
device by the formation of dry ice. This is eliminated by first producing liquid 
carbon dioxide at a pressure slightly above the triple point pressure and then reduc- 
ing its pressure to one atmosphere in a snow chamber. This makes it necessary to 
have two snow chambers, one receiving liquid carbon dioxide at a pressure higher 
than the triple point pressure, and the other reducing pressure to form solid carbon 
dioxide and vapour, both working alternately. Such a method is known as the 
pressure snow chamber method. 

Thus if 6 bar is chosen as the pressure of liquid formation in the snow chamber, 
then the various stage pressures would be nearly equal to 69, 20, 6 and 1.01325 bar 
respectively. 

Further, the condensing temperature of 28°C is impractical when the cooling 
water temperature itself is 30°C or more in summer. Also, even with 28°C, the COP 
of the system would be very low as it is close to the critical temperature. The high 
pressure stage of the carbon-dioxide cycle is, therefore, replaced with a separate 
ammonia circuit in cascade with the carbon dioxide circuit. 
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The schematic diagram of a system using the pressure snow chamber method and 
ammonia in the cascade circuit is shown in Fig. 5.12. The condensing pressure of 
carbon dioxide is generally kept at 15 to 20 bar. The р-ћ diagram of the carbon 
dioxide circuit is shown in Fig. 5.13. In the position shown in Fig. 5.12, high pres- 
sure liquid carbon dioxide is being prepared in snow chamber II at 6 bar, whereas 
snow chamber I is shown to be reducing in pressure from 6 bar to 1.01325 bar. Dry 
ice is formed at 12 and the vapour leaves at 13. During this cycle of operation, 
expansion valve A is open and B is closed. Also, shut-off valves C and F are open 
and D and E are closed. 
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Fig. 5.12 Pressure snow chamber method with ammonia in the cascade 
circuit for manufacture of dry ice 
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Fig. 5.13 p-h diagram of CO, circuit for pressure snow chamber method 
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For the analysis of the cycle, the section enclosed within the broken lines, shown 
in Fig. 5.12, may be considered as a system. Then assuming steady-state conditions, 
writing the mass balance for the system, we obtain 

m = mg = Mg + Mio 
and 
Mg = mj = 12 + т\з 
Thus, from the above two relations 
m; = пр +My + т\з (5.13) 
Also, by energy balance 
mh; = тоо + тузо + тућуз (5.14) 

In Eqs. (5.13) and (5.14), тү; represents the yield of dry ice which can be consid- 
ered as specified. The mass of make-up СО», туд is also equal to m,,. The three 
unknowns та, mo and тз in the two equation can be found by solving these equa- 
tions together with the relation for dryness at 11, viz., 

m3 51 


= (5.15) 
ті 1- х 





Example 5.2 Calculate the power required to produce 500 kg of dry ісе 
per hour using the pressure snow chamber method in conjunction with ammonia 
in the cascade circuit. The pressures and temperatures may be assumed as 
follows: 

Temperature in snow chamber after liquid throttling = — 50°C 

Condensing temperature of CO, = – 5°C 

Temperature of make-up gas = 30°C 

Condensing temperature of МН; = 35°C 

Evaporating temperature of МН; = — 10°C 

Temperature after water-intercooling = 35°C 

Temperature after second-stage cooling = 40°C 


Solution Тһе various enthalpies are as follows: 
For СО; Circuit 
From chart 

hy = 312 kJ/kg h- = 72 kJ/kg 

hy, = 433 kJ/kg hy = — 18 kJ/kg 

hio = 320 kJ/kg ћу = – 250 kJ/kg 
Dryness fractions 

№ -hy _ 72 + 18 








Xg = = = 0.266 
hio — hy 320 + 18 
ho -h -18%250 0413 
Хат = - 0. 
HC ded 312+ 250 
Consider yield = т = тү = 1 kg. Then 
0.413 
туз = —1— ws — (90.704 kg 


1- x4 0.587 
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Mg = mj» + тз = 1.704 kg 
Xg 0.266 
то = 
1– xg 0.734 
та = та = Mg + ту = 1.704 + 0.618 = 2.232 kg 
туз ћу mah, (0.704) (312) + (1) (433) 


ies 5 = 383 kI/k 
! та + та 1704 ы 





(1.704) = 0.618 kg 


тот 





From chart 
hy = 435 kJ/kg 


1 = 75°C 
Water intercooling is, therefore, essential. Then 
tz = 35°C 
h4 = 396 kJ/kg (From chart) 
туо hio + тз ha _ (0.618) (320) + (1.604) (396) 





ћ, = = 376 kJ/kg 
тш + та 2.322 
From chart 
ty = 11°C 
h; = 471 kJ/kg 
t; = 120°C 


After water inter-cooling 

16 = 40°C 

hg = 380 kJ/kg 
Power requirement of the first-stage CO, compressor 


W, = т (hy —h,) 


500 (1.704) (435 — 383) 
3600 


12.31 kW 
Power requirement of the second-stage CO, compressor 


ЏА = №4 (hs — h4) 


= 200 (2 322) (471 – 376) 
3600 


= 30.6 kW 
For NH; Circuit 
h, = 1450 kJ/kg 


h, = 1680 kJ/kg 
h, = 366 =h, 
Energy balance of the CO, condenser and NH; evaporator gives 
ће = hy 
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– 72 
– 380-72 (2,322) = 0.66 kg 
1450 — 366 


Power requirement of the NH, compressor 


Ман, Е уң, (ћу — hg) 


= 300 (0,66) (1680 – 1450) 
3600 


= 21.08 КУ 
Total power requirement = 12.31 + 30.6 + 21.08 = 64 kW 


5.7 Cha -. SYSTEM PRACTICES FOR MULTI-STAGE SYSTEMS 


Rotary vane or centrifugal compressors are commonly used for the booster stage of 
a multistage system where large gas volumes are handled. There are also some appli- 
cations in which oil-free and dry-cylinder compressors are used where the effects of 
oil in the refrigerant are of great consideration. 

When LP stage temperatures are below —70°C, the pull-down load may be three 
times the normal. Compressor motors are, therefore, selected for about 150 per cent 
above the normal loading. 

Some thought must also be given for sizing the condenser for the maximum 
amount of heat rejection that is expected during the pull-down period. 

One problem in low temperature evaporators is the return of oil to the compres- 
sor. Another is the pressure drop through the evaporator. A D-X (direct-expansion) 
type evaporator is the most common because of its improved ability to return oil to 
the compressor, as well as the smaller charge of the refrigerant required with it. 
Sometimes an oil separator is used in low-temperature applications such as freeze- 
drying. The effect of pressure drop in evaporators at very low pressures is very 
serious because of its large magnitude which is a result of the large increase in vol- 
ume of the refrigerant during vaporization. Hence, pumped systems such as a flash- 
cooler type evaporator can be used, in which the refrigerant is used like brine under 
pressure by a pump from a flash chamber so that vaporization does not take place 
inside the evaporator, but only on return to the flash cooler. Or a recirculation type 
evaporator may be used. 

Receivers should not be used as the temperature of the surroundings may make it 
difficult for the liquid to enter into it. 

It may be necessary to raise the temperature of the low-stage suction gas for main- 
taining the lubricating ability of the oil in the compressor. In cascade systems, this 
can be best done through a heat exchange between this gas and the high pressure 
stage liquid. 

It is desirable to charge the system with a fade-out charge such that on shut down, 
all liquid in the system will evaporate into gas without excessively increasing the 
system pressure. In practice, however, the system may not have enough volume to 
permit this. In that case, an expansion tank may be provided and connected to the 
evaporating side of the system. 
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È 
À Revision Exercises 


5.1 An R 22 refrigerating plant with back pressure control has a capacity of 
30,000 kJ/h at -30?C and 45,000 kJ/h at —25?C. The refrigerant flow is con- 
trolled by thermostatic expansion valves with 8°C superheat. The condensing 
temperature is 35°C. There is no heat exchanger. The vapours are superheated 
by 15°C in the suction line. The compressor is single-acting and has four 
cylinders. It runs at 930 rpm and its bore/stroke ratio is 1.25. Volumetric 
efficiency may be assumed as 70 per cent. Calculate the dimensions of the 
cylinders. Also calculate the power consumption and COP. 

5.2 An ammonia refrigerating plant is working at an evaporating temperature 
of — 30°C and a condensing temperature of 37°C. There is по subcooling of 
the liquid refrigerant, and the vapour is in the dry-saturated condition at the 
inlets to the compressors. The capacity is 150 kW refrigeration. Estimate the 
power consumption 

(i) when one-stage is used, 
(ii) when two-stage compression with flash intercooling is used, and 
(iii) when two-stage compression with flash chamber and liquid subcooler is 
used. Assume suitable intermediate pressure. 
Explain why it is not advisable to use multistage compression to produce 
refrigeration temperatures of the order of, say, – 90°C. 

5.3 A two-stage 10 tons МН; refrigeration plant with shell and coil type flash 

intercooler as shown in Fig. 5.14 is operating at the following conditions: 


Condensation temperature 35°C 
Evaporator temperature – 40°С 
Interstage pressure 2.91 bar 


Subcooling of liquid in flash intercooler by 30°C 
Thermostatic expansion valve setting 5°C superheat 
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Assuming that the vapours leaving the LP compressor are intercooled to 40°C 
by water before entering the flash chamber, determine: 

(a) Refrigerant mass flow rate in evaporator. 

(b) Refrigerant mass flow rate through HP compressor. 

(c) Total power consumption. 

(d) Total power consumed in a single-stage NH, plant for the same duty. 

State what are the advantages of using flash intercooler in comparison to 

single stage system. 
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Fig. 5.14 Figure for Prob. 5.3 


5.4 A two-stage R 22 plant with flash intercooler for food freezing has two 
45 mm bore and 40 mm stroke compressors as follows: 
LP Compressor: No. of cylinders 6 
Rpm 1000 
Volumetric efficiency 75% 
HP Compressor: No. of cylinder 4 
Rpm 800 
Volumetric efficiency 69% 
Find the refrigerating capacity of the plant when operating at a condenser 
temperature of 40°C and an evaporator temperature of – 40°C. 
Also, find the interstage pressure. 
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6.1 ha TYPES OF COMPRESSORS 


The compression of the suction vapour from the evaporator to the condenser 
pressure can be achieved by mechanical compression, ejector compression or by a 
process combination of absorption of vapour, pumping and desorption. The latter 
two come under the category of heat-operated refrigerating machines discussed in 
Chaps. 12 and 13. For the mechanical compressor, fundamentally, there are two 
types of machines: 

(i) Positive displacement machines, viz., reciprocating, rotary, scroll and screw 

compressors. 
(i) Non-positive displacement machines, viz., centrifugal compressors. 

Positive displacement machines ensure positive admission and delivery 
preventing undesired reversal of flow within the machine as achieved by the use of 
valves in the case of reciprocating compressors. They have intermittent operation, 
subjecting the fluid to non-flow processes, and work is transferred by virtue of a 
hydrostatic force on the moving boundary. 

Non-positive displacement machines, viz., centrifugal compressors have no 
means to prevent the reversal of flow. The fluid is subject to flow processes and the 
work is transferred by virtue of the change of momentum of a stream of fluid flowing 
at a high speed over blades or vanes attached to a rotor. 

However, positive displacement machines can also be regarded as open 
systems being steadily supplied with the working fluid although the internal proc- 
esses are intermittent as in a closed system. The net work of compression including 
the work of discharge and suction strokes is the same as the work done in a flow 
process in an open system shown as follows. 


6.1.1 Work in Reciprocating Compressor! 


The p-v diagram for the machine cycle of a reciprocating compressor is shown in 
Fig. 6.1 along with the skeleton diagram of the cylinder and piston mechanism. When 
the piston is in the extreme left position of the inner dead centre (IDC), the volume 
occupied by the gas is У, = V; called the clearance volume, i.e., the volume between 
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the IDC position of the piston and the cylinder head. As the piston moves outward, the 
clearance gas expands to 4, where the pressure inside the cylinder is equal to the pres- 
sure at the suction flange of the compressor. As the piston moves further, the suction 
valve S opens and the vapour from the evaporator is sucked in till the extreme right 
position of the outer dead centre (ODC) is reached. At this point the volume occupied 
by the gas is Vj. The stroke or swept volume or piston displacement is 


лр? 
У, (И-И) = TL 





where D is the bore or diameter апа L is the stroke, i.e., ће distance travelled by the 
piston between I.D.C. and O.D.C. of the cylinder. At 1, the suction valve closes as 
the piston moves inwards and the compression begins. At 2, the pressure in the 
cylinder is equal to the pressure at the discharge flange of the compressor. A further 
inward movement of the piston results in the pressure in the cylinder exceeding the 
condenser pressure. This opens the discharge valve D and the vapour from the cylin- 
der flows into the condenser till the piston again reaches the IDC position. Gas equal 
to the clearance volume V, remains in the cylinder and the cycle is repeated. 
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Fig. 6.1 Cylinder and piston mechanism and p-V diagram of a reciprocating 
compressor 


The work done for compression for the machine cycle is given by the cyclic 
integral of рау. Hence 


w= fpdv= (муз (fe (pairs | му 
1 2 3 4 
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2 4 
= [рау + pXV; - V) + | рау + рибу - V) 
1 3 


= Area 1-2-3-4 


It will be seen that this area is also expressed by the term — } Удр. Непсе 


2 2 2 2 
W= f pav =- f Vdp =m f pdv=-m ) vdp 


where m is the mass of the suction vapour. Thus, the specific work in a reciprocating 
compressor is given by 


2 2 
у = Ф рао-- ф ойр (6.1) 
е 
where 1 апа 2 are the limits of integration from suction state | to the discharge 
state 2 as indicated in Fig. 6.1. 
6.1.2. Work in Centrifugal Compressor! 


In a steady-flow process, the gas enters the centrifugal compressor, passes over the 
blades in a centrifugal field and is subjected to momentum change, leaving finally, 
through a diffuser at the discharge pressure. From the steady-flow energy equation 


q-(h,-h)*w (6.2) 
and from the combined First and Second Laws for reversible process, 
2 2 2 
а = | Tas = | (dh - vdp) = (hy - h) – | vap (6.3) 


1 1 1 
Comparing the two expressions, we have for work 


2 
w=- І vdp (6.4) 

1 
It is thus seen that the work of compression is the same for both reciprocating and 


2 
centrifugal compressors and is given by the expression — І одр, integrated between 


1 
the suction and discharge states. Equation (6.3), therefore, represents the energy 
equation for both compressors, viz., 


2 
4-(0,-һ)- ) одр 


For ап adiabatic compression process, in which 4 = 0, it gives 
2 
w=- P ойр = (hy –ћ) (6.5) 
1 


2 
Note The expression for work done is the same, viz., ш = — J rap whether it is a 


1 
reciprocating compressor or a centrifugal compressor. 


The McGraw-Hill companies 


Refrigerant Compressors 239 


6.2 Цу THERMODYNAMIC PROCESSES DURING COMPRESSION 


Here is a comparison of the theoretical and actual thermodynamic processes during 
compression. Theoretical compression processes considered here are those of 
constant entropy and constant temperature. The actual compression process is, 
however, close to polytropic. 


6.2.1 Isentropic Compression 


For the isentropic compression process 
po’ = pv = pv," 
so that 
2 
w=- [ойр= – |о(р/р)/7Ар 
1 


yo d 


у 
zel pu (2) -1 (6.6) 
у—1 Py 


For a perfect gas, this becomes 
w=-C, (T-T) (6.7) 
since 





7-1 
Т. 
рој = КТ, С, = A and (% d шіт 
1 1 


6.2.2 Isothermal Compression 
The initial and final states are known to have pressure and temperature as p,, T and 
p», T. Hence hy, s, and hy, s, сап be found from the table of properties and work can 
be evaluated using the steady-flow energy equation, viz., 
q-T(s-s)-205-h)*tw (6.8) 
For a perfect gas 
ћу = +, hence д = w. 


Also, pv = pv, = р;0; = const. Hence 


2 
Д-М-- [одр == ру In P2 = – RT; In P2 
1 Pi Pi 
=T (5 — 51) (6.9) 


Adiabatic and isothermal processes are shown as 1 – 27 and 1 – 25 respectively on 
the p-v and T-s diagrams in Figs. 6.2 and 6.3. The shaded area on the p-v diagram 
represents the difference in work. For the same pressure ratio, isothermal work is 
seen to be less than the isentropic work. The shaded area on the 7-5 diagram in 
Fig. 6.3 represents the heat transfer in the isothermal process. 
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Fig. 6.2 Isothermal, isentropic and polytropic compression processes 
on p-? diagram 

















5 —- 


Fig. 6.3 Isothermal, isentropic and polytropic compression processes 
on T-s diagram 


6.2.3 Polytropic Compression 
Any general process can be expressed by the polytropic law 
рој =p 0 = ро" = const. 
in which the polytropic index of compression n is such that 1 <n < X 


The work done in a polytropic compression process is thus 


п-1 


уп 57 
w=- foap=-Jo, (2) dp =- — р (% -1 (6.10) 





n-i 1 


For a perfect gas, since p, 7, = RT, this becomes 


п-1 


w=-—" КТ, |2" ШЕГЕРЕ JO E US (6.11) 
n-1 Рі п-1 y 
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Equation (6.11) shows that work is a function of initial temperature, pressure 
ratio and polytropic index n, viz., 

w = f (Ty, palpi; n) 

For isentropic compression, n = у and for isothermal compression, n = 1. Higher 
the value of yfor a substance, more the work required, and higher is the discharge 
temperature. To reduce the work of compression and also to lower the discharge 
temperature, it is necessary to resort to cooling during compression, specially, in the 
case of substances with high value of у. 

The term polytropic compression is used in different senses. It may mean either 
(a) reversible but non-adiabatic compression, in which heat is removed during the 
process or, (b) irreversible but adiabatic compression, in which there is friction but 
no heat transfer, or (c) both. 

Reciprocating compressors may approach case (a) with the cooling of the 
cylinder, provided the velocities are small. Thus n will be less than 7. 

Centrifugal compressors approach case (b), i.e., friction effects are considerable 
but the flow is nearly adiabatic and n will be greater than у 

We know that the isothermal compression process is the best but it would be 
extremely slow and is not possible to achieve in practice. Actual compression 
processes are nearly adiabatic. We can reduce the work of compression to some 
extent by cooling the compressor cylinder and achieve a process of the type (a) viz., 
polytropic with cooling such as 1 — 2c in Figs 6.2 and 6.3. Such a process will have 
work less than that of an adiabatic process and more than that of an isothermal proc- 
ess. If the value of У for а gas is very high, such as 1.4 for air and 1.3 for ammonia, 
and/or the pressure ratio is also high, the compressor cylinders are cooled by water- 
jacketing. If the value of У is not so high as in the case of fluorocarbons, cooling by 
air through natural convection is found satisfactory. To augment the heat transfer, 
the cylinder bodies of these compressors are cast with fins on the external surface. 

In centrifugal compressors, however, the process is nearly adiabatic. But an adi- 
abatic compression process (no cooling) will normally be accompained with friction. 
Such a process can also be represented by the polytropic law and will be of the type 
(b), viz., polytropic with friction as represented by the line 1 — 2f in Figs 6.2 and 6.3. 

An actual compression process in reciprocating compresors will be accompanied 
with both cooling and friction. Such a process can also be represented by the poly- 
tropic law with an appropriate value of the index of compression n. The discharge 
state after compression may be either to the left or to the right of the point 25, 
depending on the degree of cooling and friction. 

To compare the performance of a compressor, we define the following efficiencies 


Isothermal work 


Isothermal efficiency, Пт "ue k 
ctual wor 


Isentropic work 


Adiabatic efficiency, 1], 
ff yn Actual work 


Adiabatic efficiency is the most commonly used term. 

The minimum work of compression, with cooling, is isothermal work. Often 
isothermal efficiency is, therefore, used to express the performance of reciprocating 
compressors which are invariably cooled. 
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The minimum work of compression, without cooling, is isentropic work. 
Adiabatic efficiency is, therefore, used to express the performance of centrifugal 
compressors in which it is not possible to arrange cooling during compression. 


6.3 un. VOLUMETRIC EFFICIENCY OF RECIPROCATING 
“~~ COMPRESSORS 


Volumetric efficiency Ң, is the term defined in the case of positive displacement 
compressors to account for the difference in the displacement or swept volume У, 
in-built in the compressor and volume V, of the suction vapour sucked and pumped. 
It is expressed by the ratio 


d 
Uv V, 


6.3.1 Clearance Volumetric Efficiency 


The clearance or gap between the IDC position of the piston and cylinder head is 
necessary in reciprocating compressors to provide for thermal expansion and 
machining tolerances. A clearance of (0.005 L + 0.5) mm is normally provided. This 
space, together with the volume of the dead space between the cylinder head and 
valves, forms the clearance volume. The ratio of the clearance volume У, to the 
swept volume V, is called the clearance factor C, i.e., 


2 
V, 

This factor is normally < 5 per cent. 

The effect of clearance in reciprocating compressors is to reduce the volume of 
the sucked vapour, as can be seen from Fig. 6.1. The gas trapped in the clearance 
space expands from the discharge pressure to the suction pressure and thus fills a 
part of the cylinder space before suction begins. Considering only the effect of 


clearance on volumetric efficiency, we have from Fig. 6.1, for clearance volumetric 





efficiency 
Р V, ES у Ue + ү.) = V, 
Icy = БЫ 
V, V, 


The volume occupied by the expanded clearance gases before suction begins, is 


Пу 77 
у, У, (> - cv, (% 
РІ Ру 


_ У СУ, = CV, (шір) 
V, 


р 


Vy 
-1+c-c(2] (6.12) 
Ру 


so that 





Пс v 
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It is seen that lower the value of у lower the 77,, and higher the value of y higher 
the 7,. The expression for volumetric efficiency can also be written in the form, 


palig- У =1+0-С 4 Li. coc Pasion (6.12a) 
V, V. U discharge 


6.3.2 Variation of Volumetric Efficiency with Suction Pressure 


Figure 6.4 shows the nature of variation of the p-V diagram of a reciprocating 
compressor with decrease in suction pressure for constant discharge pressure. It is 
seen that with decreasing suction pressure, or increasing pressure ratio, the suction 
volume V, and hence volumetric efficiency 7, decrease until both become zero at a 
certain low pressure p,’. Thus the refrigerating capacity of a reciprocating compres- 
sor tends to zero with decreasing evaporator pressure. 

It can be observed from Eq. (6.12) that the clearance volumetric efficiency will 
be zero for a pressure ratio given by 


7 
-Ра_= E + ) (6.13) 


32" 9% 2 
-< 
































* pa 
А 
” pi = Рітіп 
~ Ус -< Vp 47 
Vv —— 


Fig. 64 Decrease in suction volume of a reciprocating compressor with 
decreasing evaporator pressure 


For a given discharge pressure р, the above expression gives the value of Py 
the lowest pressure possible for obtaining any capacity from a given compressor. 


6.3.3 Exponent of the Re-expansion Curve 


The clearance gases are expanded and compressed in every cycle. The curve 3-4 is, 
therefore, called the re-expansion curve. 


The McGraw-Hill companies 


244 Refrigeration and Air Conditioning 


To reduce the discharge temperature and the work of compression, the compres- 
sor cylinder is normally cooled either by water-jacketing as in the case of ammonia, 
or simply by the surrounding air by natural convection as in the case of R 134a. The 
small volume of the hot-clearance gas at 3, therefore, comes in contact with a larger 
and cooler surface of the cylinder walls of the compressor, thus losing heat at the 
beginning of expansion. Initially, the re-expansion curve 15, therefore, steeper than 
the adiabatic curve. During, the latter part of the expansion process, the gas is cooler 
than the cylinder walls, receives heat in turn, and the curve becomes flatter. This 
shows that the exponent of the re-expansion curve, m, is less than y for the greater 
part of the process. 

The effect of heat gain from the walls is to increase the volume V, occupied by 
the expanded clearance gases, and thus to decrease the suction volume. Replacing 
the adiabatic exponent уђу the polytropic exponent т, we have for clearance volu- 
metric efficiency 


1/т 
По1%С-С (2) (6.13a) 
Pi 


In the case of ammonia, the adiabatic exponent is high, i.e., У = 1.31. Its compres- 
sion, therefore, results in high discharge and cylinder-wall temperatures resulting in 
heat transfer to the gas during the re-expansion process. The effective value of m is, 
therefore, less than x giving a low value of volumetric efficiency. Cooling by water- 
jacketing of ammonia compressors, therefore, results in lower discharge and cylin- 
der-wall temperatures and hence, less heat transfer to the gas and higher volumetric 
efficiency. The value of the exponent m with cooling approaches the value of the 
adiabatic exponent. 

The value of yfor fluorocarbons is quite low. As a result, the volume У, is quite 
large and the volumetric efficiency is low. It is, therefore, necessary to provide mini- 
mum possible clearance (less than 5%) in these compressors. Also, because of the 
low value of y the compressors need to be air cooled only. 

A clearance of 6-7% is considered permissible with refrigerants with high value 
of ysuch as ammonia. In addition, they are water-cooled. 

In high speed compressors (1500 rpm or more), the value of re-expansion 
coefficient m approaches the adiabatic exponent у. 


6.3.4 Effect of Valve Pressure Drops? 


For the flow of any fluid, the pressure must drop in the direction of flow. Both 
suction and discharge valves will open only when there is a pressure drop across 
them. The effect of these pressure drops on the indicator diagram of the compressor 
is shown in Fig. 6.5. It is seen that as a result of throttling or pressure drop on the 
suction side the pressure inside the cylinder at the end of the suction stroke is p, 
while the pressure at the suction flange is p,. The pressure in the cylinder rises to the 
suction flange pressure p, only after the piston has travelled a certain distance 
inward during which the volume of the fluid has decreased from (У, + V.) to Vj. 
Assuming the compression index to be n instead of y, as the compression process is 
also polytropic due to heat exchange with cylinder walls and friction, we have 


1/п 
Vi = (V,+ У) 5 


Рі 
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The expression for volumetric efficiency becomes 


1/п 1/т 
Vi -V к Рі Рі 





„= 
V, V, 
1/п 1/т 
- (14 C) (% =C (2) (6.14) 
Рі Py 











Ра 

















| : | 


М —— 


Fig. 6.5 Effect of valve pressure drops 


Considering the effect of pressure drop at the discharge valve as well, it can be 
shown that the expression for volumetric efficiency is 


1/п 1/т 
nm =(1+C) (% -C (2) (6.15) 
Р\ Р\ 


6.3.5 Leakage Loss 


The effect of leakage past piston rings and under the suction valve elements is 
normally accounted for by allowing 1.5 per cent leakage per unit of the compression 
ratio ғ, which is equal to p,/p,. 

Old worn out compressors tend to have more leakage and hence they lose their 
cooling capacity. 


6.3.6 Overall Volumetric Efficiency 


Considering the effect of wire-drawing at the valves, polytropic compression, 
re-expansion, and leakage, we may write the expression for the overall or total 
volumetric efficiency as follows 
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уп ут 
n, 24€) (2) „6 [2 - 0.0157 (6.16) 
Рі Рі 


Some authors give slightly different expressions for the total volumetric efficiency. 
The methods of improving the volumetric efficiency include the following: 
(i) Providing clearance as small as possible. 
(ii) Maintaining low pressure ratio. 
(ш) Cooling during compression. 
(iv) Reducing pressure drops at the valves by designing a light-weight valve 
mechanism, minimizing valve overlaps and choosing suitable lubricating oils. 


6.4 g .. EFFECT OF CLEARANCE ON WORK 
The effect of the clearance volume on the work of compression is mainly due to the 
different values of the exponents of the compression and expansion processes. If the 
exponents are different, the net work is given by 








2 3 
W=- | уар + | vap 
1 4 
так Py Yi (2) -1 
1 Py 
т-1 
+— ud |а) "1 (6.17) 
m-1 Pi 
When the two exponents are equal, i.e., m = n 
n-i 
Wzp V, (%) 1 (6.18) 
Py 


where У, = V, – V, = volume of the vapour sucked. Thus the work is only propor- 
tional to the suction volume. The clearance gas merely acts like a spring, alternately 
expanding and contracting. In practice, however, a large clearance volume results in 
a low volumetric efficiency and hence large cylinder dimensions, increased contact 
area between the piston and cylinder and so, increased friction and work. Shaded 
areas in Fig. 6.5 represent additional work due to valve pressure drops. 





Example 6.1 1 т? of a gas is compressed adiabatically ( y = 1.4) from 1 bar 
to 5 bar т а reciprocating compressor with 8 per cent clearance. If the exponent 
of the re-expansion curve is 1.1 instead of 1.4, find the percentage increase in 
the work of compression. 
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Solution Adiabatic compression and expansion 


Jy 
1 
ү/- = Di V; (2) -1 
y-1 Pi 
1 4 14-1 
Е =) х 10°х1[(5) 14 – 1] = 204,050 Nm 


Adiabatic compression апа polytropic expansion (Fig. 6.1). 
1/11 
V, = 0.08 (2 = 0.3456 m? 


V, = 0.3456 + 1.0 = 1.3456 m? 


n-i 




















n m 
Wz pi Vi |2) 1 ру V4 
n-1 Pi т-і1 
т – 1 

(2) | Е 

Pi 

14 14-1 

= ——— х10°х 1.3456 [(5) ^" -1 
14-1 LS) | 
11 11-1 

= T DX 10° x 0.3456 (6) 1! - 1] = 218,870 Nm 

218,870 — 204,050 





Increase in work = x 100 = 7.2696 


204,050 





6.5 un. PRINCIPAL DIMENSIONS OF A RECIPROCATING 
“= COMPRESSOR 


The principal dimensions of a reciprocating compressor are the bore D and stroke L. 
These аге to be decided in conjunction with the rpm N or mean piston speed С, = 


(22) . Thus, there are three parameters, D, L апа Мог C, to be selected. Stroke to 


bore ratio 0 = L/D is a very important consideration in compressor design. Only опе 
equation is, however, available for design, i.e., the equation for the suction volume 
200 | 
ү, = 0, = 7}, V, 
40 
where 


2 
V, = Р -LN x 60 = 47.1 D? LN пећ 
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so that V, =47.1 D? ON n, = 47.1 D? (30 C,) m, (6.19) 


whence 
D = 0.277 3 2 - 0.0266 У, (6.20) 
0 Nn, Cn N, 


Assumptions are, therefore, necessary for two parameters. To minimize the 
friction and wear, the mean piston speed is selected in the range of 1.5 to 5 m/s. At 
the same time the stroke to bore ratio, viz., 0 = L/D, is chosen on the basis of the 
delivery pressure p4. The piston force defined by 

2 
F,- 17 “Ра 
depends оп the delivery pressure and cylinder diameter. То minimize the piston 
force and hence the inertia force, a large value of ĝis chosen in high-pressure com- 
pressors so that the diameter is smaller. The following values are normally adopted 
in practice: 











Vacuum pumps and high-speed air compressors 0<0.5 
Fluorocarbon compressors Ө= 0.8 
Ammonia compressors Ө= 1.0 
High-pressure compressors 0=4.6 


6.6 un. PERFORMANCE CHARACTERISTICS OF 
“~~ RECIPROCATING COMPRESSORS? 


Catalogue data of refrigerant compressors is normally in the form of tables and 
charts giving the refrigerating capacity and brake horsepower as a function of 
condenser and evaporator temperatures, which are the two principal design 
parameters. The effects of these temperatures or corresponding pressures on the 
capacity and power consumption of reciprocating compressors are analysed below. 

The effect of suction pressure, keeping the discharge pressure constant, is shown 
in Fig. 6.6. The mass flow rate of the refrigerant in a reciprocating compressor is 
given by 


‚УЬ 
m = — 1, (6.21) 
Vi 
As suction pressure drops, the specific volume of the suction vapour v, increases 
and the volumetric efficiency 77, decreases. As a result the mass flow rate decreases. 
The volumetric efficiency and hence the mass flow become zero at a certain low 
value of suction pressure (Sec. 6.3.2). 
The refrigerating capacity is now given by 


Qo = m qo 


V, 
= — (hy – Р) (6.22) 
Ui 


The refrigerating effect varies very little with the suction pressure. The capacity, 
therefore, varies almost according to the mass flow rate of the refrigerant which in 
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turn is proportional to 77,/v,. The capacity decreases as pọ decreases not only 


because of increase in v, but also because of decrease іп 7,. The capacity О — 0 


aS Py > Ponin Thereafter it increases with pg as shown in Fig. 6.6. 










pk = const 


Design Point 


Wmax 
N Power Peak 


Pull 
Down n 














Ра = Pomin Пи =0 


po Po = Рк 
т-0 И/-0 
W=0 W-0 


Fig. 6.6 Performance characteristics of a reciprocating compressor as a 
function of evaporator pressure 


It is seen that the piston displacement per ton is given by 
y* = ЛІ 7i m/min (ТЕ) 


q 0 n v 
Hence 





(6.23) 


Thus, the capacity is inversely proportional to the piston displacement per ton. It 
was shown in Sec. 3.5.1 that a drop of 5°C in the evaporator temperature increases 


V" from 0.103 to 0.154 mř/min/TR in ап R 134a system. The corresponding decrease 
in capacity was found to be 33.3 per cent. 


The power consumption of the compressor is given by 
W 


= ту 
V, (һ,-һ 
р 2 1 
= ӨЛЕДІ || ЕЛЕКТЕР 6.24 
Ту Vi (зан) ( ) 


The mechanical efficiency 7,, is generally of the order of 0.95. The adiabatic 
efficiency 7, depends on the compression ratio and many other factors, such as the 
size and disposition of valves, cylinder dimensions, heat transfer, etc. 

It may be noted that w is zero when the suction pressure is equal to the discharge 
pressure usually at starting and m is zero at a certain low value of the suction 
pressure. Hence W is zero at two values of the suction pressure, viz., 
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W =0 when m = 0 (At Po = ру) 
W =0 when w = 0 (At starting) 

Therefore, the power consumption curve passes through the maximum, a peak, as 
shown in Fig. 6.6. 

Generally refrigeration systems operate on the left-hand side of this curve. But 
just after starting, the compressor passes through the power peak. The compressor 
motors are, therefore, oversized to enable them to take the peak load during pull- 
down. The starting current is more than the running current. 

It has been shown in Sec. 3.5 that the power per ton W” decreases with increasing 
suction pressure. 

The effect of the discharge pressure can similarly be analysed. At constant 
suction pressure, an increase in the discharge pressure will cause a reduction in the 
volumetric efficiency due to higher compression ratio. The mass of refrigerant 
circulated will thus be reduced. At the same time the specific work will increase. But 
there is a continuous increase in the power consumption and power per ton. The 
capacity will be decreased due to decrease in the mass flow and slight decrease in 
the refrigerating effect. 





Example 6.2 (a) An R 22 hermetic (directly-coupled motor) reciprocating 
compressor with 4 per cent clearance is to be designed for 7.5 TR capacity at 
4°C evaporating and 40°C condensing temperatures. The compression index 
may be taken as 1.15. The number of cylinders may be selected as two and the 
mean piston speed С, as 3 m/s approximately. The stroke to bore ratio for 
fluorocarbons may be taken as 0.8. Pressure drops at suction and discharge 
valves may be assumed as 0.2 and 0.4 bar respectively. Determine: 

(i) Power consumption of the compressor and COP of the cycle. 

(ii) Volumetric efficiency of the compressor. 
(ii) Bore and stroke of the compressor. Choose motor with 1400 rpm. 
(b) If the evaporator temperature drops to —2?C with the condenser temperature 
and other conditions remaining same, what will be the capacity and power 
consumption of this compressor and COP of the system? 


Solution Refer to Figs 3.6 and 3.7. 
(a) At 4°C evaporator temperature and 40 °C condensing temperature 


ро = 5.657 bar, p, = 15.335 bar 
Suction and discharge pressures are 
P, 5.657 — 0.2 = 5.457 bar 
Ра = 15.335 + 0.4 = 15.735 bar 
(i) Enthalpy of ће suction vapour 
h; = 406.8 (At 4°C. Saturated vapour) 
Specific volume of suction vapour 
v, = 0.0431 т Ке 
Enthalpy of the liquid from the condenser 
h, = ћ, = 249.1 (At 40°C. Saturated liquid) 
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Refrigerating effect 
qo = 406.8 – 249.1 = 157.7 kJ/kg 
Specific work 
115-1 











11 157.7 115 1 
w= 2 (5.457 x 10? x 0.0431) 21185 -1|— 
115—1 5,437 10 
= 26.6 kJ/kg 
Mass flow rate 
7. 5167 
pO 90107 отне. 
1577 


Power consumption 


W =0.1673 x 26.6 2 4.45 kW 


(ii) Volumetric efficiency 


1п 1п 
п, =@+С) (=) -С (2) – 0.015 r 
Рі Рі 


1/1.15 1/115 
— (1 + 0.04) | 2497 _ 0.04 | 15:735 “0015 | 15735 
5.657 5.657 5457 


= 1.0065 – 0.0474 – 0.029 = 0.8585 
(iii) Piston displacement per cylinder 
_ 1 то 0.1673 x 0.0431 x 60 
FS 2 x 0.8585 


лр? лр? | 30G, | 


= 0.252 m?/min 





LN- —— L 


4 4 L 
" n 4V, [ах 0252 — zb 
whence = 730 C, л (30) (3) =U. m or mm 


L=0.8 x 0.06 = 0.048 m or 48 mm 
30C,, _ 30 x 3 
N= = 
L 0.048 
As the motor is of 1400 rpm, L, D and C,, will have to be altered for same у. 














= 1875 грт 


Keeping С, and D the same, one gets 
1- 30С, 30х3 
М 1400 


- 95 - 1.07 
0 


= 0.064 m ог 64 mm 








5 | ~ 
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which is very high. It will result in increased frictional losses. So, we have to reduce 
L. The compromise solution is: 


L = 56 mm, D = 64 mm, 0= 0.875, С, = 2.61 m/s 

(b) At — 2?C evaporator temperature 

po = 4.659 bar 
Also р; = 4.659 — 0.2 = 4.459 bar 

ћу = 404.6 kJ/kg 

тү = 0.0525 mi/kg 

40 = 404.6 – 249.1 = 155.5 kJ/kg 

15-1 











11 | 1 
йы ү яба 10° x 0.0525) || 12:735 -1| — 
15-1 4.459 10 
= 32.0 kJ/kg 
1/115 1/1.15 
| 15.7 
РТ шал scl eins | 5489 
4.659 4.459 4.459 
= 0.82 
m = 22-0252 x 082 _ 1319 кој 
60 x 0.0525 
Capacity 


О = 0.1312 x 155.5 = 20.4 kW 
Power consumption 
М” =0.1312 x 322 42 kW 


COP’ = 220 = 4.86 
32 





Note With a decrease in the evaporator temperature and pressure, although the specific 
work increases, the total power consumption of compressor does not increase since the 
mass flow rate decreases. The power consumption at 4°C evaporator temperature is 
4.45 kW (Capacity 7.5 TR). The power consumption at — 2°C evaporator temperature is 
4.2 kW only (Capacity 5.8 TR). 


6.6.1 Calorimetric Method of Measuring Refrigerating Capacity 

of Small Compressors 
Figure 6.7 illustrates the construction and schematic arrangement of a calorimeter 
used to measure the refrigerating capacity of small compressors. 

The calorimeter encloses the evaporator in the form of a coil, and a set of electric 
heaters dipped below the level of the liquid column of a secondary refrigerant. When 
the heaters are on, vapours of secondary refrigerant rise above. They get condensed 
by coming in contact with the cold surface of the evaporator coil. The condensate 
returns back to the sump of liquid below. 
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Liquid Line from Suction Line to 
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Fig. 6.7 Calorimeter for measuring refrigerating capacity of small compressors 


If heat added by electric heaters Ок is more than the refrigerating capacity Оо, 
then more vapours are produced, and less condensate returns. As a result, the 
calorimeter pressure р rises. On the contrary, when Ок < 0, the calorimeter 
pressure drops. If Оу = О». Pca and t; become constant. 

Now, the procedure is different depending on the type of expansion valve used. 

(a) If an automatic expansion valve is used which maintains constant tempera- 
ture 1) = 1, and pressure ро = рд, then electric load Ор is adjusted with the 
help of voltage regulator until we get constant р and тү. This value of Ор = 
Оу for the adjusted tọ. 

(b) If a thermostatic expansion valve is used which maintains a constant degree 
of superheat (1) — t4), then different electric loads Ор are given. On reaching 
steady state (equilibrium), we note down the temperature 1) = t4 for each Oz 
which is equal to Ор. 


Thus, we get a plot between Оу and г. 


6.7 hat ... CAPACITY CONTROL OF RECIPROCATING COMPRESSORS 


Refrigerating capacity control with reciprocating compressors running at constant 
speed consists in controlling the quantity of the gas delivered to match the fluctuating 
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load. In an efficient control system, the power consumption of the compressor 
should be proportional to the amount of gas delivered. Various control methods 
have been discussed below. 


6.7.1 Оп and Off Control 


Simple on-off or start-stop control in conjunction with a thermostat is used to advan- 
tage in small unitary equipment, such as refrigerators, air conditioners, water cool- 
ers, etc. It is particularly suited where there is a sudden large demand followed by 
periods of small or no demand on capacity. Switching off is preferable to running 
at partial load because of the low part-load efficiency of squirrel-cage induction 
motors employed in refrigerant compressors. 


6.7.2 Holding the Valves Open 


This is the most commonly used method of unloading in multi-cylinder V/W com- 
pressors. It is accomplished by the lifting of suction valves, usually of two cylinders 
together, by means of depressors or fingers. The gas drawn in the cylinder during 
the suction stroke is displaced back into the suction line during the discharge stroke. 
No work is involved except the frictional work during such idling. The depressor 
roads are operated by a cam which is turned either manually or by means of a ther- 
mostat or a pressure-stat (for suction pressure). This is the best method of capacity 
control when the condition is of intermittent unloading that requires idling for short 
periods only. 

More and more cylinders are unloaded, as the suction pressure or evaporator 
temperature continues to drop, by means of stepped control. 


6.7.3 Hot Gas Bypass 


In this method, a part of the hot compressed gas is bypassed back to the suction line, 
through aconstant-pressure throttle valve. The valve admits hot gas in the suction line 
as the evaporator pressure tends to drop, thus maintaining constant suction pressure. 
This method is not efficient as the suction temperature tends to increase as more and 
more hot gas is bypassed. The compressor work also tends to increase, thus resulting 
in the loading of the compressor instead of unloading. 


6.7.4 Using Multiple Units 


The use of multiple units in reciprocating compressors is very common. This is 
resorted to when unloading is required for long periods. Some units may serve the 
purpose of stand-by equipment as well, thus allowing partial load operation in the 
case of breakdown/routine maintenance of other units. 





Example 6.3 
(a) Al +-ton Freon 22 air conditioner operates on a simple-saturation cycle 
between an evaporator temperature of 4°C and a condenser temperature of 
54.5°C. Find the theoretical COP for cooling, piston displacement and 
horsepower of the compressor motor. 
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(b) If the same air conditioner is used as a heat pump for winter heating with 


evaporator and condenser temperatures of —5°C and 60.4°C respectively, 
find the theoretical COP for heating and the capacity of the compressor for 


(c) What should be the horsepower of the motor so that it is adequate for both 


summer and winter air conditioning ? 


Solution (а) Refrigeration Cycle (Fig. 3.7) 


COP, 


h; = 406.8 kJ/kg, s, = 1.746 kJ/kg.K = 5, 
hy = 439.3 kJ/kg, t, = 74°C 
hy = hy = 268.3 kJ/kg 
40 = 406.8 – 268.3 = 138.5 kJ/kg 
w = 439.8 – 406.8 = 33 kJ/kg 
1385 _ 


eo.) 245 
33 
15 x 211 
ed lods 
138.5 


V 22.2852 x 0.0416 = 0.095 m?/min 
w = 22852 х 33 


(6) Heat pump cycle 


COP, 


= 1.27 kW 
60 
3 
НР- 127 x 10 _ 17 
746 
h, = 403.5 kJ/kg hy = 448.0 kJ/kg ty = 82°C 


h, = h} =276.6 kJ/kg о = 0.0554 m*/kg 


40 = 403.5 – 276.6 = 126.9 kJ/kg 

w = 448.0 — 403.5 = 44.5 kJ/kg 

4, = 448.0 – 276.6 = 171.4 kJ/kg 
_ 1714 





E= —— = 3.85 
44.5 
Mass flow in the compressor (piston displacement = 0.095 m/min) 
т d D 1.715 kg/mi 
=— = =1, min 
v, 0.0554 е 


Capacity for heating of the compressor 


_ 1715 (1714) 


m 
Qk 46 60 


= 4.9 kW 


(с) Horsepower requirement 


HP 





_ 1715 (445) , 103 
60 746 


=1.71 
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Thus the power requirement for the heat pump is nearly the same as for the 
refrigerating machine. It would, however, be necessary to use a larger size motor 
if the air conditioner is also to be used for winter heating in case the ambient 
temperature drops further such that the evaporator temperature falls below — 5°C. 


6.8 OM CONSTRUCTION FEATURES OF RECIPROCATING 
“=~ COMPRESSORS 


The reciprocating compressors are classified according to their enclosing pattern 
as hermetically sealed, semi-sealed and open-type. The hermetically sealed and 
semi-hermetic compressors have their motor enclosed along with the cylinder and 
crank-case inside a dome. The motor windings are cooled by incoming suction 
vapours. These have the advantage of no leakage, less noise and compactness. 

The crankcase is usually of cast iron. Aluminium is also used in small, open and 
welded hermetic compressors. The crankcase encloses the shaft and oil sump. The 
cylinder can be integral with the crankcase or can be in a separate cylinder block. 
The valves are located in the cylinder head. 

Crank-shafts are of forged steel with hardened bearing surfaces, and dynamically 
balanced. Pistons are usually made of cast iron or aluminium. Cast iron pistons with 
a clearance of 0.0004 cm/cm of the cylinder diameter would provide for adequate 
sealing without piston rings. Piston rings are essential with aluminium pistons. 

The most crucial parts in reciprocating compressors are suction and discharge 
valves. Their design should provide for long life and low pressure drops. To mini- 
mize the pressure drop, their weight should be small. Reed valves with varying 
clamping arrangements are commonly employed in refrigeration. 

The lubrication systems in refrigerant compressors vary. Both splash and forced 
feed systems are employed. 

Shaft seals are used in open-type compressors. Normally stationary seals with 
bellows are employed. Recently, rotary synthetic seals, tightly fitted to the shaft in a 
carbon nose, have gained popularity. They are much less expensive. 


6.9 un. ROTARY COMPRESSORS 


Rotary compressors are positive displacement, direct-drive machines. There are 
essentially two designs of this compressor: 

(i) Rolling piston type. (1) Rotating vane type. 

In the rolling piston type, shown in Fig. 6.8(a) the roller is mounted on an eccentric 
shaft with a single blade, which is always in contact with the roller by means of a 
spring. The theoretical piston displacement is 


zH(A)- В?) 


4 
where A and B are respectively the diameters of the cylinder and rolling piston and H 


is the height of the cylinder. 


V, = (6.25) 
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Cylinder 


Roller 





(a) Rolling Piston Type (b) Rotating Vane Type 


Fig. 6.8 Rotary compressors 


In the rotating vane type, as shown in Fig. 6.8 (b) with four vanes, the rotor is 
concentric with the shaft. The vanes slide within the rotor but keep contact with the 
cylinder. The assembly of rotor and the vanes is off-centre with respect to the cylinder. 

In both designs, the whole assembly is enclosed in a housing (not shown in the 
figures), filled with oil and remains submerged in oil. An oil film forms the seal 
between the high-pressure and the low-pressure sides. When the compressor stops, 
this seal is lost and the pressure equalizes. 

Rotary compressors have high volumetric efficiencies due to negligible clear- 
ance. They are normally used in a single stage up to a capacity of 5 TR. 


6.10 OM SCREW COMPRESSORS 


Rotary screw compressors also belong to the category of positive displacement 
compressors. The machine essentially consists of two helically-grooved rotors as 
illustrated in Fig. 6.9 which rotate in a housing. 


Suction 





| Housing 








Driven Driver 


ш чы. 


Fig. 6.9 Sectional and side views of a screw compressor 








Discharge 
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The male rotor consists of lobes and is normally the driving rotor. The female 
rotor has gullies and is normally the driven rotor. A four-lobe male rotor will 
drive a six-gully female rotor at two-thirds of its speed. At 3600 rpm, the number 
of compressed gas discharges of a four-lobe rotor will be 4 x 3600 - 14,400 
per minute. 

As in the case of other positive displacement machines, there are three basic 
continuous phases of the working cycle, viz., suction, compression and discharge. 
When the male rotor turns clockwise, an interlobe space between a pair and housing, 
nearest to the suction end, opens and is filled with the gas. There are four such pairs 
to be filled during one revolution in a four-lobe rotor and the suction periods overlap 
one another. 

When remeshing starts, the volume decreases and the pressure rises. The charge 
is moved helically and compressed until the trapped volume reaches the discharge 
end. The compression ratio is thus fixed. 

Further rotation simply empties the rotors of the high pressure gas until the last 
traces of the gas are squeezed out, irrespective of the pressure in the condenser. 

On completion of the discharge phase, there is no residual gas remaining in the 
rotors. As a result, there is no expansion of clearance gases. The compressor has по 
suction and discharge valves. 

There are leakage paths in a screw compressor mainly across the line of mesh 
between the rotors and across the clearance between the rotors and the housing. To 
eliminate leakage, oil is injected in a number of small jets directed towards the mesh. 
Oil injection also serves the purpose of cooling and lubricating along with that of 
sealing the leakage paths. 

The rotor profile is patented, the patent rights being held by Svenska Rotor 
Maskiner AB, Sweden. 

A slide valve, closely following the shape of the rotors is used for capacity con- 
trol. At full load the valve is closed. At part load, the valve opens enabling a return 
flow passage to be formed so that a part of the gas drawn into the interlobe spaces 
can flow back to the suction side. 

The screw compressor combines many advantageous features of both centrifugal 
and reciprocating compressors, along with some of its own. As it is a positive dis- 
placement machine, high pressure refrigerants as in reciprocating compressors, such 
as R 22 and ammonia are used in it. As it is a high speed rotary machine, a large 
volume, as in centrifugal compressors, can be handled by it. It is, therefore, found 
extremely suitable for large capacity low temperature applications such as in food 
refrigeration, and also in large capacity central air conditioning plants, with R 134a 
and R 22, as alternative to R 11 (CFC 11) centrifugal compressors. 

Unlike centrifugal compressors, it has no surging problems. Like reciprocating 
compressors, it has small pipe dimensions and positive pressures due to the use of high 
pressure refrigerants. Like centrifugal compressors, it has high compression efficiency, 
continuous capacity control, unloaded starting and no balancing problems. Also, the 
compressor is suitable for large capacity installations. 
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6.11 un. SCROLL COMPRESSORS 


Scroll compressors are valve-less positive displacement machines like rotary and 
screw compressors. Because of their simplicity, they have become very popular with 
the industry in recent years. 

In scroll compressors, compression is achieved by two interfitting, spiral-shaped 
‘scroll members’ one of which is a ‘fixed scroll’ and the other an ‘orbiting scroll’ as 
indicated in the cross-sectional views in Fig. 6.10. 

Scroll compressors are currently preferred in residential and commercial refrig- 
eration air-conditioning, heat pump, and automotive air-conditioning applications. 

Capacities of a single compressor range from 1 to 14 TR only. For larger capacity, 
multiple units can be used. 

The compressor requires machining of scroll members which have close 
tolerances. Such machining has become possible only recently with the develop- 
ments in precision manufacturing processes. Gas sealing is an important mechanical 
feature of scroll compressors. 

The compressor gives high efficiency, and has low noise level. As such, it has 
come to replace reciprocating and even rotary machines in these capacities. 


6.11.1 Scroll Compression Process 


The fixed and orbiting scrolls have geometrically matching surfaces. The two scrolls 
are fitted to form pocktes of gas. 

Suction gas is sealed in pockets of a given volume at the outer periphery of the 
scrolls. Compression is achived by progressively reducing the size of these pockets, 
as the motion of the orbiting scroll, relative to the fixed scroll, moves the pockets 
‘inwards’ towards the discharge port. 

As is the case with screw compressors, the scroll compressor has a built-in 
volume ratio, defined by the geometry of the scrolls, and the location of the 
discharge port. 


Fixed 
scroll 





Orbiting 
scroll 


(a) (b) 
Discharge 
ә. зі (8) 
(с) (9) 


Fig. 6.10 Scroll compression process 
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Figure 6.10 shows the scroll compression process in a sequence of suction, 
compression and discharge. 
Fig. 6.10(a) 
The outermost pockets are sealed off. Suction gas is trapped just before compres- 
sion begins. 
Fig. 6.10(b) 
At stage (b), orbiting motion moves the gas to the centre. Pocket volume progres- 
sively reduces, and pressure rises, as shown in (c). 
Fig. 6.10(d) 
At (d), the gas reaches the discharge port in the centre, and discharge takes place. 
Simultaneously, suction begins at the outer periphery. 


6.11.2 Capacity Control of Scroll Compressors 
There are two methods 


(i) Variable Speed Control Variable speed scroll compressor uses an inverter 
drive to convert a fixed frequency AC current into one with adjustable voltage and 
frequency which permits varying the speed of the induction motor. 


(ii) Variable Displacement Scroll Compressor The control mechanism connects 
or disconnects the compression chamber to suction side by closing and opening the 
porting holes. 

When all porting holes are closed, the compressor runs at full capcity. 

When all porting holes are open to suction side, we get the smallest capacity. 


6.12 un CENTRIFUGAL COMPRESSORS 
A single-stage centrifugal compressor mainly consists of the following four 
components as shown in Fig. 6.11. 
(i) An inlet casing to accelerate the fluid to the impeller inlet. 
(ii) An impeller to transfer energy to the fluid in the form of increased static 
pressure (enthalpy) and kinetic energy. 
(1) A diffuser to convert the kinetic energy at the impeller outlet into enthalpy 
resulting in pressure rise. 
(iv) A volute casing to collect the fluid and to further convert the remaining 
kinetic energy into enthalpy resulting in further pressure rise. 


Outlet 
Volute Casing 


Vaneless 
Diffuser 





(С 
XC 


Impeller 





Inlet Casing 
Fig. 6.11 Elements of a centrifugal compressor 
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Besides these, there are intercoolers in a multistage compressor that are generally 
integrated with the casing. The casing is usually made of cast iron and the impeller, 
of high speed (chrome-nickel) steels. The maximum stress is developed at the root 
of the blades. 

The diffuser is normally of the vaneless type as it permits more efficient part load 
operation which is quite usual in any air-conditioning plant. A vaned diffuser will 
certainly cause shock losses if the compressor has to run at reduced capacity and 
flow (part-load). 


6.12.1 Application of Steady-Flow Energy Equation to a Centrifugal Stage 


Compression in a centrifugal compressor is achieved by the self-compression of 
the refrigerant by centrifugal force as well as by the conversion of kinetic energy of 
the high-velocity vapours into static enthalpy. Applying the steady-flow energy 
equation to processes from the entrance to the discharge for one stage of compres- 
sion as shown on the h-s diagram іп Fig. 6.12, we obtain the following relations: 



























i ћ20 = ћзо = hao 
А | | с2? Ра 
Ра 294 
| с22 by 
415 
із p2 
| Aho h2 
< 
Y 
hj 
hı 








5 ---- 


Fig. 6.12 Mollier diagram of centrifugal stage 


Flow through Inlet Casing (Process i-1) In this process the fluid is accelerated, 
but there is no energy transfer. Hence, the stagnation enthalpy remains constant but 
there is a drop in the static pressure and enthalpy. 
2 2 
hy, hie 9 =т + L = hy (6.26) 


(Subscript 0 refers to stagnation state.) 


Flow through Impeller (Process 1-2) In this, work is done by the impeller. 
Energy is transferred to the fluid and the velocity, pressure and enthalpy are 
increased. The energy equation for the process is 


G-G 
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Flow through Diffuser апа Volute Casing (Processes 2-3 апа 3-4) There is no 
energy transfer, but kinetic energy is converted into static enthalpy in both processes. 


с; Сі 

Diffuser: hyo = hy + E = ћа + тз = hzo (6.28) 
С; с; 

Volute casing: һзу = h; + a =ћ, + т = hag (6.29) 


Combining the two equations for the process from 2 to 4 


2 2 
hy = hy + E =ћ, + E = hag (6.30) 


and further combining with Eq. (6.27), we obtain 


C e 


which represents the overall energy balance for a centrifugal compressor stage. 


6.12.2 Application of Momentum Equation to a Centrifugal Stage 


Figure 6.13 represents the impeller of a stage of a centrifugal compressor and 
Fig. 6.14 shows the velocity triangles at the impeller inlet and outlet. In Fig. 6.13, C 
is the fluid velocity, C, is the relative velocity of the fluid with respect to the 
impeller and и is the impeller tip speed. С, and C, are the tangential and radial 
components of the fluid velocity as shown in Fig. 6.14. 

Now the torque 118 given by the rate of change of angular momentum of the fluid. 


Thus, per unit mass of the fluid, we have 
Је Ст Син (6.32) 
where ғ; and r, are the radii of the impeller at the outlet and inlet respectively. 
The work done by the impeller rotating at an angular velocity wis then given by 
w = 10 = @(C,, r,— C, rj) 
= С, Uy — С, Uy (6.33) 








Fig. 6.13 Flow through the impeller of a centrifugal stage 


The McGraw-Hill companies 


Refrigerant Compressors 263 


С; Сте С C y 
Bo T2 1 Стен С 
02 > 04 Bi a 
Cu Н ` Cu, = ћ 
Up Ил —— 


(a) Outlet Triangle (b) Inlet Triangle 














Fig. 6.14 Velocity triangles 


Using the law of triangles, we have 
Cla, = иг + CT - 2C, и (6.34) 
Ста, = u$ + C$ - 2C, и (6.35) 


Substituting for Си and C, u from these equations in Eq. (6.33), we obtain 


2 2 2 с 2 2 
Uy — Uy + Се, Са, + С = С 








w = Си — С, щ = (6.36) 
“2 Al 2 2 2 
Equations (6.33) and (6.36) are the two forms of the fundamental equation ој 
turbomachinery. 
6.12.3 Combined Energy and Momentum Equations 
Combining Eqs (6.27) and (6.36) we obtain 
C-C 
w = hy – hy = ha - hio = (5 –ћу) + —2———1- 2 l 
2 2 2 (2 2 2 
236 “и , Gey 7 ба, 06-6 (6.37) 





2 2 2 
It is seen that ће first two terms together represent the static head, corresponding 
to the pressure rise in the impeller, viz., the static enthalpy increase given by 





2 2 2 2 2 (2 
С, = С _ И — и + Се, Сы, 


6.38 
2 2 2 O28) 


hy = =w- 


2 _ m2 
and the term (E represents the dynamic head denoting the kinetic energy 


increase in the impeller. The two parts of the static head are respectively the 
2 2 
centrifugal head, (4. developed due to the application of the centrifugal 


2 2 
rel; ~ “rel, 


force, and relative head, | | developed due to the change in cross- 


sectioned area of flow. The relative head is generally very small and is normally 
made zero by making the flow areas at inlet and outlet the same by reducing the 
width of the shrouds from Б, at inlet to b, at outlet such that 


ZDjb, = л Db, 
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Equation (6.33) shows that the head 
developed in the impeller is reduced because 
of the tangential prewhirl component of the 
velocity С, in the direction of rotation of the 
impeller at the inlet. With the selection of an 
appropriate inlet blade angle J, at the design 


С. 





M“ = 90° 











point, the velocity С, can be reduced to zero k uj > 
as shown in Fig. 6.15 so that the head Fig. 6.15 Inlet velocity triangle 
developed with no prewhirl becomes for no prewhirl 

w = Аћо= hy — hio = Cy, и (6.39) 


In such a case a = 90°, and the absolute velocity С, becomes radial. 


6.12.4 Polytropic Efficiency 


Figure 6.16 shows the performance characteristics at various percentages of the rated 
speed. It also shows a family of curves for polytropic efficiencies superimposed on 
the curves for various speeds. 






а) 
(О 


Alij —s- 












Qo =a 
Fig. 6.16 Efficiency curves of a centrifugal compressor at different 
percentages of rated speed and capacity 


An overall polytropic efficiency 7, is defined as the ratio of the isentropic work 
Ай to the actual work A hy 


n A hoi, 
Пр = А 





(6.40) 
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From Fig. 6.17, the actual work done is 








hao n | Ра 
h4 
h4is 








Isentropic 





Aho 
Ahois 

















S an 


Fig. 6.17 Comparison of isentropic and polytropic compression processes 
on a Mollier diagram 


Also, 415 is the point after isentorpic compression to the same pressure p4. 
Considering same kinetic energies at 415 апа 4, we have for work after isentropic 
compression 

Aho, = (ha, + Cn) = hio (6.42) 

Enthalpy Ла; сап be found from the isentropic relationslip. 


6.12.5 Pressure Ratio Developed in a Centrifugal Stage 
Combining steady-flow energy Eq. (6.31) and momentum Eq. (6.33) we have 


pont 
у = Аһ, = Ср Uy - Cu Ui = (ћ, = hy) + Se НЕ (6.43) 
whence 
Cae 
h-h =w- t4 — 
4 1 2 
2 2 

= (C, - C) - $75 на 


For the isentropic process, since dh = vdp, we can write for the enthalpy change 
in terms of the pressure ratio p,/p, developed in the compressor stage 


4 ys 
hy -h, = | одр = a PP [85 y - | (6.446) 
1 
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Combining Eqs (6.44а) and (6.44b), we have 
у-1 


ЕЗ 
= —— рт (% -1 
y-l Р, 


C cr 
2 
whence we get for the pressure ratio developed 


= (C, u5— Ca uj) — 


и2 


(6.45) 





Y 
р, _)у-1_1 Cae үзі 
€ C, ü= C, up —^——1-| +1 
"= P | Y nu [ кеа. 2 ny 


The pressure ratios developed separately in the impeller and diffuser (including 
volute casing) respectively are similarly given by, 








yal 
р \ + 
h -ħ = —— рт |а) -1 
к Р, 
2 2 02 с: E С? 
= и и + rel, rel, (6.47) 
2 2 
vet 5 2 
7 C; - С 
h, -h = —— pyr, (% |= 2—6 (649 
Тел P2 


6.12.6 Compressor with Radial Blades 


A radial blade compressor is simple in construction. In this, the outlet blade angle 2, 
is 90°. It can be seen from the outlet velocity triangle in Fig. 6.18 that С, = u, for a 
radial blade compressor. Then, from Eqs. (6.43) and (6.44a), 


C-C 


w =Ahg = иу - C, u = (h4— hy) + (6.49) 


Under assumptions of no prewhirl and negligible kinetic energies at the inlet and 
outlet, we obtain 





yai 
Y 
w= Alig= hy y= LM pt (%) -1|-С,ш-иі (6.50) 
= 1 

C2 А 

fo = 90° m 

ó 

[+ Cy2 = U2 >| 





Fig. 6.18 Outlet velocity triangle for radial blade compressor 
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and for the pressure ratio developed 
Y 


= NT 
pe е Б ЕВЕ |J. (6.51) 
Рі Y ро 





6.12.7 Class of Service of Centrifugal Compressors 


In refrigeration, a compressor has to develop the required pressure ratio correspond- 
ing to the condenser and evaporator pressures. Whether a compressor would 
develop the required ratio in a single stage or would require more stages can be 
verified from Eq. (6.46). However, to analyse the results, a few approximate 
assumptions can be made. 
(i) No prewhirl, i.e., radial inlet, so that 
С,-0 
(ii) No significant kinetic energy at inlet and outlet, i.e., 
С, =0 and C,=0 
(ii) Relative velocity extremely small compared to the tip speed of the impeller, i.e., 





Cre, << Uy 
so that 
с, x Cos d» 
Thus we may write for the pressure ratio from Eq. (6.46) 
ER. EN 
-1 1 zi! 
r=” =| из + 1" (6.52) 
Рі Y P 


Comparing Eqs (6.51) and (6.52), it is seen that the governing relations for a 
compressor with radial blades and for backward-curved blades with the assumption 
that С, = и», are the same. 

Equation (6.52) shows that the pressure ratio developed in a centrifugal stage 
depends on: 


; : 1 ; : 
() Density p, = — and pressure p, or the acoustic velocity 
Ui 





а = Му RT, Ж Мур 0 
(ii) Adiabatic exponent у 
(ii) Tip speed и». 

Thus the pressure ratio increases with the density of the suction vapour. It 
also increases as ydecreases. Therefore, high molecular weight substances with a 
simultaneously low value of y such as R 11 and К 113 are more suitable for centrifu- 
gal compressors. However, now, both R 11 and R 113 have been phased out. 

Also, at lower suction pressure p,, the pressure ratio required to be developed 
is more, although the actual pressure rise in a single stage will be still less. The 
effect of both the suction pressure p, and density p, is accounted in the suction 
temperature Т) or acoustic velocity a. The acoustic velocity of most fluorocarbons 
is of the order of 100 m/s only. Some refrigerants which are normally not used in 
centrifugal machines become quite suitable for them at low evaporator tempera- 
tures because of a lower value of acoustic velocity and also a larger specific 
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volume of vapour at the suction condition. Their use may require multistaging of 
the compressor. 
With the further assumption of и) = 0, it is seen from Eq. (6.47) that 
2 


u 
hj,-h,- = 
and from Eq. (6.48) 
u2 
h,- h, = = 
Thus, under the assumptions made, half of the head is developed in the impeller and 


half in the diffuser. 
Also, the net work done is, by addition 


w= Aho = u? 
Or, directly from Eq. (6.45), with no prewhirl (Cu, = 0), negligible С, and С, and 
В, = 90? (С, = из), we get the same expression. 


6.13 OM PERFORMANCE CHARACTERISTICS OF A 
“~~ CENTRIFUGAL COMPRESSOR? 


The principal performance curve of a centrifugal machine is the head-flow charac- 
teristic. We may write for the tangential velocity at the exit 
С,,-и-С,, cot В, (6.53) 
and substituting this expression іп Eq. (6.39), we have for the head developed 
w = Aho = и; (uy – C, cot 5) 
=u -u C,, cot By 
= (0)? — (дт) С, cot ff, (6.54) 

Thus we find that for a given compressor, with ғ; and А fixed, and running at a 
certain speed а), the head developed is a straight line function of the radial velocity 
С... The flow rate, in turn, is proportional to С... The limiting head is, of course, из 
which is developed at C, = 0, i.e., at zero flow rate. This occurs when the impeller is 
simply rotating in a mass of the fluid with the delivery valve closed. 

It is seen that the nature of the characteristic depends on the outlet blade angle p, 
as follows: 

For backward-curved blades, 5, < 90°, head decreases with С,, (flow) and hence 
with О,. 

For radial blades, 2, = 90°, head = ui = const. 

For forward-curved blades, 5 > 90°, head increases with C, (flow) and hence 
with Q, . 

From the point of view of optimal design, an outlet blade angle of 32? is normally 
preferred.? A simple design will, however, have radial blades. 

Figure 6.19 shows the theoretical head-flow characteristic for the three cases of 
angle /5. For the case of backward-curved blades, it is a drooping characteristic. 
The actual characteristic can, however, be obtained by considering the following 
losses as shown in Fig. 6.19. 
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(i) Leakage loss L4 proportional to the head. 


(ii) Friction loss L, proportional to С 2/9 апа һепсе Ò? ; 
Gii) Entrance loss L, due to turning of the fluid to enter the impeller, being zero at 
the design point, which also corresponds to maximum efficiency. 





pou Bo = 90° 
| В> < 90% 
Q AN M 7 1 
кб. © / Net Head-flow 
о. | КЫ Characteristic 

















Q,, m3/min or Qo, TR -- 


Fig. 6.19 Performance characteristic and losses of a centrifugal compressor 


Expressing the radial velocity and head developed in dimensionless form we have 


Flow coefficient, ф- С. 
и 
А С 
Head coefficient, и= 4% === 
ид Uy 
and from Eq. (6.54) 
и =1– ф cot 5 (6.55) 


This relation also shows that, for radial blades and with по pre-whirl, #18 equal to 
unity, i.e., the head developed is equal to из. 


6.13.1 Surging 


Consider A іп Fig. 6.19 as the point of operation at full load. When the refrigeration 
load decreases, the point of operation shifts to the left until point B of maximum 
head is reached. If the load continues to decrease to the left of B, say to C, the 
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pressure ratio developed by the compressor becomes less than the ratio required 
between the condenser and evaporator pressure, viz., 


Pa „Ре 
Pi Po 
Hence some gas flows back from the condenser to the evaporator, thus increasing 
the evaporator pressure and decreasing р,/ро. The point of operation suddenly shifts 
to A. As the refrigeration load is still less, the cycle will repeat itself. This phenom- 
enon of reversal of flow in centrifugal compressors is called surging. It occurs when 
the load decreases to below 35 per cent of the rated capacity and causes severe stress 
conditions in the compressor as a result of hunting. Figures 6.16 and 6.19 show the 
surge line drawn through the points of maximum head at different speeds. 


6.13.2 Capacity Control of Centrifugal Compressors 


Centrifugal compressors require high tip speeds и; to develop the necessary pressure 
ratio. The high tip speed is achieved by employing either a large diameter impeller or 
high rpm or both. Because of large и», the velocities in general including the flow 
velocity C, are high. Also, there must be a reasonable width of the shrouds to minimize 
friction and achieve high efficiency. Thus, because of the sufficiently large flow area 
(diameter D and width of shrouds b) required and large flow velocity, the satisfactory 
volume that can be handled by a centrifugal compressor is about 30-60 cubic metres 
per minute. A single centrifugal compressor, therefore, can be designed for a minimum 
capacity approximately of the order of 250 TR with R 11 and 150 TR with R 113 for 
the purpose of air conditioning. These were the two common refrigerants which were 
being used with centrifugal compressors in the past. 

The centrifugal compressors are, therefore, used in large capacity installations in 
which the load varies through a wide range and hence, capacity control in them, 
although simple, is very important. 

One of the common methods is by varying the compressor speed through a speed- 
reduction gear. The decrease in speed results in an operation on a lower head-flow 
characteristic giving a lower volume flow rate corresponding to the same pressure ratio. 

The use of variable inlet whirl vanes is another method of capacity control fre- 
quently employed with a constant-speed drive. The capacity is varied by changing 
the angle at which the gas enters the impeller. The gas then enters with prerotation 
and this results in a decrease in flow. 

Both methods are efficient and the work done remains proportional to the volume 
handled. 


6.13.3 Relations for a Perfect Gas 


For a centrifugal compressor with no prewhirl and negligible kinetic energies at inlet 
and outlet, we have 





һе Ll ud pai 
Pı Y AY 
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This equation is valid for both radial blade compressors and backward-curved 
blade compressors, but with extremely small relative velocities so that С, = up. 
R 
Now for а perfect gas, pv; = RT, and a = C,, so that for isentropic com- 
7 


pression, we һауе 


y 
2 y-1 
ар а (6.56) 
Рі с, Т 
r 
-1 
and Wig =A hos = C, T, (а) =Í (6.57) 
Pi 


For the case of actual compression 
w = Aly = из 
Hence, we have for the adiabatic efficiency, also referred to as polytropic efficiency, 


ME e 
у = 
Eom (% =1 
Аһ, Ру 
Тр = A is — 2 
ho и; 
whence the required пр speed of the impeller is obtained as 








у=} 


у 
C,T, (2 -1 
Рі 





и, = 


Пр 





Example 6.4 

(a) A centrifugal compressor with an impeller diameter of 45 cm is running at 
4200 rpm. Refrigerant 12 is used and the suction condition is dry saturated 
at 5°C and 3.6255 bar. Determine the maximum pressure ratio developed 
by the compressor. Is it adequate if condensing temperature is 40°C? 

(b) If the outlet blade angle p, is 32° and the pressure ratio is 1.5, what will be 
the flow velocity? Assume no prewhirl and negligible kinetic energies at 
inlet and outlet. 


Solution 
(a) Maximum pressure ratio is developed when flow is nil, i.e., at zero flow- 
coefficient. Then 


C 
ф= — =0orC, =0 and C, =u, 
и» 2 2 
The пр speed of the impeller is 
_ mD, М _ л(0.45) (4200) 


2— - 98.96 m/s 
60 60 
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Then from Eq. (6.52), assuming no prewhirl and zero kinetic energy at inlet 
and outlet, we have for the maximum pressure ratio 








У 
= -1 
E Ж dea. 
D У Ро 
115 
15-1 1 2 411571 
- (98.96) + 1 = 1.56 
| 115 3.6255 x 10° х 0.0475 


At ОС, ро = 3.626 bar 
At 40°C, р; = 9.607 bar 


.607 
Required pressure ratio Pk - B - 2.65 
po 3266 


Note It is obvious that the pressure ratio developed is grossly inadequate. So what 
should be done? Increase the tip speed (diameter or rpm). 


(b) Again from Eq. (6.46) 














_/_ 
= = 
„|? Ex C, n *1[ 
РІ У AY 
115 
115 = 1 1 115-1 
ies - C, (98.96) + 1 
115 3.6255 x 10? x 0.0475 
C, = 72.5 m/s 
Now С,,-иҙ-С,, cot 8 
и — С, Е 
Непсе С 2 20 Е = 42.5 m/s 


о 


cot Д, cot 32? 





Example 6.5 R 11 Compressor 
(a) R 11 saturated vapour at 7?C is to be compressed to a saturated discharge 
temperature of 36?C. The adiabatic efficiency may be taken as 77.3 per cent. 
The outlet blade angle p, is 32° and the flow coefficient à», for maximum 
efficiency, is given by the expression 
д, = (1 — sin £5) tan B, 

If the compression is to be achieved in a single stage, what will be the 
diameter of the impeller running at 3600 rpm? 
If the blades are radial, what will be the required diameter of the impeller? 
The outlet and inlet velocities may be considered as negligible. The ratio of 
the specific heats for R 11 is 1.13. 

(c) Determine the ideal COP, and capacity of one compressor if volume flow 

rate is 100 m/min. 


(b 


= 


Solution From tables of properties for R 11, the pressures are 


ру = Po = 0.5373 bar p,=1.529bar PE = 2.85 
Po 
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The specific volume and enthalpy at suction are 
0, = 0.308 m*/kg 
h; = 391.4 kJ/kg 
From the р-ћ diagram for R 11, the enthalpy after isentropic compression is 
h, = 410.9 kJ/kg 
Isentropic work 
Wi, = hy – h; = 411.9 – 392.5 = 19.4 kJ/kg 


Also, approximately, based on y value 





ү-і 
Wis = Aft, = a Рі 01 (2) | -1 
5 у-1 Py 
= (0.5373 х 105) х 0.308 [о ajo = Ц ЖЕТІ kJ/kg 
0.13 7 | | 103 | 
For actual compression 
A 
w = Ah = №, = ius = 24.1 kJ/kg 
Np 0.773 


For backward curved blades 
ф = (1 — sin £5) tan £ = (1 — sin 32°) tan 32° = 0.294 


A 
H=(1-¢,cot f) = АМ = (1 — 0.294 x cot 32°) = 0.528 
и 


Непсе 

; Ah _ 241 x 10° 
= р 0528 
Uy = 213.2 m/s 

The required diameter of the impeller is 

_ 60u, _ (60)(213.2) 

_ zN (3600) 


= 4.564 x 104 m?/s? 








D, =1.131 m 


For radial blades 
В, =90°, С, = и, Aho = C, иу = uy, = 1 


и, = ЈА ћу = 4241 x 10° = 155.2 mis 
60 (1552) 
3600 т 


Hence 


D, = = 0.824 т 


(с) Enthalpy of liquid from condenser at 36°C 


h; = 231.4 kJ/kg 
Refrigerating effect 
40 = 391.4 – 234.9 = 156.5 kJ/kg 
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Minimum mass flow rate 





m= 199/60 = 5.41 kg/s 
0.308 
Gop, = du. 1969 30 
w; 194 


1 
Minimum capacity 


Ò = № qo = 5.41 (156.5) = 871.8 К/5 = 248 TR 





6.14 ALTERNATIVES TO R 11 (CFC 11) 


Table 6.1 below shows that R 123 (HCFC 
123), presently being used in place of R 11, 
having normal boiling point closest to the 


Table 6.1 N.B.P.s of alternatives 
to CFC 11 





N.B.P. of R 11, is the best substitute for Refrigerant N.B.P. °C 
CFC 11 in centrifugal chillers. It is non- CFC 11 23.71°C 
flammable. However, it has not been cleared HCFC 123 27.82°C 





as far as toxicity is concerned. More-over, HFC 245fa 14.9 
it is an НСЕС. Hence, the search for better 
alternative/s continues. 

A future alternative is HFC 245fa. It is a comparatively lower boiling, higher 
pressure refrigerant. It can be considered for use after HCFC 123 is also phased out. 
R 134a is another possibility. 


6.14.1 Comparison of Performance Parameters of CFC R 11 
and Alternatives R 123, К 245fa and К 134a in 
Centrifugal Chillers 


Consider centrifugal chillers operating on air conditioning simple saturation cycle 
with 40°C condenser and 6°C evaporator/chiller temperatures. The performance pa- 
rameters for historically most commonly used refrigerant in centrifugal plants, viz., 
R 11, and the refrigerant being used presently R 123 with those of the other alterna- 
tives R 134a and R 245fa are given in Table 6.2. 


Table 6.2 Comparison of performance parameters of centrifugal compressors for 
air conditioning simple saturation cycle t, = 40°C, tọ = 6°C 


à 
(ду 2 Q 


Refrigerant N.B.P 01 LA x10? 





COP 
°C m?/kg m*/s(TR) m/s TR 





R11 23.7 0.33186 7.9 7.457 213.2 248 
К 123 27.8. 0.3624 7.5 8.462 218.0 197 
К 245fa 14.9 0.2394 ell 5.39 232.6 309 
R 134a -261 0.05644 1.362 216.5 1224 
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Calculations have been done for COP assuming adiabatic efficiency of the 
compressor as 7с = 0.773. Thus 
cop = 29 = __% - 40 
Wa м,/0773 АЛ, /0.773 
Similarly, calculations have been done for пр speed и; by assuming 7c = 0.773, 
and head coefficient р = 0.528 or 0.59 as used by Atwood and Murphy?. Thus 


Ah, [Аһ 10.85 
и = = 
\ u u 


Suction vapour volume calculations have been done for one TR. Table 6.2 also 








gives ratios of volumetric refrigerating capacities 0, with respect to the same for 


R 11, viz., [Ou ad We see that 
0а ( en 


(0 2, ја 11 Vs 

Values in Table 6.2 are taken from Examples 6.7, 6.8 and 6.9 that follow. 

It can be noticed from Table 6.2 that as far as COP is concerned R 134a has 
the lowest value. Carnot COP is 8.2. These is not much difference between R 11 and 
R 123. 

R 11 centrifugal compressors can be substituted by R 134a compressors with 
about 3.4% increase in tip speed. However, the compressors would give 5.5 times 
the refrigerating capacity of R 11. Thus, a 248 TR R 11 centrifugal compressor 
would give 1224 TR with R 134a otherwise suction vapour volume will be so small 
that the width of impeller shrouds will be less than 1 mm. 








Example 6.6 К 22 Centrifugal Compressor 

Find the tip speed, diameter and width of shrouds at impeller outlet for a 600 TR 
R 22 centrifugal compressor for air conditioning simple saturation cycle. 
Condenser and evaporator temperatures are 40°C and 5°C. Design speed is 
2950 rpm. Assume adiabatic efficiency of compressor as 0.85, and head 
coefficient as 0.59. Check mach number at outlet. 


Solution For the cycle (Fig. 3.7), for isentropic compression 
h, = 407.1 kJ/kg, 0, = 0.040356 m*/kg 
hy, = 430.4 kJ/kg, ty, = 57.5°C 
hy = 249.7 KJ/kg = hy 


From calculations in Table 6.2 


Refrigerating effect, до = h; — hg = 157.5 kJ/kg 

Isentropic work, w,-h,,—h, = 23.3 kJ/kg = (Aho) cen 

Actual work, жағы ОТА kee AR. 
a 055 


Actual discharge condition 
h, = һу + w, = 434.5 kJ/kg 
t, = 73°C, о, = 0.0168 т Ке 
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Tip speed of impeller 


27.4 x 10° 
и; = JAM] = [I = 215.6 m/s 


Taking outlet blade angle f = 32°, we have for flow coefficient 
Фф» = (1 —sin ) tan Bj, = 0.294 
Radial flow velocity 
С, = ф и; = 0.294 (215.6) = 63.39 m/s 
Impeller diameter 
_ 60и, _ 60 (215.6) _ 


2 АМ. л(2950) 





Width of shrouds at outlet 


b = то 0, уҙ _ 600 x 3.5167 (0.0168) 
^ æD, С, 4 тС, (1575) (14) (63.39) 
= 0.81 x 10? m (0.81 mm) 
From outlet velocity triangle, absolute velocity C; 2 141.8 m/s 
Accoustic velocity and Mach number at outlet 
a, = ЈУКЂ = 4116 (96.13) (273 + 73) = 184.7 m/s 
_ О 1418 


= = 0.77 
а) 1847 








М; 


Note Width of shrouds of 0.81 mm is extremely small. The efficiency of compressor will 
be very poor. It will be interesting to see what the dimensions will be with R 134a. 
R 134a compressor, though is already being used for much larger capacities. 





Example 6.7 К 123 Comprressor 

(a) R 123 saturated vapour at 6°C is compressed to saturated discharge 
temperature of 40°C. 
Outlet blade angle is 32°. Compressor efficiency is 0.773. Use expression 
for flow coefficient for maximum efficiency. Dertermine the tip speed and 
diameter of the impeller if it runs at 3600 rpm, and compression is achieved 
in a single stage. 

(b) Determine the COP of the system, suction vapour volume rate per ton of 
refrigeration, and volumetric refrigerating capacity relative to R 11. 

(с) Determine те сарспу if minimum volume flow rate has to be 100 m*/min 
for best efficiency 

(d) Compare R 123 with R 11. 


Solution From the table of properties of R 123 


At ty = 6°C 
D, = Po = 0.04264 MPa 0, = 0.34759 m)/kg 
h, = 385.05 kJ/kg 51 = 1.6631 kJ/kg 
At = 40°C 


рк = 0.15447 MPa 
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(л) дос = 240.59 kJ/kg (Sp)4orc = 1.1383 kJ/kg K 
(Л„)до°с = 405.54 kJ/kg (55)4osc = 1.6651 kJ/kg К 
Required pressure ratio 
рк 015447: 
po 004264 | 


Since (5„)доес > 51, the state after compression is wet. For dryness fraction after 
compression, we have 


S1 = Sp = Spt Х(5,- 50 
1.6631 = 1.1383 + x (1.6651 – 1.1383) 

= х = 0.9934 
Enthalpy after compression 

hy = hy + x (h, — hy) 

= 240.59 + 0.9934 (405.54 — 240.59) = 404.45 kJ/kg 

Isentropic work 

Wi, = (Ало); = А, — hy = 404.45 – 385.05 = 19.4 kJ/kg 
Actual work 


= 25.1 kJ/kg 





о Oe 
1p ' 


For maximum efficiency 


Aho 
ф =0.294 и-0528- —0 


и; 
Тір зреед 
251 x 10? 
qo 71 
0.528 
Uy = 218 m/s 
_ 60u 60018 _ | 157 





2 36002 36007 


(b) Refrigerating effect 
qo = 385.05 - 240.59 = 144.46 kJ/kg 


Ideal COP of system 
£ = 4o _ 14446 ,; 
Wi 19.4 
Mass flow rate of refrigerant per ton 
à; 35167 
m = Q = =a = 0.02434 kg/s 
do 14446 


Suction vapour volume rate per ton 


V; = йо) = 0.02434 (0.34759) = 8.462 x 10? m?/s 
Volumetric refrigerating capacity relative to R 11 
0, = (блып _ 7457 x 107 
> (Оојвоз —8462x10? 
Suction vapour volume for В 11 is 7.457 x 10? //ТЕ. 


= 0.881 
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; Бо а . _ 100 
(c) Suction vapour volume rate in given compressor V, = m m/s 


Refrigerating capacity 
De V. _ 100/60 
7 V* — 8462 x10? 
(d) Comparison of R 123 with R 11 
We note the following 
(i) COPs of R123 and R 11 are nearly the same. 
(ii) Suction vapour volume is more for R 123. Hence, a smaller capacity centrifu- 
gal compressor design in possible, e.g., 197 TR for R 123 against 248 TR for 
R 11 for the same operating conditions, and nearly same dimensions. 
(iii) The tip speeds required for both R 123 and R 11 are the same. 
Thus К 123 is an ideal replacement for К 11. Though on НСЕС, its characteristics 
are so favourable that its use might continue well beyond 2030. 


- 197 TR 








Example 6.8 К 245 fa Compressor 
For the design and operating conditions of Example 6.7, dertermine the 
performance parameters for В 245fa. Compare the result with R 123. 


Solution Form the table of properties of R 245fa 
Pk 


Pı = po = 0.06995 MPa P4 = p,7 0.25179 MPa - 3.6 
Ро 
h, = 409.44 kJ/kg sı = 1.7505 kJ/kg К 
(Л,)до°с = 253.24 kJ/kg (Sp)4orc = 1.1813 kJ/kg К 
(ћ.)дос = 434.97 kJ/kg (55)4osc = 1.7616 kJ/kg К 


5, > s, hence state after compession is wet. Dryness fraction after cmpression 
5) = Sp +х(5,—ћр = 51 
1.1813 + х (1.7616 – 1.1813) = 1.7505 kJ/kg K 
= x = 0.981 
Enthalpy after isentropic compression 
ћу = h; + x (h, — hy) 
= 253.24 + 0.981(434.97 — 253.24) 
= 431.52 kJ/kg 
Isentropic work 
Wi = (АЛ) = ha — hy = 431.52 — 409.44 = 22.08 kJ/kg 
Actual work 





pete КИНЕ 
п 077 
Tip speed 
3 
Шы |2856 10" = 232.6 m/s 
0.528 
Impeller dismeter = D, = ы ыш. 1.235 т 


3600л 3600л 
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Refrigerating effect 
qo = hy – (дос = 409.44 — 253.24 = 156.2 kJ/Kg 
Ideal COP 258% 74 
ea i тт а 
Mass flow rate рег TR 
m= ш = 0.0225 kg/s 
156.2 


Suction vapour volume per ТК 
V; = то, = 0.0225 (0.23939) = 5.39 x 107° m?/s 
Volumetric refrigerating capacity relative to R 11 


-3 


* 539 x 1073 
Refrigerating capacity for the given volume flow rate 
: 100/60 
05 539 х 105 = 209 TR 


Comparison of Results with R 123 
(i) Pressure ratios for both R 245fa and R 123 are nearly the same. 

(ii) As the critical temperature for R 245fa (154.1°C) is lower, its condensation 
temperature is closer to critical temperature. Hence, its COP is lower than 
R 123 COP. Critical temperature for R 123 is 183.7°C. 

Gii) As R 245fa is a lower N. B. P, and higher pressure refrigerant, it gives higher 
refrigerating capacity for the same volume flow rate as compared to both 
R 123 and R11. 





Example 6.9 Р 134a Compressor 
For the design and operating conditions of Example 6.7, determine the perform- 
ance parameters for R 134a. Compare result with R 11. 


Solution From the table of properties of R 134 a, 


Ро = 0.36198 MPa p, = 1.0166 MPa 

v, = 0.05644 m*/kg 

һу = 402.06 kJ/kg s4 = 1.724 kJ/kg K 
(прес = 256.41 KJ/kg (h,)4 C = 419.43 KJ/kg K 
(Caoc = 1.145 КУКЕК (Seoc = 1.711 КІЛек 


Since (s,)4o«c < 51, State after compression is superheated. For discharge tempera- 
ture after isentropic compression. 


T, 
2 

S2 = (5; ос + C, In = 51 
1 


Ђ 
1.711 + 1.145 In 073+ 6) = 1.724 


=> Т, = 316.5 K (43.5°C) 
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Enteralpy after isentropic compression 
hy = (5;)арес + С, 05- Тр) 
= 419.43 + 1.145 (3.5) = 423.5 kJ/kg 
Isentropic and actual work 
Wi = 423.5 - 402.06 = 21.44 kJ/kg 


jm te eerie 
7, 0713 


Taking и = 0.59, we have for tip speed 


xum [277 x 107 — 216.5 m/s 
ч 0.59 | 


60u, 60(2167) 


= =1.15m 
36007 _ 36007 


Impeller diameter D, = 





Refrigerating effect 
qo = 402.06 – 256.41= 145.7 kJ/kg 


1457 
do “йй 


Ideal СОР=——=——= 
Wi 2144 
Mass flow rate per ton 
m- о = 0.0241 kg/s 
145.7 


Suction vapour volume per ton 


V, то, = 0.0241(0.05644) = 1.362 х 10°m?/3 


Volumetric refrigerating capacity relative to R 11 


0, = 1457 х ij^. 
"c q362x10* 
Refrigerating capacity for the given volume flow rate 
А - ot _ = = 1224 TR 
1362 х 10 


Comparison ој results with К 11 
(i) Тһе COP of R 134a is the lowest. 


(ii) Its relative volumetric refrigerating capacity is 5.5. That means, for nearly 
same dimension, R 134a centrifugal compressor will have 1224 TR capacity 
as agasinst 248 TR of R 11. 
A smaller capacity R 134a compressor is not possible. If it is intended that a 
smaller capaciyty is needed, width of shrouds will become very small. And 
the compressor will have poor efficiency. 
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6.15 hat .. COMPARISON OF PERFORMANCE OF RECIPROCATING 


~ AND CENTRIFUGAL COMPRESSORS 


The advantages of the centrifugal compressor over the reciprocating compressor are 
high efficiency over a large range of load and a large volume of the suction vapour 
and hence a larger capacity for its size. 

The centrifugal compressor has also many other advantageous features. The most 
important is the flat head-capacity characteristic as compared to that of a 
reciprocating compressor as shown in Fig. 6.20(a) for typical compressors at a 
constant condensing temperature of 38°C and constant rpm. It is seen that the varia- 
tion in the evaporator temperature is only 2 to 7.5°C for a load variation of 100 to 
240 TR for a centrifugal compressor, whereas it is — 11 to 6°C for the same load 
variation for a reciprocating compressor. 

Another advantageous feature is the non-overloading characteristic as shown in 
Fig. 6.20(b). It is seen that for a centrifugal machine, there is a decrease in the power 
requirement with an increase in the condensing temperature. This is due to the fact 
that the flow rate (refrigerating capacity) decreases as the head required increases 
(Fig. 6.19), while the power consumption represents the product of the two 
quantities. Thus there is no overloading of the motor with increasing condenser 
temperature. This feature is accompanied by a rapid fall in the flow rate and hence 
capacity as shown in Fig. 6.20(c). The power requirement decreases although the 
horsepower per ton increases. For reciprocating compressors, there is a small 
increase in the power requirement with an increase in the condensing temperature 
with consequent overloading of the motor. This is accompanied with a very small 
decrease in the refrigerating capacity. This latter aspect of a reciprocating 
compressor is, however, an advantage so that the capacity of a reciprocating machine 
is not affected much by an increase in the condensing temperature followed by 
adverse ambient conditions. 
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Fig. 6.20(b) Non-overloading characteristic of centrifugal compressor as 
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Fig. 6.20(c) Nature of capacity variation with condenser temperature 
for centrifugal and reciprocating compressors 
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È 
S] Revision Exercises 


6.1 (a) Calculate the clearance volumetric efficiency of an ammonia compressor 
(y= 1.31) operating between a condenser temperature of 35°C and an 
evaporator temperature of — 15?C. The clearance factor is 0.07. 

(b) If the throttling losses аге 0.15 bar in the suction manifold and valve and 
0.25 bar in the discharge valve, calculate the volumetric efficiency. 

(c) The measurement of the output of compressor showed an overall volu- 
metric efficiency of 65.2 per cent. The temperature at the suction flange 
is 10°C but that in the beginning of compression is 30°C. What were the 
leakage losses in the compressor? 

6.2 Catalogue data of 4.8% clearance R 134a compressor with piston displace- 
ment of 2 п?/тіп shows the capacity to be 12.7 TR with a bhp of 13.5 when 
the suction conditions are 18?C and 3.19 bar and the condensing temperature 
is 35?C. The refrigerant leaves the condenser as saturated liquid. Calculate 
the actual and clearance volumetric and adiabatic compression efficiencies of 
the compressor at these conditions. 

6.3 An К 22 compressor is working at —18°C evaporating and 40°C condensing 
temperatures. The superheat at the bulb of the thermostatic expansion valve is 
7°C and the temperature of the suction vapour is increased by 22°C in a heat 
exchanger by simultaneous cooling of the liquid refrigerant. The efficiency of 
the heat exchanger is 0.75. The temperature of the suction vapour is 20?C at 
the compressor inlet. The liquid refrigerant is subcooled by water to 35?C. 
Estimate the dimensions of the cylinders of the compressor. 

Given: Bore/stroke ratio 1 

Compressor speed 1420 rpm 
Compressorcapacity 15 TR 
Number of cylinders 4 

Assume a pressure drop of 5 per cent of the value of the pressure at the 

compressor valves. Also assume for the compression process, п = 1.13 and 

for the expansion process, т = У = 1.148. 

6.4 A single-stage centrifugal compressor, operating at 5000 rpm, receives 
saturated R 134a at 6?C and discharges it at a pressure of 1.0166 MPa. If the 
conditions of the suction gas remain unchanged, to what pressure can the 
compressor discharge if the speed is increased to 5500 rpm? 

6.5 A single-wheel centrifugal compressor has an impeller with a diameter of 
60 cm. The speed of the impeller is 5000 rpm. The working substances are 
R 11, R 123, R 245fa and R 134a. If the suction vapour is at 5?C saturation, 
determine the saturated discharge temperatures in each case. 
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6.6 A single-stage R 123 centrifugal compressor is running at 5000 rpm. The 
suction condition is 5°C dry saturated. The condenser temperature is 35°C. 
The outlet blade angle is 32°. The flow coefficient may be selected as 0.3 
at which the polytropic efficiency is 0.8. Determine the diameter of the 
impeller. Assume по prewhirl and negligible velocities at inlet and outlet. 

6.7 The variation of volumetric efficiency with pressure ratio for a R 134a 
compressor of an automotive air conditioner is as follows: 


P,/Po 2) 3 4 5 6 7 
Ny 80 79.5 72.5 66.5 61 56.7 





Somehow, the air flow over the condenser of the air conditioner gets 
completely blocked. Estimate the maximum pressure at discharge if the 
evaporation temperature is 5°C. 

6.8 (a) Given for an R 134a centrifugal compressor: 

Suction state 8°C saturated vapour 

Condensing temperature 40°C 

Estimate the minimum tip-speed required for a single stage compressor, 

and the impeller diameter and width of shrouds at discharge for a refrig- 

erating capacity of 500 TR. Take rpm as 2800. 

If instead a 2-stage compressor is used running at 2800 rpm, and if both 

wheels are to be of the same diameter, estimate the new impeller diam- 

eter and the widths of shrouds at discharge for the two stages for 500 TR 
capacity. 

6.9 (a) Determine the evaporator temperature at which a single-stage R 22 plant 
will cease to produce any refrigerating effect in Delhi where the con- 
denser temperature is 42°C. The compressor has 5% clearance, and the 
index of compression is 1.15. 

(b) For a particular condenser pressure, how does the power requirement of 
a reciprocating compressor vary with change in evaporator pressure? 
Explain giving reasons. 
6.10 The particulars of a 20 TR К 22 food freezer are as follows: 


(b 


wm 


Evaporator temperature — 30°C 
Condenser temperature 40°C 
Temperature of vapour 

leaving evaporator – 25°C 
Subcooling of liquid with 

vapour in heat exchanger 59С 
Polytropic index of compressor 1.15 
Superheating of suction vapour 

after passing through suction valve 15°C 
Compressor clearance factor 0.05 
Pressure drop in valves 0.2 bar suction 


0.5 bar discharge 
The compressor has 6 cylinders with bore equal to stroke. Its rpm is 1500, and 
mechanical efficiency is 0.75. Determine 
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(i) Mass flow rate of refrigerant. 
(ii) Piston displacement of compressor. 
(iii) Cylinder diameter. 
(iv) Motor horse power. 
(v) Cooling requirement of compressor in kW. 
6.11 Typical operating conditions of a 1/8 TR domestic refrigerator аге as follows: 


Condenser temperature 55°C 

Evaporator temperature — 25°C 

Temperature of vapour at evaporator exit — 15°C 

Heat gained by suction vapour in cooling 

motor windings 15% of motor power input 


The compressor bore/stroke ratio is 0.8. It runs at 2800 rpm. Pressure drops 
in suction and discharge reeds are 10% of absolute pressure. Isentropic 
efficiency of compressor is 85%, and clearance is 5%. Making appropriate 
assumptions, if necessary, estimate if the refrigerant is (a) R 134a, (b) R 600a; 
(i) Power drawn from mains. 

(ii) Bore, stroke and piston speed of the compressor. 

6.12 Catalogue data of a compressor is as follows: 
No. of cylinders 2 Bore 45 mm Rpm 4000 
Displacement 121 cc Stroke 38 mm Refrigerant R 134a 











Evaporation Condensing Temperature 
Temperature 40°C 60°C 
Capacity Power Capacity Power 
TR kW TR kW 
+ 10°C 4.68 3.68 (a) (b) 
= 20°C (c) (d) (e) (f) 


Fill in the blanks in the above table. Make appropriate assumptions. Compare 
calculated values with those cited in the catalogue, viz., (a) 3.68 (b) 6.0 
(c) 1.33 (d) 2.4 (e) 0.78 (f) 3.6. 


The McGraw-Hill companies 


w^ 


| Condensers 


7.1 CM HEAT REJECTION RATIO 
27 Б 
It is ultimately іп the condenser that heat is rejected іп а vapour-compression refrig- 
eration machine. The vapour at discharge from the compressor is superheated. 
Desuperheating of the vapour takes place in the discharge line and in the first few 
coils of the condenser. It is followed by the condensation of the vapour at the satu- 
rated discharge temperature or condensing temperature т. In some condensers, 
subcooling may also take place near the bottom where there is only liquid. However, 
the sensible heat of the desuperheating and subcooling processes is very small as 
compared to the latent heat of the condensation process. 

The loading on the condenser per unit of refrigeration is called the heat 
rejection ratio. 


Since 
0,-0%У 
we һауе for the heat rejection ratio 
9. =1+ ES (7.1) 
Qo Ee 


Thus the ratio depends on the COP which in turn depends on the condenser and 
evaporator temperatures. In actual air-conditioning equipment for R 22, operating at 
t, = 40°C and f; = 5°C, the heat rejection ratio is approximately 1.25 to 1.35. 


7.2 un TYPES OF CONDENSERS 
The type of a condenser is generally characterized by the cooling medium used. 
Thus there are three types of condensers: 
(i) Air-cooled condensers. 
(ii) Water-cooled condensers. 
(iii) Evaporative condensers. 
There is also a fourth type dependent on ground-cooling which is not used 
commonly. 
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7.2.1 Air-cooled Condensers 


In air-cooled condensers, heat is removed by air using either natural or forced 
circulation. The condensers are made of steel, copper or aluminium tubing provided 
with fins to improve air-side heat transfer coefficient. The refrigerant flows inside 
the tubes and the air flows outside. 

Air-cooled condensers are used only in small capacity machines, such as 
refrigerators and small water coolers which use vertical wire and tube or plate and 
tube construction with natural circulation, and window-type and package air 
conditioners which have tubes with 5-7 fins per cm and use forced circulation of air. 
The current practice in the forced-convection type is to use 10-15 m of the total 
surface area per ton of refrigeration based on 2-5 m/s face velocity of air over the coil. 

Air-cooled condensers are seldom made in sizes over 5 TR because of high head 
pressure, excessive power consumption and objectionable fan noise. 


7.2.2 Water-cooled Condensers 


Water-cooled condensers can be of three types, viz., shell and tube, shell and coil 
and double tube. The shell-and-tube type, with water flowing through passes inside 
tubes and the refrigerant condensing in the shell is the most commonly used con- 
denser. Figure 7.1 shows the arrangement for a two-pass condenser. A shell-and- 
tube condenser also serves the purpose of a receiver, specially for pumping down 
the refrigerant, because there is sufficient space in the shell. The bottom portion of 
the condenser also serves the purpose of a sub-cooler as the condensed liquid comes 
in contact with the entering water at a lower temperature. Thus, we see that shell 
and tube condensers, and, for that matter, all types of condensers are usually 
overdesigned. This also keeps the head pressure low, and saves power. Further, the 
outside surface of the shell is made available for heat transfer. The shell is made of 
steel. Copper tubes are used for fluorocarbons and steel tubes for ammonia. 

The shell-and-coil condenser consists of an electrically-welded closed shell con- 
taining a water coil sometimes of finned tubing. 

In the double-tube arrangement, the refrigerant condenses in the outer tube and 
water flows through the inner tube in the opposite direction. 

Water-cooled condensers are invariably used in conjunction with cooling towers, 
spray ponds, etc. Heated water from the condenser is led to the cooling tower where 
it is cooled by self-evaporation into a stream of air. After cooling, the water is 
pumped back to the condenser. 
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Fig. 7.1 Schematic representation of a two-pass water-cooled shell 
and tube condenser 
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Cooling towers are of two types, natural draft with natural convection of air, and 
either induced or forced draft with forced convection of air by a fan. 


7.2.3 Evaporative Condensers 


Figure 7.2 shows the schematic diagram of an evaporative condenser. The refriger- 
ant first rejects its heat to water and then water rejects its heat to air, mainly in the 
form of evaporated water. Air leaves with high humidity as in a cooling tower. Thus 
an evaporative condenser combines the functions of condenser and cooling tower. 
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Fig. 7.2 Evaporative condenser 


























Evaporative condensers are commonly used on large ammonia plants as they are 
found to be cheaper. Such condensers require a larger amount of the refrigerant 
charge due to the longer length of the refrigerant piping. But in the case of ammonia 
systems this is immaterial since the refrigerant is quite cheap. 


7.3 un HEAT TRANSFER IN CONDENSERS 


The heat transfer in a water-cooled condenser is given by Eq. (7.2) 


О, =UAAt= Ar (1.2) 
R 

where U is the overall heat transfer coefficient based on the surface area A of the 
condenser and At is the overall temperature difference. Figure 7.3 shows the com- 
ponents of the heat-transfer resistance in a water-cooled condenser, viz., the out- 
side refrigerant film, metal wall, scaling on water-side surface and inside-water 
film. The overall resistance is obtained by adding all the resistances which are in 
series. Thus, 
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Fig. 7.3 Thermal resistance in a water-cooled condenser 
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(7.3) 


К- = + + + 
Up An %4 КА МА hA 
уућеге 

Оо = Overall heat-transfer coefficient based on the outside surface area 
hy = Condensing film coefficient of heat transfer 
Ao = Outside ог refrigerant-side area 
Ax = Thickness of the metal-tube wall 

k = Thermal conductivity of the tube material 

Ал = Mean tube surface area 

һр- Coefficient of heat transfer through the scale 
A; = Inside or water-side area 

h; = Water-side coefficient of heat transfer. 


The overall heat-transfer coefficient can be determined from Eq. (7.3) after 
estimating the individual resistances. 


7.3.1 Desuperheating 


In condenser design, normally no separate calculations are made for the 
desuperheating section. Though the heat transfer coefficient is lower for this 
section, the temperature differential is greater as compared to that of the condensing 
section. The two factors tend to cancel the effects of each other. Thus, the practice is 
to take the refrigerant-side temperature equal to the condensing temperature and the 
heat-transfer coefficient equal to the condensing coefficient for the whole length of 
the condenser. 


7.3.2 Condensing Heat Transfer Coefficient 


Refrigerants are usually good wetting agents. In condensation, therefore, they 
follow a film-wise pattern. Nusselt, using his laminar liquid film theory, derived the 
following expression for the overall coefficient of heat transfer for condensation on 
a vertical surface of height x 





(7.4) 


3 1/4 
ћ = 0.943 (егі - = 
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where k, p,and драге the thermal conductivity, density and viscosity of the conden- 
sate film. These are evaluated at the average film temperature /;- 1 (t, + 1. And At 
is the temperature differential (7, — 1) where г, is the tube-wall temperature. Density 
D, of the vapour is very small compared to p, and сап be neglected. 

Note that the condensate film acts as a resistance to heat transfer. 


Condensation Outside Horizontal Tubes А similar expression for the average 
coefficient of heat transfer for vapour condensing on the outside of horizontal tubes 
of diameter Dp, as in shell and tube condensers, is 

32 1/4 

Ку Ру 88, 


(7.5) 
N Dyll; At 


hg = 0.725 
where Dy is the outside diameter of tubes and N is the number of tubes in a vertical row. 
Equations (7.4) and (7.5) show that the heat-transfer coefficient increases with 
thermal conductivity. A large density results in a thinner growth of the condensate 
film. The heat-transfer coefficient, therefore, increases with the density. Similarly, a 
high latent heat implies a lower condensation rate and hence a thinner film and higher 
heat-transfer coefficient. On the other hand, a higher viscosity results in a thicker film 
and hence a lower heat transfer coefficient. Similarly, a higher temperature differential 
results in higher condensation rate, a thicker film and a lower heat-transfer coefficient. 
Further, a large vertical tube length x or a horizontal tube diameter Dy cause а 
thicker growth of film before it drains of from the tube and hence a lower average 
heat-transfer coefficient. Finally, the condensate film formed on the lower tubes in a 
vertical bank is thicker, giving a lower average value of the coefficient. 
Equation (7.5) of Nusselt has been arranged by Kirkbride’ in the following form 











Со = 1.514 (Reg? for Ее,< 1800 (7.6) 
where Co is the condensation number expressed by 
2 1/3 d 1/3 
" Hy ~ № | Vf : 
Co=h |= since p, << рр (7.7) 
ky Pf (Pf – Ра) 8 К \ 8 
and Re, is the film Reynolds number and у; = BE is the kinematic viscosity of the 
Pf 
liquid. If D, is equivalent dia, and A; is flow area 
D, = ДАР 
Du 4A, u j 
Веј = Upf f. Ру Ат АГ ААЛ (7.8) 
My Р и, Pu; ир Ри, 
where [T= ^ - Loading per tube per unit depth 
m = Mass flow rate per tube or condensation rate = РриАр- os 
fa 


P = Shear perimeter of tube = z D 
A = Heat transfer area of one tube. 
These expressions are applicable to laminar films only considered to be at film 
Reynolds numbers below 1800. Figure 7.4 shows the nature of variation of Co with 
Re, in the case of vertical tubes. 
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Fig. 7.4 Semi-empirical condensation curve for vertical tubes 


For laminar flow Co decreases with Rey. After transition to turbulent flow, Co 
increases with Re+. Similarly, corresponding to Eq. (7.6) for laminar film, correlation 
by Kirkbride for the turbulent condensing film outside horizontal tubes is 


Со = 0.0077 Кер for Ее;> 1800 (7.9) 


Condensation Inside Horizontal Tubes The phenomenon of condensation 
inside horizontal tubes is quite complicated and not amenable to analytical treat- 
ment. The flow rate of the vapour greatly influences the heat-transfer coefficient in 
this forced convection-condensation situation. The rate of liquid accumulation also 
influences the coefficient. Akers, Deans and Crossef! give the following relation for 
the condensing heat-transfer coefficient inside tubes when the condensation rate or 
the length of tube is large, 


2. = 0.026 Pr/? Re,05 (7.10) 
f 

where Pr, is the Prandtl number of the liquid equal to (C, “/k), and Ке, is the 

mixture Reynolds number defined by 


D. 
Ке, = P Грриј + Dy и, (0р1р,)'?) (7.11) 


f 
in which u, and и, are the liquid and vapour velocities. 

Most refrigeration condensers such as in refrigerators and air conditioners oper- 
ate in this manner with condensation inside long horizontal tubes. Correlation in 
Eq. (7.10) is valid for Re «> 20,000 апа Ке/> 5000. However, in this turbulent flow 
regime (flow is annular), the calculations using Eq. (7.10) show that heat transfer 
coefficient increases with liquid flow rate, and it is independent of temperature 
difference. The experimental data does not agree with both these facts. The equation 
presented below is, therefore, recommended 


1/2 
h; = hy; fes [erai] (7.12) 
Pg 


where his the sensible heat transfer coefficient calculated from Dittus-Bolter equa- 
tion assuming that total fluid is flowing as liquid with condensate properties. 
Еа. (7.12) enables one to calculate local heat transfer coefficient at any section 
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where the quality of vapour is x. A detailed method of calculation of Л, for high 
velocity annular flow condensation is, however, given by Rohsenow’. 

At low condensation rates or in short tubes, as in evaporative condensers, when 
the vapour velocity is low, the condensate flow becomes stratified. The vapour con- 
densed in the upper part of the tube flows down around the periphery to the bottom. 
The layer of liquid thus formed at the bottom runs off in an open-channel type 
of flow. 

At these low vapour velocities (Ке/< 35,000), the experimental results agree very 
well with Chato's? correlation 





1/4 
g PiP; = рОН, 
h, = 0.555 РуЧӨу Paltin (1.13) 
ш,АТР, 
where (һе modified latent heat is calculated from 
j 3 
h'g = hg + 7 САТ, (7.14) 


Chato also established the effect of inclining the tubes to the horizontal. He found 
that the heat transfer coefficient increases by 10 to 20 per cent at inclination angles 
of 10 to 20° as a result of faster drainage of the condensate. 


7.3.3 Water-side Coefficient 


The water-side coefficient is expressed by the well-known Dittus-Boelter equation” 
which relates the Nusselt number with Reynolds and Prandtl numbers for forced 
convection for turbulent flow inside tubes, viz., 


08 0.4 
; C 
hi D = 0.023 (=) E (7.15) 
k и k 


All the fluid properties are evaluated at the bulk mean temperature of the fluid. 


7.3.4 Fouling Factor 


Condensers should always be designed considering the formation of scales, 1.е., 
fouling inside the tube. The following fouling factors? are recommended. 


7 = 0.00009 77! sm? К for copper tubes and В 22 condensers 
= 0.0009 J~'sm? K for steel tubes and ammonia condensers. 


For hard water conditions as in Delhi, the recommended value is 0.001 to 
0.0025 іт? K/W. 


7.3.5  Air-side Coefficient 


In refrigerant condensers with forced convection, air flows outside the tubes in cross- 
flow to the refrigerant. Average heat-transfer coefficients for the forced convection 
of air across a tube may be calculated from the Grimson' s? equation 
n 
hD et (=e) рг! (7.16) 
К и 
where constants С and п аге tabulated as functions of Reynolds number in Table 7.1 
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Table 7.1 Constants for Grimson’s equation 


Re 
0.4-4 
4-40 





40-4000 
4000–40,000 
40,000—400,000 





Many heat-exchanger arrangements involve multiple rows of tubes. The tubes 
may be staggered or in-line as shown in Fig. 7.5. 
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Fig. 7.5 Tube arrangements 


In the case of tube banks, и, is the face velocity (FV) measured at a distance from 





the tube 
= Volume flow гаје = Ò, = (FV) 
Face area (FA) 
The Reynolds number is, however, based on the maximum velocity occurring in 
the tube bank which is 
S, 


Umax = И " 
$,—D 
For the case of forced convection of air over finned tubes, Table 20.1 gives the 
values of Ла or f, as a function of (FV). These values сап be correlated by the 
relation 





hj, = 38 (F V)? (747) 
For the case of natural convection of air on horizontal tubes, the following 
simplified relations may be used. 
For laminar flow, 10* < Gr; Pr; < 10° 


AT 1/4 
ha, = 1.32 (=) (7.18) 
Do 
For turbulent flow, Gr, Pr? 10? 


ha = 1.24 (АТ)? (7.19) 
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In these equations Gr, is the Grashoff’s number, a characteristic of natural 
convection, expressed by 
ATD? 
Gr, = a (1.20) 
V 
where B= ы . Т,18 the mean temperature of the film and vis the kinematic viscosity. 
T, 
f 


7.3.6 Augmentation of Condensing Heat-Transfer Coefficient 


It is well understood that the overall heat-transfer coefficient such as Up, always, has 
a value lower than the lower of the two film coefficients, viz., hy and h;, howsoever 
large the other film coefficient may be. Thus, it is advantageous to decrease the 
major heat-transfer resistance. A familiar way to decrease this resistance is to pro- 
vide an extended surface or fins on the side of the lower heat-transfer coefficient. 

In shell-and-tube condensers the water-side coefficient is of the order of 
6000 Wm~ K^. Whereas a typical value of the condensing coefficient for ammonia 
is 8000 Мт > K^, the same for R 22 is of the order of 1500 Wm? К^! only. 

Thus in R 22 condensers, it is desirable to use fins on the refrigerant side. 

Of late, the use of integrally-finned tubes, such as the one shown in Fig. 7.6, 
has become quite popular in R 22 condensers. These fins are a part of the tube itself 
and are not mounted separately. Acme 
Industries, USA? have perfected a И; H ды 
configuration with one fin рег mm 
having a height of approximately 1.5 mm, | 
obtained by cold compression of the tube. / 

In air-cooled condensers, the аш- | 97 
side coefficient is much lower than the [Ul irU TCA ға 
refrigerant side coefficient. Hence, fins Fig. 7.6 Integral fin tube 
must be provided on the air-side. 


























































































































7.3.7 Influence of Air Inside Condensers 


Air, which has extremely low normal boiling and critical points, remains as a non- 
condensable gas, if present in refrigerant condensers. The presence of even one per 
cent of air by volume can reduce the condensing coefficient by as much as 50 per 
cent. This is because air tends to cling to the surface and because of its very low 
thermal conductivity, it introduces a large thermal resistance. Another detrimental 
effect of air is the increase of head pressure. Firstly, it is because of a decrease in the 
condensing coefficient and consequent operation at a higher temperature differen- 
tial Ат and hence a higher pressure p, in the condenser. Secondly, the head pressure 
is further increased over and above the saturation pressure p, of the refrigerant by an 
amount equal to the partial pressure exerted by air or non-condensables present. 

If any part of a refrigeration system, such as in R 123, operates under vacuum, 
there is a possibility of air leakage into the system. This requires a provision for its 
removal by purging from the top of the condenser where it will normally collect. A 
purge valve is also provided in the condensers of the ammonia system because these 
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systems suffer from leakage. Pressure vessels of lithium bromide-water vapour 
absorption refrigeration systems which operate under high vacuum are provided with 
regular purge units with a vacuum pump. 





Example 7.1 Design of Shell and Tube Condenser 

(a) Determine the length of tubes in a 3-pass, shell-and-tube R 22 condenser 
with 108 tubes for 40 TR chiller. The condensing temperature is 43°C. The 
heat rejection ratio is 1.25. Water is cooled to 30°C in the cooling tower. 
The temperature rise of water may be taken as 4.8°C. Use integral fin 
copper tubes with an O.D. of 1.59 cm, an I.D. of 1.37 cm with 748 fins/m 
length of tube. Fins are 1 mm thick and 1 mm high over tubes. 

(b) Determine the length for plain tube as well. Allow for 10 bottom tubes for 
subcooling. 


Solution Let the tube arrangement be as shown in Fig. 7.7 with nine vertical rows 
so that the average number of tubes per row is 
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(a) Integral fin tubes Assume a temperature drop of 5°C through the condensing 
film. The mean temperature of the film is 


,-43- 3 = 40.5°С 
2 


At this temperature, the properties of Паша R 22 are 
k; = 0.0315 Wm! К^! 
py = 1129 kg. m? 
4 = 0.221 cP = 2.21 x 10^ kg. m! s'! 
Also hg, = 163.3 x 10° J.kg™ at 43°C 
Condensing coefficient 
5 ЛУ 1/4 
Ку py А 


hg = 0.725 
ND , At 
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(0.815)? (1129)? (9.81) (163.3 x 10? 
9 (0.0159) (2.21 x 107) (5) 
Heat rejected in the condenser 


О; = 40x 3.5167 x 1.25 = 175.83 kW 
Water flow rate 





1/4 
= 0.725 | ] = 1180 Мт = К^! 


| О, 175.83 8.74 ke, s^! 
т. = = = 0. А 
w= CAt (4187) (48) Be 
Velocity of water in tubes 
т./р,, 8.74 x 10? 


1 ~ 2 
(108/3) (=) 36 (2/4) (0.0137) 





= 1.644 ms"! 


Uy = 





Bulk mean temperature of water 


t, = 30 + = = 32.4°C 


For water at 32.4°C 

k = 0.623 Wm! К^! 

и =7.65 x 103 kg.m ! s! 
_ Си (41868 x 10°) (7.65 x 107) _ 
Ко 0.623 i 
_ Du,p _ (0.0137) (1.644) (1000) 


H 7.65 x 107 
Water-side coefficient 


_ Ар 
^k 


Pr 





5.14 





Re - 24,070 


Nu = 0.023 (Ве) % (Pr)°* = 141.4 


0.623 


h; = 141.4 x sur 6432 Wm” К^! 





Area Calculations Consider 1 m length of tube. 
Fin surface area 

2 (0.0179? — 0.0159?) 
4 





А,= 748 7 + (0.0179) 0.001 | = 0.12144 m? 


Bare tube surface area 

A, = л (0.0159) (1 – 0.748) = 0.01258 m? 
Total tube surface area 

A, = А, + A, = 0.0134 m? 
Outside and inside tube surface areas 

Ap = 7 Dy = 0.04993 m? 

A; = 7 D; = 0.04302 m? 
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Outside to inside surface area ratio of the tube 











D, 1.59 
еқ мй 
А; D, 1.37 

Extended surface to outside and inside tube surface area ratios 

0.0134 

A,/Ag = - 2.684 
0.04993 
0134 
АЈА, = 0013 = 3. 

0.04302 

Fin efficiency as calculated (circular fins) 
п; = 0.992 
Overall heat transfer coefficient based on total extended surface side area A, 
1 1 А, 1 A, ТА, 
= + + 
U, (рај + Ay) hp A4 A; 
1 
= — + 0.00009 (3.046) + eS (3.046), 
1180 (0.993) 6432 
„А; + 
since APTUM - 0.993 
1 

=> О, = 624 Мп? К! 


Note І can be seen that the condensing coefficient is very small compared to the water- 
side coefficient and hence the use of integral fins is beneficial. 


Log-mean temperature difference 
R 22 temperatures: In 43?C; Out 43?C 
Water temperatures: In 30?C; Out 34.8?C. 


_ (43 - 30) - (43 - 34.8) 








Ata = 10.43°C 
Іп (13/8.2) 
Extended surface area 
: 3 
i= О, Б 17583 х 10 = 27.02 m? 
U, А1, 624 х 10.43 
Outside or bare tube surface area 
a= 2702 _ 10.07 n? 
2.684 
Tube length (Number of tubes for condensation = 108 – 10 = 98) 
10.07 
L А = 2.06 т 





= 98z Dy 98 л (0.0159) 


Check for condensing film temperature drop 


à 
m Ò, 2000002 17583х10 — 
ho(Np Ap + А) 00.9934) 1180(0.993 x 27.02) 
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It is close to the assumed value of 5°C. Calculations may be repeated with 
At value of 5.55°C. The solution converges in the second iteration giving. 

ћу = 1150 W/m?.K, U, = 617 W/m’. К, A, = 27.32 m, Ay = 10.2 m?, L = 2.08 m, 
At=5.6°C, 
(b) Plain tubes Тһе procedure is the same as for integral fin tubes. However, the 
lower condensing coefficient becomes the controlling coefficient. The thermal resis- 
tance on the condensing-side will increase. Hence, (1) the total heat transfer surface 
area will have to be increased (ii) or, alternatively, condensing temperature will have 
to be raised. Assuming the same condensing temperature, we have: 

Overall heat-transfer coefficient based on bare tube surface area 

Eo 4141451 Е) 
Up h hg А hA 

- + 0.00009 (1.1607) + — (1.1607) 
0 6432 





= 11.54x 107" 
Uy = 866 Wm? К^! 
Bare tube surface area 
_ 17583 x 10° 


o= = 19.47 m? 
866 x 10.43 





Note The bare tube surface area is increased from 10.07 to 19.47 n? in the absence of 
integral fins. 
19.47 


Tube length = 7S 
9811(0.0159) 


Note Since the tube length is very large, it will be necessary to increase the number of 
passes. Check for the assumption of refrigerant-side temperature drop. 


_ 17583 x 10° 
21150 x 1947 
Itis more than the assumed value of 5.6?C. Further approximation is necessary. 


To reduce the size of the condenser, a higher condensing temperature of 45-46°С 
may be considered. But, it will increase the running cost. 


3.98 m 


= 7.859С 





Example 7.2 Design of Forced Convection Air-cooled Condenser 
An air-cooled condenser for a package air conditioning unit is to be designed to 
transfer 22.2 kW of heat from R 22 condensing inside 1.27 cm OD and 1.12 cm 
ID tubes at 55°C. The mass flow rate of the refrigerant is 0.162 kg/s. The refrig- 
erant-side heat-transfer coefficient is given by 

Nu = 0.026 (Pr)'^(Re, )?* 
Air circulated is 120 cmm (cubic metres per minute) entering at 40°C. The 
air-side heat-transfer coefficient is approximated by 


Nu = 0.193 (Pr) ^(Re)?9!5 
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The Prandtl number of air can be taken as 0.71. The face velocity of air may be 
taken as 6 m/s. The air side has 6 fins/cm so that finned surface to outside bare 
tube surface area ratio is 20. Determine the finned surface area of the condenser. 
Neglect the resistance of the metal wall. Assume efficiency of finned surface 
п = 0.9. 


Solution Refrigerant side heat-transfer coefficient 


2 2 
Inside area of the tube, лы В = ЖАННА) 


= 9.852 х 10? m? 
4 4 





Mass velocity of refrigerant, ри = a 


Assume a refrigerant-side temperature drop of 5°C. So the mean film temperature is 
(55 – 5/2) = 52.5°C. At this temperature, К 22 liquid film properties are 


ky = 0.08 Wm! К^! 
py = 1072 Кали > 
4 2 2.12 x 10 kg. піз! 
С, = 1.52 КІ. kg! К^! 
D т 0.0112 (0.162) 


Hence Re, - - 2 scum 86,870 
Hg А 2.12 x 10^ (9.852 x 10 ^) 














С 152 х 10°) (212 x 10* 
Реј= | с А ) - 4.03 
к), 0.08 
_ h; D; = 1/3 0.8 _ 
Nu = LR 0.026 (4.03)! (86,870)? = 370 
f 
joe Ке 
0.0112 


Air side heat transfer coefficient 
Ò, _ 120/60 1 , 





Face area, FA = 


m 
u 6 3 
А ; 4 4 1 
Equivalent diameter, Dg= ,|— (FA) = |— = = 0.65 т 
л л 3 


Note See Kern for more accurate calculations. 


At 
Mean temperature of air, 1, = 40 + E = 40 + 4.63 = 44.63°C 


Note See calculations for At, below. 
At this temperature for air 


1 22x10? kg. m! 5"! 


к= 0.03 Wm! К^! 
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_ Dgpu _ 0.65 x 12 x 6 





Re = —— = 234,000 
и 2x10 
Nu = 0.193 (0.71)! (234,000)? 6/5 = 358 
k 0.03 
ho = — Nu = —— (358) 2164 Wm” К^! 
Dr 0.65 


Overall heat transfer coefficient Neglecting the metal-wall resistance, the overall 
heat-transfer coefficient based on the total fin-side surface area is given by 
1 1 1 
= + 
0, А, h; Ai hy A, Пу 
1 1A A " 1 1 
U, № А А ho Пру 


_ | a» (Er). 1 




















2643 1.12 16.4 (0.9) 
=> U, 213.1 Wm? К! 
Finned surface area Temperature rise of air 
i 22.2 
м = AWO = 60590 
Q,pC, 120 x 12 x 1.005 
Air leaving temperature 
ta, = 40 + 9.25 = 49.25°C 
Log mean temperature difference 
_ (55 - 40) - (55 — 49.25) _ А 
At, = 55 — 40 = 9.629С 
In —————— 
55 - 49.25 
Finned surface area 
^ 3 
О; _ 22.2 x 10 — 176? 





А, = = 
'" U, Atm (134) (9.62) 





Note Temperature drop through films may be checked. 


7.4 ДХ! WILSON’S PLOT 


с — 


Wilson's plot! for condensers, as shown іп Fig. 7.8, is obtained by plotting a number 


А 


of experimental values of E against — 2 + = which varies with the flow 
Uo QUAS hy 
rate of water. It is seen that the plot, if extended to the abscissa equal to zero, gives 
the intercept on the ordinate, corresponding to zero water-side resistance (very high 
water velocity) so that 
1 1 " Ax Ag 


Up ho k An 
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Fig. 7.8 Wilson's plot 


This result may be used to determine the condensing coefficient h, under actual 
operating conditions for any condenser. 
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È 
À Revision Exercises 


7.1 A 10 TR ammonia ice plant has a two-pass shell-and-tube water-cooled con- 
denser. The water enters at 30?C. The temperature rise of water may be taken 
as 2.5?C. The refrigerant condensing temperature is 35?C. The heat rejection 
ratio of the plant is 1.35. The condenser has 24 steel tubes of 21 mm OD and 
13.65 mm ID. Determine the length of the tubes. 


7.3 Al 1 ton R 22 air conditioner, operating at 58°C condensing and 5°C еуаро- 
rating temperatures, has an air-cooled condenser with 12.7 mm OD and 
11.2 mm ID copper tubes. The air-side surface has fins with the finned 
surface to bare tube surface area ratio of 12. A fan blows 30 cmm of air at 
44°C with a face velocity of 4.5 m/s. The air-side heat-transfer coefficient is 
approximated by 


Nu = 0.24 (Re? 
The refrigerant-side heat-transfer coefficient is given by 
Nu = 0.026 (Pr)'? (Re)? 
Determine the finned-surface area of the condenser and the length of the tubing. 
7.3 In ап experiment® on condensation of ammonia, the following values were 
measured for the overall heat-transfer coefficient Uy and water velocity 
Uo (Wm? КГ!) 2300 2070 1930 1760 1360 1130 865 


и (1157!) 1.22 0.975 0.853 0.731 0.488 0.366 0.244 


The condenser tubes were 51 mm OD and 46 mm ID. Тһе thermal conductiv- 
ity of the material of the tubes is 60 Wm” КГ. Using the method of Wilson’s 
plot, determine the condensing heat-transfer coefficient. The water-side 
coefficient can be expressed as 


h; = 3967.3 и0% 


7.4 Do the reverse calculations in Example 7.1. Assume all data is known as 
given, and calculate. Estimate the capacity of the condenser. Show that it is 
176 kW (Simulation). 

7.5 Catalogue data of a water-cooled condenser of a manufacturer gives the 
following details: 


Condensing temperature 48.9°C 
Water inlet temperature 37.8°C 
Water flow rate 20.694 kg/s 
Capacity 145 tons 


Estimate the capacity of this condenser with the same water flow rate but with 
an inlet temperature of 30°C and a condensation temperature of 42°C. The 
evaporation temperature may be assumed to be constant at 2.2°C. 
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8.1 Цу TYPES ОҒ EXPANSION DEVICES 
uh 
An expansion device in a refrigeration system normally serves two purposes. One is 
the thermodynamic function of expanding the liquid refrigerant from the condenser 
pressure to the evaporator pressure. The other is the control function which may 
involve the supply of the liquid to the evaporator at the rate at which it is evaporated. 
The latter has an important role and determines the efficiency with which the evapo- 
rator surface is utilized. 

An expansion device is essentially a restriction offering resistance to flow so that 
the pressure drops, resulting in a throttling process. Basically there are two types of 
expansion devices. These are: 

(i) Variable-restriction type. 

(ii) Constant-restriction type. 

In the variable-restriction type, the extent of opening or area of flow keeps on 
changing depending on the type of control. There are two common types of such 
control devices, viz., the automatic expansion valve and the thermostatic expansion 
valve. 

In addition, there are the float-valves which are also variable restriction type 
devices. The float valves again are of two types: The high-side float and the low- 
side float. 

The high-side float maintains the liquid at a constant level in the condenser and 
the low-side float maintains the liquid at a constant level in the evaporator. 

The constant-restriction type device is the capillary tube which is merely a long 
tube with a narrow diameter bore. 


8.2 un ААТОМАТІС OR CONSTANT-PRESSURE 


“~~ EXPANSION VALVE! 


The basic function of an automatic expansion valve is to maintain constant pressure 
in the evaporator. 
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A typical design of an automatic-expansion valve is shown in Fig. 8.1. The liquid 
refrigerant enters the inlet (1) and flows through the strainer (2) to the orifice (3), 
expanding into the outlet (10). The needle (9) carried by the element (13) fits into 
the orifice in a position determined by the forces acting. The position of the needle 
(9) and the assembly (13) with respect to the orifice (3) determines the extent of 
opening or closing of the orifice. 




















Fig. 8.1 Automatic-expansion valve 


The forces acting on the bellows (8) are transferred to the needle through the push 
pins (11). The forces that tend to move the needle down and hence to open the 
orifice are: 

(1) Force Ғ; on the bellows (8) corresponding to the atmospheric pressure in the 

chamber (7). 
(ii) Force F; of the regulating spring (5) adjusted by means of the knob (4). 

The forces acting on the bellows and element (13) that tend to move the needle up 
and hence to close the orifice are: 

(i) Force Ку on the bellows corresponding to the evaporator pressure pj. 

(ii) Force Ғ|, of the follow-up spring (12). 
During off-cycle, the valve is closed so that 
Ғыы-Е,,>Е,-Е; 
When the compressor starts, Fọ drops as the evaporator pressure decreases. The 
valve starts opening and the liquid refrigerant begins to enter the evaporator. Force 
F; is increased due to the compression of the follow-up spring whereas force F; 
is decreased due to the elongation of the regulating spring. When the equilibrium 
position is reached, we have 
Fo + Еда= ИЕ, + Е; 


The McGraw-Hill companies 





Expansion Devices 305 


in which Fy corresponds to а constant-evaporator pressure po. The adjustment of 
the tension in the regulating spring controls the force F and hence the equilibrium 
pressure py maintained in the evaporator. 

Consider the effect of variation in the cooling load on the working of this valve. 
When the load decreases, vapour formation diminishes, and ро tends to drop as the 
compressor continues to suck vapour. As a result, the valve opens more and allows 
more refrigerant to enter the evaporator, thereby maintaining constant pressure. The 
evaporator becomes flooded and a decreased superheat results. 

On the contrary, when the load increases, evaporation increases, and p, tends to 
rise, the valve tends to close, allowing less refrigerant to enter the evaporator and an 
increased superheat results. 

Thus we see that an automatic-expansion valve is not suitable for a varying-load 
requirement. It increases the flow of the liquid refrigerant into the evaporator when the 
load decreases, and decreases the flow when an increase in load occurs. It is, however, 
used in applications such as milk coolers where precise control of the evaporator 
temperature is needed and where the cooling load is more or less constant. 


8.3 THERMOSTATIC-EXPANSION VALVE! 


A thermostatic-expansion or T-X valve maintains a constant degree of superheat in 
the evaporator. 

A typical design of a thermostatic-expansion valve is shown in Fig. 8.2. It is only 
slightly different in construction from the automatic-expansion valve. In this case, 
the downward force on the bellows (Е; F5) which tends to open the valve is 
replaced by a force Ру exerted on the bellows through the capillary tube (1) which is 
connected to the bulb (2). The bulb in turn is fixed at the outlet end of the evaporator 
as shown in Fig. 8.3. 




















Fig. 8.2 Thermostatic-expansion valve 
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Fig. 8.3 Arrangement showing installation of thermostatic 
expansion valve and its thermal bulb 


The forces acting upwards оп the bellows which tend to close the valve are F,, of 
the follow-up spring and F corresponding to the evaporator pressure pọ as in the 
case of the automatic-expansion valve. 

The capillary and bulb are generally 
filled with the same liquid refrigerant 
(power fluid) as in the refrigeration sys- 
tem. Force F6 corresponds to the satura- 
tion pressure ро of the refrigerant at | 
temperature fj at the exit end of the © 
evaporator as shown in Fig. 8.4. 

During off-cycle, the temperatures at 
the evaporator inlet and outlet are the 
same so that (Fo — Fo) is zero. Since the h— 
follow-up spring is adjusted with some Fig. 8.4 Degree of superheat with 
initial compression, the valve remains thermostatic-expansion valve 
closed as 


6, Po 
to, Po 


— At = tó — to 








Fo + Ба > Е 
ог, Е > (Fo – Fo) = 66 – tg) 
When the compressor starts, Fy) drops. A temperature difference (fj — 10) is 
created between the outlet and inlet of the evaporator, i.e., a degree of superheat 
results. The corresponding pressure difference (pj — ро) between the outside and 
inside of the bellow causes a downward force (Fé — Fo) on the bellow and the valve 
opens. Due to compression, F;, also increases. The opening of the valve is deter- 
mined by the equilibrium position at which 
(Fo - Fo) = Fu 

By adjusting the initial compression of the follow-up spring and hence the 
force Ра, the force (F6 — Fy) and hence the degree of superheat сап be controlled. 
Normally, the setting of the spring is done in the factory to allow the valve to start 
opening at a superheat of 5?C. 
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8.3.1 Application of Thermostatic-Expansion Valves 


The performance characteristic of the thermostatic-expansion valves is most suitable 
for application in air conditioning and refrigerant plants. 

When the cooling load increases, the refrigerant evaporates at a faster rate in the 
evaporator than the compressor сап suck. As a result, the pressure po and the degree 
of superheat in the evaporator increase. The increase in superheat causes the valve to 
open more and to allow more refrigerant to enter the evaporator. At the same time, 
the increase in suction pressure ро also enables the compressor to deliver increased 
refrigerating capacity. 

When the cooling load decreases, the refrigerant evaporates at a slower rate than 
the compressor is able to suck. As a result, the evaporator pressure drops and the 
degree of superheat decreases. The valve tends to close and the compressor delivers 
less refrigerating capacity at a decreased suction pressure. 

Thus the thermostatic-expansion valve, as opposed to the automatic-expansion 
valve, is capable of meeting varying load requirements. The evaporator pressure and 
hence the evaporator temperature, however, do not remain constant. Another 
advantageous feature of the T-X valve is that by maintaining a constant degree of 
superheat of the suction vapour, it keeps the evaporator always full of the refriger- 
ant, regardless of the changes in the cooling load. This ensures the efficient utiliza- 
tion of the evaporator surface even under extreme loading conditions and the safety 
of the compressor (by not allowing the liquid to enter it) under part-load conditions. 
These characteristics have enabled T-X valves to have universal application in air 
conditioning and many refrigeration systems. 


8.3.2 External Equilizer 


It has so far been assumed that pressure pọ in the evaporator is throughout constant. 
In actual practice, however, there is always a significant pressure drop in the long 
evaporator tubing. 

The pressure at the evaporator outlet is, 











therefore, very much less than the pressure at the | 5,6 
evaporator inlet. If the pressure at the еуарога- Po 

tor inlet itself is exerted on the inside of the bel- | po Ға Ро, to, 
lows of the thermostatic-expansion valve, then ^ Po; 


for a given compression Fj, of the follow-up 
spring, the resulting superheat of the vapour will 
be higher than the adjusted superheat. Assum- 
ing that the pressure in the evaporator drops 
from Ро, at the inlet to po, at the outlet, the corre- 
sponding saturation temperatures being to, and 
to, respectively, it is seen from Fig. 8.5, that the 
compression Fj, of the spring adjusted for a 
superheat of At, = (tọ — 10,) results in an actual 
superheat of A t; = (1) — 10). 


ЛЁ 











Fig. 8.5 Effect of evaporator 
pressure drop on 
degree of superheat 


Further, it may be noted that under partial-load conditions, the superheat tends to 
increase in a normal-expansion valve. And if the pressure drop in the evaporator is 
large, it will result in a large amount of superheat of the vapour. 
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The remedy is to use an external-equalizer connection. An external-equalizer 
connection, as shown in Fig. 8.6, transmits the pressure at the outlet of the evapora- 
tor to the inside of the bellows of the expansion valve. At the same time, there is no 
connection between the evaporator inlet and inside of the bellows. Thus the pressure 
acting inside the bellows is always equal to the pressure at the evaporator outlet, 
irrespective of the extent of pressure drop in the evaporator tubing. 
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Fig. 8.6 External-equalizer connection 





Example 8.1 Ап В 134a Thermostatic-expansion valve, not equipped with an 
external equalizer, has a superheat setting of 7°C while supplying the refriger- 
ant to the evaporator at 0°С. The power fluid is the same as the refrigerant. 
(a) Determine the difference in pressure on opposite sides of the diaphragm or 
bellows required to open the valve. 
(b) If the temperature at the evaporator inlet is -5?C and the pressure drop 
through the coil is 0.3 bar, what is the degree of superheat of the suction 
gas leaving the evaporator? 


Solution (а) Referring to Fig. 8.5, for the evaporator at 0°C 
ро, (at 0°C) = 2.928 bar 
pó (at 7°C) = 3.748 bar 


The required pressure difference or initial compression of the follow-up 
spring per unit area of diaphragm is 


fa - po “Ро, = 3.748 - 2.928 = 0.82 bar 


(b) If the temperature at the evaporator inlet is — 5°C, then the pressure at the 
evaporator inlet is 


ро, (at – 5°C) = 2.435 bar 


For the same adjustment of the follow-up spring compression, the equilib- 
rium pressure of the power fluid is 


Po = Po, + а = 2.435 + 0.82 = 3.255 bar 


The McGraw-Hill companies 





Expansion Devices 309 


The corresponding saturation temperature of the power fluid in the bulb is 
t (at 3.255 bar) = 2.47°C 
Pressure at evaporator outlet 
Po, = Po, - Ар = 2.435 – 0.3 = 2.135 bar 
Saturation temperature at the evaporator outlet 
10, (at 2.135 bar) = – 7.9°C 
Effective superheat of the suction gas 
At = 0 - to, = 2.47 – (- 7.9) = 10.37°С 





8.3.3 Сгоѕѕ-Сһагдеа Expansion Valves 


It can be observed from the nature of the vapour-pressure curve of a refrigerant, as 
shown in Fig. 8.7, that the degree of superheat once adjusted by the tension F,, of 
the follow-up spring at a certain evaporator temperature, increases at lower evapora- 
tor temperatures. In a similar manner, it can be shown that a decreased superheat 
will result at a higher evaporator temperature. 

The method by which the superheat may remain more or less unaffected by a 
change in the evaporator temperature employs a power fluid in the bulb as different 
from the refrigerant. The power fluid has a flatter p-T curve. Figure 8.8 shows curve 
R for the refrigerant and a flatter curve P for the power fluid. The power fluid is a 
slightly higher boiling substance. It has lower pressures. It is seen that the degree of 
superheat At almost remains constant at different evaporator temperatures. Such a 
thermostatic expansion valve is called cross-charged. 
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Т —— т == 
Fig. 8.7 Increase іп superheat at lower Fig. 8.8 Maintaining uniform superheat 
evaporator temperature by the use of cross-charged 


expansion valve 


8.3.4 Thermostatic Charge and Fade-Out Point 


The charge of the power fluid contained inside the bulb and the capillary tube of a 
thermostatic-expansion valve limits the maximum suction pressure up to which the 
expansion valve modulates. 

Consider the thermodynamic change of state of the power fluid as its tem- 
perature varies. The process take place along a constant-volume line as shown in 
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Figs 8.9 and 8.10. Initially, at some stage, the fluid may exist at state А with the 
liquid and vapour in equilibrium at temperature t,. With increase in temperature, the 
pressure increases according to the p-T relationship of the fluid until point B is 
reached. After B, at which all the liquid has turned into vapour, any further increase 
in temperature results in an insignificant increase in the pressure (according to the 
constant-volume process for a gas) inside the bulb and capillary of the expansion 
valve. As shown in Fig. 8.9, the increase in temperature equal to t — tg increases the 
pressure only by pp — рв. Thus at B, the pressure of the power fluid almost reaches а 
limiting value. The valve, therefore, does not open any wider with increase in the 
temperature, and the suction pressure stays constant at its value at B. The point B is 
called the fade-out point. 





Constant Specific 


p” Volume Line 


Isothermals 











0----- 


Fig. 8.9 Fade out point on p-v diagram 
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Fig. 8.10 Fade-out point on p-t diagram 


Itcan be seen that the fade-out point depends on the specific volume of the power 
fluid, i.e., the mass of the refrigerant charged in the power element, as the total 
volume of the element is fixed. Thus, the limiting value of the suction pressure can 
be increased by decreasing the specific volume, i.e., increasing the charge of the 
power fluid. Similarly, the limiting suction pressure can be lowered by decreasing 
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the charge. It can thus provide a built-in motor overload protection such that 
the refrigerating machine always operates on the left-hand side of the peak of the 
compressor power versus suction pressure characteristic (see Fig. 6.6). 

Such an expansion valve with a limited liquid charge of the refrigerant is nor- 
mally referred to as gas-charged. Gas-charged valves must be carefully applied in 
order to avoid a loss of control from the bulb. If the diaphragm or the bellow cham- 
ber becomes colder than the bulb, the small amount of charge in the element may 
condense and the bulb may contain only gas. Thus the valve will throttle or close. 

A large mass of the refrigerant charged in the element will make it liquid-charged. 
In this case, the bulb contains liquid under all temperature conditions. Thus the bulb 
always controls the valve operation even with a colder diaphragm or bellow. 

The charging of the refrigerant itself in the power element results in an increase 
in operating superheat as the evaporator temperature decreases. This limits its use 
for moderately high evaporator temperatures. For evaporator temperatures which 
are substantially below 09С, liquid cross-charged expansion valves may be used. 
They have superheat characteristics which remain fairly constant throughout the 
evaporator temperature range. 


8.4 un. CAPILLARY TUBE AND ITS SIZING 


The capillary tube is a fixed restriction-type device. It is a long and narrow tube 
connecting the condenser directly to the evaporator. The pressure drop through the 
capillary tube is due to the following two factors: 

(1) Friction, due to fluid viscosity, resulting in frictional pressure drop. 

(ii) Acceleration, due to the flashing of the liquid refrigerant into vapour, resulting 
in momentum pressure drop. 

The cumulative pressure drop must be equal to the difference in pressure at the 
two ends of the tube. The mass flow through the capillary tube will, therefore, adjust 
so that the pressure drop through the tube just equals the difference in pressure be- 
tween the condenser and the evaporator. For a given state of the refrigerant, the 
pressure drop is directly proportional to the length and inversely proportional to the 
bore diameter of the tube. 

A number of combinations of length and bore are possible for a capillary tube to 
obtain the desired flow and pressure drop. However, once a capillary tube has been 
selected, it will be suitable only for the design pressure drop and flow. It cannot 
satisfy the flow requirements with changing condenser and evaporator pressures. 
Even then, the capillary tube is the most commonly used expansion device in 
small refrigeration units, such as domestic refrigerators, window-type and split air 
conditioners, water coolers, etc. The advantages of a capillary tube are its simplicity, 
low cost and the absence of any moving parts. Also, it is found most advantageous 
with on-off control because of its unloading characteristics. Thus, when the 
compressor stops, it allows high and low pressures to equalize, thereby enabling the 
compressor motor to re-start on no load. Accordingly, smaller low-starting torque 
motors can be used. 

The sizing of a capillary tube implies the selection of bore and length to provide 
the desired flow for the design condenser and evaporator pressures. The method 
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employed by manufacturers is usually that of cut and try. The principle of 
design based on methods proposed by Stocker. and Hopkins? and Cooper et al.’ is 
presented here. 

A capillary of a particular bore dia D and cross-sectional flow area A is first 
selected. Step decrements in pressure are then assumed and the corresponding 
required increments of length calculated. These increments can be totalled to give 
the complete length of the tubing for a given pressure drop. 

Consider that the state of the entering refrigerant is saturated liquid. The mass 
flow rate m is known. The condenser and evaporator temperatures are f, and fp, and 
corresponding pressures are p, and p respectively. Divide this temperature drop 
into a number of parts. Let the corresponding pressure drops be А ру, Ар; and A рз, 
+, etc., as shown in Fig. 8.11. Now there аге two approaches to design. 

(4) Isenthalpic expansion, as shown by line К-а. 

(ii) Adiabatic or Fanno-line expansion, as shown by line k-b. 





Dk 














Ро 








Ғаппо Цпе 








П ——— 


Fig. 8.11 Incremental pressure drops іп a capillary tube 


Isenthalpic expansion is the common thermodynamic assumption. In actual prac- 
tice, however, expansion takes place adiabatically, viz., according to Fanno-line 
flow. Thus enthalpy does not remain constant since, with pressure drop, the volume 
increases and an increase in kinetic energy is obtained from a decrease in enthalpy. 
Nevertheless, it may be noted from Fig. 8.11 that in the first few steps of pressure 
drop, there is not much difference between isenthalpic and Fanno-line flow. 

The steps of calculations to be followed in both cases are the same and are as 
follows for the first element. 

(i) Determine the quality at the end of the decrement assuming isenthalpic flow. 

Then at point | at pressure p, 
die ue (8.1) 
hg, 
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(ii) Determine the specific volume 


0, =U, + xY(0,, - Ор) (8.2) 
(iii) Calculate the velocities from the continuity equation at both the ends of the 

element 

иу = mk and u= а 

А А 

и mn 
ог = = = G = Constant (8.3) 

© 


А 
where G is mass velocity. 
(iv) For Fanno-line flow, an iteration procedure is necessary. This is done by 
applying the correction to enthalpy since Л; = h,. Thus 
2 
= “i 
hy =h; 2 (8.4) 
The calculations for quality, specific volume, velocity and enthalpy may be 
repeated until the final value of h; is equal to its value in the preceding iteration. 


Note Тһе procedure appears time-consuming but, fortunately, it converges very fast. 


(v) Determine the pressure drop due to the acceleration, Ap,, from the momen- 
tum equation 
Айр =- mdu 
whence 
m 
Ард = А (и, = иу) = С(и; = иу) (8.5) 
(уі) Determine the pressure drop due to the friction, Арр, from 
Арр-Ар-Ар, (8.6) 
(уп) Equate the required frictional pressure drop to 
2 
pf Аш 
Apr = ————— 8.7 
Pr 2D (8.7) 
1 
where p=- 
© 


AL = length of the element 


Substituting m = puA, pu = 7 = С, ме һауе (8.8) 
С 

Арр= 55 fu AL = Y fu AL (say) (8.9) 

where у = ЕСА (8.10) 
2р 


from which the length AL may be calculated. For this purpose, ће mean 
values of и and f for the liquid and vapour phases present may be taken for the 
section. The friction factor is a function of Reynolds number which in turn is 
expressed as 


The McGraw-Hill companies 


314 Refrigeration and Air Conditioning 


_ Пир DG Z 





Ке (say) (8.11) 
и и и 
where Z=DG (8.12) 
Niaz апа Davis? have proposed the following correlation for evaluating the friction 
factor: 
0.324 
= Rel” 


They mention that the length obtained by using this correlation is about 10% 
greater than the experimental length. Based on available analytical and experimental 
data, the expression for friction factor in terms of a straight capillary given by 
Gorasia et al’ is: 

17.24 17.24 
H= Reo and /,- Reo 
where 


Ке, = БІН апа Re, = 22 


gr Hg 
where subscripts f and g refer to liquid and gas phases respectively. The friction 
factor for the liquid-vapour mixture flowing in the capillary is found by taking into 
account the percentage weightage of each phase. Thus 


f-fü-34f,x 
The examples that follow illustrate the method of calculation as it can be applied 
for the design of capillaries for air conditioners and refrigerators. 





Example 8.2 Design of 1 TR В 22 Air Conditioner Capillary 
A capillary tube in a one-ton R 22 air conditioner has a bore of 2.3 mm. 
Saturated liquid from the condenser enters at a temperature of 48°C and flows 
adiabatically through the tube until its temperature is 5°C. Determine its length. 
The friction factor is given by 

0.32 


= Re?” 
Assume intermediate sections at 40, 30, 20 and 10°C. 


Solution From the simple saturation cycle, the mass flow rate is 
m = 0.02417 kg/s 
The cross-sectional area of the capillary tube is 


А = = (0.0023? = 4.15 x 107 m? 


.02417 
i MEM = 5.83 x 10° kgs! m? 


Let G= = РЗ 
415 х 107 


зін Sja = 
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220 _ 583 x 10° 
720 2(0.0023) 
Z = DG = (0.0023) (5.83 x 10°) = 13.41 kgs! nr! 


= 1.2674 x 10° kgs"! m? 





In actual practice, the enthalpy does not remain constant in flow through a capillary. 
Assuming isenthalpic flow, however, the properties and velocities at various sec- 
tions are found and are given in Table 8.1. The last column in the table gives the 
actual decrease in enthalpy due to increase in kinetic energy, e.g., at the first point 


3 nnd 
Ah-h,-h,-- (KE) = 1049—5332. = 41 J/kg = 0.041 kJ/kg 


Table 8.1 Calculations for Example 8.2—Isenthalpic flow but Ah = - A(K E) 
1070 
m/kg 
0 0.9137 
0.07 1.804 


Section 








0.144 3.375 
0.209 5.704 
0.267 9.167 
0.292 11.572 





Calculations can now be done for actual Fanno-line flow, starting from 
h, = 260.314 kJ/kg. 


Point 1 At 40°C, from the table of properties for R 22 


hy = 2497 kJ/kg op = 0.0884 x 10? m*/kg 
ћу = 166.9 Кука v, = 15.1 x 10? пуке 
Then, h; =h,- Ah 


= 260.314 – 0.041 = 260.273 кука 
_ 260.273 — 249.7 





Hence, 1669 = 0.0633 
© = 0.884 x 10? + 0.0633 (15.1 — 0.884)10? 
= 1.78 x 10? m*/kg 
и = Go, = 5.83 x 10° x 1.78 x 10? = 10.38 m/s 
Recheck, Ah, = 1038? - 5327 = 40 J/kg = 0.04 kJ/kg 


Note Further iteration can be done for greater accuracy. Proceeding in this manner, 
iterated values are obtained at various points which are given in Table 8.2. 
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Table 8.2 Calculations for Example 8.2-Fanno-line flow 


(h)iterated 10° х(у) iterated (u)iterated (Ah) iterated 
Section kJ/kg m/kg m/s kJ/kg 
k 260.5 0.91 5.317 0.0 
260.46 1.8 10.474 0.04 





260.324 3.356 19.525 0.18 
259.977 5.634 32.773 0.52 
259.163 8.937 51.99 1.34 
258.424 11.114 64.655 2.08 





Friction Factor Calculations: Point 1 (40°C) 
Viscosities, My = 0.221 cP 
И; = 0.0134 cP 
И = (1-х) а + My 
= (1 — 0.064)0.221 + (0.064) (0.0134) = 0.2071 cP 





Z 13.41 
Re, = — = — = 64,780 
M, 0.2071 x 10 
0.32 
= ——©——=0.02 
fi (64,780)925 


The calculations for various points are given in Table 8.3. 


Table 8.3 Friction factor calculations for Example 8.2 


Hg и 
f 
cP cP 


0.01368 0.215 62,400 0.020 
0.0134 0.2071 64,780 0.02 








0.0131 0.1979 66,800 0.02 

0.0127 0.1917 68,400 0.0197 
0.0124 0.1934 68,400 0.0197 
0.0123 0.1973 69.300 0.0198 





Length Calculations: Consider section К—1. 
Total pressure drop 
Ap; = 18.543 – 15.331 = 3.212 bar 

Acceleration pressure drop 

Ap, = С Ли = (5.83 x 10°) (10.474 – 5.317) = 32.8 x 10° N/m? 
Friction pressure drop 

App = Ap – Ap, = 3.212 x 10° – 0.328 x 10? = 2.884 x 10° N/m? 
Mean friction factor 
_ 0.0202 + 0.02 
2 


f = 0.0201 
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Mean velocity 

џи = 2317 +10474 _ 2 82 m/s 
App _ 2.884 x 10° siao 
Yfu (12674 x 10°)(0.0201)(7.82) 


The calculations for various sections are given in Table 8.4. 





Incremental length , AL, = 


Table 8.4 Capillary tube length calculations for Example 8.2 











Sections В Ард Арк AL 
bar bar bar m 

k-1 3.212 0.328 2.884 1.389 

1-2 3.416 0.574 2.842 0.706 

2-3 2.818 0.857 1.961 0.276 

3-4 2.292 1.283 1.009 0.087 

4-5 0.969 0.844 0.125 0.008 





Total length required = AL = 2.466 m 
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R 
Ф Revision Exercises 


8.1 (a) Calculate the pressure of R 134a as it expands through a capillary tube 
having a bore of 1.05 mm if 4.028 x 10° kg/s of saturated liquid enters 
the capillary tube at a temperature of 45°C. Neglect heat transfer. 

(b) Determine the temperature at which the condition of choked flow occurs 
as the expansion proceeds. 

8.2 An R 134a thermostatic expansion valve uses R 12 itself as the power fluid 

set to fade out at a pressure of 0.35 MN/m°. The internal volume of the power 
element is 15 cm?. Calculate the mass of R12 contained in the element. 


The McGraw-Hill companies 


318 Refrigeration and Air Conditioning 


8.3 (а) An R22 expansion valve is factory set for a superheat of 7°C when sup- 
plying refrigerant to an evaporator at 5?C. If the evaporator is operating 
at — 15?C, what will be the effective superheat of the suction vapour? 

(b) Ifthe valve is cross-charged with R 134a as the power fluid, what will be 
the effective superheat? 

8.4 An R 22 thermostatic expansion valve with R 22 itself as the power fluid is 
not equipped with an external equalizer. It supplies a coil in which there is 
pressure drop due to friction. The superheat setting made on the valve at the 
factory is 5°C with 0°C evaporator. 

(1) What is the difference in pressure on opposite sides of the valve 
required to open the valve? 

(ii) When the pressure at evaporator inlet is 4.22 bar, how many degrees is 
the suction gas superheated at 11.5?C evaporator exit temperature if the 
pressure drop through the coil is 0.53 bar? 

8.5 How much would have been the superheat in Prob. 8.4 (ii) if the valve had 
been equipped with an external equalizer? 


8.6 Design a capillary for а 165 L (О, = 89W) refrigerator working on 
(a) R 12 (b) R 134a 
The R 12 compressor is 4.33 CC. 


The R 134a compressor is 5.48 CC. 
Use Fig. 3.21 for cycle analysis. 
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Evaporators 


9.1 un. TYPES OF EVAPORATORS 
ub e 
The evaporator is the component of a refrigeration system in which heat is removed 
from air, water or any other body required to be cooled by the evaporating refrigerant. 

Evaporators are mainly classified as flooded or direct-expansion, viz., dry. In 
flooded evaporators, the liquid refrigerant covers the entire heat-transfer surface. In 
or dry evaporators, a part of the heat-transfer surface is used for superheating the 
vapour. A float valve is used for the expansion of the refrigerant in the case of a 
flooded evaporator, whereas a thermostatic-expansion valve (in the case of large 
units) or a capillary tube (in the case of small units) is used in conjunction with a dry 
evaporator. 

A distinction can also be made on the basis of the flow of refrigerant inside tubes 
in dry evaporators and outside tubes in flooded evaporators. 

An illustration of a flooded evaporator used as a water chiller with the refrigerant 
in the shell is shown in Fig. 9.1. 

As far as direct-expansion (D-X) evaporators are concerned, there are a number 
of types of the same such as the following: 

(i) Direct-expansion chiller. 

(ii) Direct-expansion cooling coil for air with forced convection. 
(іш) Direct-expansion coil for air-blast freezer. 
(iv) Natural convection evaporator for freezers of domestic refrigerators. 

(v) Evaporator coils submerged in brine tanks for ice plants. 

In contrast to flooded chiller, Fig. 9.2 shows a D-X chiller in which water flows in 
the shell across a number of baffles, and refrigerant, from the liquid line, directly 
expands inside tubes and flows through a number of passes simultaneously evapo- 
rating and absorbing heat from recirculated water. 

Another common type of dry evaporator is the direct-expansion (D-X) coil as 
shown in Fig. 9.3 with fins on the air side used in air-conditioning equipment. The 
coil shown in the figure has 4 rows of tubing, and only one tube-circuit. Large D-X 
evaporators have more than one refrigerant circuit otherwise the refrigerant pressure 
drop will become too large. 
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Fig. 9.2 Direct-expansion chiller 
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Fig. 9.3 Illustration of a dry evaporator, direct-expansion cooling coil 
with thermostatic-expansion valve 











The name direct-expansion is derived from the fact that the refrigerant expands 
directly inside the tubing, and evaporates, thus cooling the medium outside. To 
facilitate the return of oil to the compressor, D-X evaporators are fed from the top by 
a thermostatic-expansion valve as shown in Figs 9.2 and 9.3. 

The D-X coil for air-blast freezers is similar in construction except that the 
refrigerant temperature is much lower, viz., — 35 to – 40°C. As a result there is frost 
formation in between the fins. The flow of air could, therefore, get blocked. The 
frosting is more at the inlet end. Accordingly, larger fin-spacing is provided at the 
inlet end. The spacing progressively decreases as the air gets dehumidified. 
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Present-day frost-free refrigerators also have similar freezer coils. These are 
placed outside the freezer/refrigerator cabinet. Air flows by forced convection 
between the coil and the freezer compartment. 

The conventional refrigerators use bonded evaporators. The refrigerant flows 
and evaporates inside channels formed by binding engrooved plates. Heat is ab- 
sorbed from air on the surface of plates by natural convection. 

The ice plants use ammonia evaporator coils submerged in agitated brine tanks. 
The amount of refrigerant charge in such coils is, no doubt, large. But, it does not 
matter since ammonia is not expensive. 


9.2 OM HEAT TRANSFER IN EVAPORATORS 


The three heat-transfer resistances in evaporators are: 
(1) Refrigerant side for the transfer of heat from solid surface to the liquid 
refrigerant. 
(ii) Metal wall. 
(iii) Cooled-medium side which could be due to air, water, brine or any other fluid 
or a wetted surface on a cooling and dehumidifying coil. 

The heat transfer from solid surface to the evaporating refrigerant is of primary 
interest here. However, the mechanism of boiling is so complex because of the 
influence of such factors as surface tension, saturation temperature, latent heat and 
nature of the solid surface, in addition to the usual transport properties, that it is very 
difficult to predict the heat-transfer coefficient analytically. Nevertheless, an attempt 
is made here to present correlations applicable to evaporating refrigerants screened 
through the large amount of published information available on the subject. 

In commercial equipment, the boiling process occurs in two types of situations: 
one, of pool boiling as in flooded evaporators with refrigerant boiling on the shell- 
side, and the other, of Лоу or forced convection boiling as in direct-expansion 
evaporators with refrigerant on the tube-side. 


9.2.1 Pool Boiling 


Pool boiling occurs in flooded evaporators. Experiments on pool boiling show three 
distinct regimes as illustrated in Fig. 9.4. 

Ordinarily, during the boiling of a liquid at its saturation temperature, such as in a 
pool, simple evaporation or natural convection evaporation occurs at the free surface 
without the formation of bubbles when the solid wall temperature 1, is only a few 
degrees above the saturation temperature of the evaporating substance t,. It is shown 
by Regime 1 in Fig. 9.4. But if At = (t, — t,) is increased, vapour bubbles form and 
agitate the liquid in the vicinity of the heating surface, that is, in Regime 2 in 
Fig. 9.4. With increasing Af the bubbles rise and break through the free surface. In this 
Regime 3 heat transfer coefficients are higher. This kind of boiling with bubble growth 
(Regimes 2 and 3) is called nucleate boiling. Eventually, as (1, — t,) is increased 
further, the heating surface gets blanketed with vapour bubbles resulting in a process 
called film boiling. Thus, there are three distinct regimes of pool boiling. 
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Fig. 9.4 Heat flux vs. temperature difference in pool boiling 


Heat transfer in refrigerant evaporators corresponds to Regime 2 of the nucleate 
boiling in which the bubbles formed condense in the liquid before reaching the 
surface. 


9.2.2 Heat Transfer Coefficient for Nucleate Pool Boiling 


A method, based on a logical explanation of the mechanism of heat transfer associ- 
ated with the boiling process, was presented by Rohsenow'^ for correlating 
heat-transfer data for nucleate boiling of liquids for the case of pool boiling. The 
suggested relation was 
ij^ 

^ 2 5 
сум _ d OIA | с | (о) Si 

hg Myhy | 800у = Ра) k 7, 


where ois the vapour-liquid surface tension of the fluid, and the various fluid proper- 
ties are evaluated at the saturation temperature corresponding to the evaporation pres- 
sure. The constant С pis a function of the particular fluid-heating surface combination. 

By plotting the experimental data of a known fluid (i.e., Pr = constant) for the 
first term on the RHS versus the LHS, Rohsenow obtained the value of the exponent 
ғ ав 0.33. Similarly, а cross-plot of C, A t/h; vs. Pr for constant values of the first 
term on the RHS gives s equal to 1.0 for water and 1.7 for Freons. Then, a minimum 








of one test point, i.e., a value of Q/A and its corresponding value of At, is all that is 
needed to evaluate C,,. Piret and Isbin’? have found its value for the CCl,-copper 
combination as 0.013. The same value can also be used for copper and R 22 and 
other fluorocarbons. 

Ratiani and Avaliani? recommended the following simple correlation for pool 
boiling of Freon refrigerants 

фе 1.35 4 pT (9.2) 

where h is in W/m? К, q is the heat flux in Wim’, pis the pressure in bar and 7, is the 
normal boiling point in К. Combining this relation with q = h AT, we obtain 


h2272AT?^? prt 


For the case of R 22, this reduces to 
h = 2.72 AT”? р!86 (9.3а) 
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9.2.3 Flow ог Forced-Convection Boiling 


Boiling will take place when a liquid flows by forced convection over a surface 
maintained at a temperature higher than the saturation temperature of the fluid. Boil- 
ing under these conditions is called flow or forced-convection boiling. Flow boiling 
occurs in D-X evaporators. Heat-transfer rates in forced-convection boiling are 
substantially higher than those of pool boiling. 

For forced-convection boiling, Rohsenow and Griffith suggested that the total 
heat flux be separated into two parts: Опе, a boiling flux ОА, and the other, а 
convective flux О ГА. Thus the total flux can be expressed as 

4= 4, + 4с 

For computing q,, the normal pool boiling correlation may be used. For comput- 
ing qe e.g., forced-convection inside tubes, the Dittus-Boelter equation can be used. 
In this equation, however, it is recommended that the constant 0.023 be replaced 
by 0.019. 

The forced-convection boiling processes taking place in dry evaporators are very 
complex. At the inlet end, the flow is of a low quality. As the evaporation proceeds, 
the quality increases, a critical condition (tube wall dry-out) appears and then the 
remainder of the tube may have superheated vapour with liquid droplets. 

Hoogendooren discovered seven distinct possibilities for two-phase flow, five of 
which are given below. 

(i) Laminar or stratified flow in which both phases flowing beside each other are 

separated by a plane surface. 

(ii) Wavy flow in which the two phases are separated by a wavy surface. 

(ii) Slug flow in which slugs of the liquid are enclosed in the gas stream. 

(iv) Annular flow with the liquid flowing in an annular form and the gas flowing in 
the central core. The occurrence of this phase of boiling can be expected 
when the mixture velocity exceeds 2 m/s. 

(v) Foam or mist flow with the flow patterns corresponding to definite mass flow 
rates or liquid velocities. 

The transitions occur as the flow proceeds from the inlet end to the outlet end of 
the evaporator. 

The major portion of the heat transfer occurs in the horizontal tube through the 
wetted part of the tube wall. The heat-transfer coefficient increases when the flow 
becomes annular, but when most of the liquid is evaporated and the dry-out point is 
reached, the coefficient falls off rapidly to a low value. 

To a large degree, the complete length of a single evaporator tube can be divided 
into three convenient parts, viz., stratified flow at the inlet, first slug, and then annu- 
lar flow in the middle, and mist flow at the outlet. 

A significant feature of boiling heat transfer is the dependence of the heat-trans- 
fer coefficient on quality. The nature of variation is shown in Fig. 9.5. For water h is 
maximum at x = 0.4. For fluorocarbons the peak occurs at 0.4 « x « 0.8. If this is 
true, a substantial improvement in the evaporator capacity is achieved with wet 
operation, represented by line CD in Fig. 9.5 as against dry operation with superheat 
as from А to В. The average value of h-when the quality changes from C to D—is 
much higher than the same when it changes from A to B as in normal evaporators 
without recirculation. This is achieved by recirculation (see Sec. 9.4.3). 
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Fig. 9.5 Variation of flow-boiling heat transfer coefficient with dryness 
fraction of refrigerant 


9.2.4 Forced Convection Boiling Correlations 


Boiling of liquids has been of considerable interest to nuclear, chemical and 
mechanical engineers and, consequently, a lot of work has been done to obtain gen- 
eral correlations for predicting heat-transfer coefficients and pressure drops for 
flows with boiling. However, as verified by Andersen et al., most of these do not 
satisfactorily predict the heat-transfer coefficients and pressure drops for evaporat- 
ing refrigerants. Only Bo Pierre’ s? correlation predicts somewhat satisfactory values 
for the average heat-transfer coefficient but this does not give the local heat-transfer 
coefficient. His correlations are given below. 


Nu, = 0.0009 (Re? Kj)? (9.4) 
for incomplete evaporation, viz., dryness fraction at exit, x) € 0.9, and 
Nu, = 0.0082 (Re? к) (9.5) 


for complete evaporation, viz., exit condition 6?C superheated. 

Here Nu,and Re,are the liquid Nusselt and Reynold numbers respectively, and К, 
is the load factor defined by 

= Axhg 
К; 7 

where L is the length of the tube, and Ax is the change in dryness fraction. 

The expression for incomplete evaporation has been found to conform to 
experimental data more precisely. 

There are some expressions which involve the Lockhart-Martinelli parameter 
Я relating the two-phase heat-transfer coefficient hyp with the single liquid phase 





coefficient hy. 
| 0.67 [9:0 
Chaddock hyp = 1.85 hy | Bo x 104 + | (9.6) 
tt 
D/A hAT 
where Bo = Boiling number = 9 4 


(”/АУА, — Ghg — Gh, 
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H, is the Lockhart-Martinelli parameter for turbulent flow given by 


0.5 0.1 
H = Езу Pe | | Hr 
tt p р; m 


and his the liquid phase forced-convection heat-transfer coefficient for turbulent flow. 





Bogdanov? 
Bogdanov gives a very simple correlation for refrigerants boiling inside tubes, viz., 
G4 AT 
h=}? —— (9.7) 
р, 


where С is mass velocity in kg/m’. s and his in W/m?.K. z is a factor depending on 
the refrigerant and temperature as given in Table 9.1 for R 22 and R 142. 


Table 9.1 Values of z in Equation (9.7) 








Lavin and Young"? hyp = C hy cA (9.8) 


tt 


where С = 3.5 and п = 0.75 for R 12 as found by Милу !. 

All the above expressions are applicable to horizontal-tube evaporators. 

There are other correlations which have also been proposed for the nucleate 
range. They yield a varying exponent of Q/A vs. At increasing with Ат, in the range 
of 2 to 4. Thus 


4 = ЈА = C (At "t (9.9) 
Dividing both sides by At, we get the boiling heat-transfer coefficient 
h= 2 = C (At)" 
AAt 


where n lies between 1 and 3. АП boiling correlations can be reduced to this form. 

This form of equation is very suitable for computer work as precise values of the 
constants C and n at different x can be given for different parts of the nucleate boiling 
range which can simultaneously occur in the case of refrigerant boiling inside a tube. 

Of late, Chawla* and Dembi, Dhar and Arora have obtained generalized semi- 
empirical correlations to satisfactorily predict the pressure drop and heat transfer 
of the refrigerants evaporating inside horizontal tubes. Dembi, Dhar and Arora's 
correlations have minimum RMS error and are as follows: 

For forced convection vaporization (annular flow region) 


0.44 
Gh, 
ED 0.115 [p a - 2] а | —* [Pr] (9.10) 
Ку EO pr 
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For nucleate flow boiling (stratified flow region) 





T 0.64 » 0.27 ср 014 
= -233885 | d ; [ | | | (9.11) 
k, Dg hy у hg] (ор; 
where w” is the vapour bubble growth rate parameter correlated as follows: 
14 
w” = 0.36 x 10? (% (9.12) 
р 


Equation (9.10) applies to very low At values while Eq. (9.11) applies to high At 
values, corresponding to similar regimes in pool boiling. In case of doubt, the one 
giving a higher numerical value of h may be used. 


9.2.5 Horizontal vs. Vertical Tube 


The boiling in vertical tube evaporators is characterised by the separation of 
the liquid from the vapour emerging from its surface. It, therefore, represents a case of 
pool boiling. Also, the hydrostatic pressure exerted by a column of liquid flooding the 
evaporator causes an increase in the saturation temperature. The heat-transfer coeffi- 
cient as well as 1,,-1, within vertical tube evaporator are, therefore, very small. 

On the contrary, in horizontal tube coil evaporators, it is only at small velocities 
of flow inside the tube that the separation of phases occurs. As the length of a single 
coil is considerable and the vapour content of the refrigerant increases steadily, a 
vapour-liquid emulsion appears with an ever increasing volume flowing correspond- 
ingly faster resulting in a high value of the heat-transfer coefficient as in the case of 
forced-convection boiling. High refrigerant vapour velocities also ensure the return 
of oil to the compressor. 


9.2.6 Effect of Oil in Refrigerant on Heat Transfer 


Itis generally assumed that the effect of oil is to decrease the boiling heat transfer 
coefficient because of its high viscosity. A 5 per cent solution of oil may have about 
45 per cent greater viscosity than pure refrigerant. The corresponding effect on the 
heat-transfer coefficient would be to diminish it by 60 per cent. In this calculation 
the effect of slightly increased thermal conductivity and decreased specific heat due 
to oil has not been considered. 

The experiments, however, show that the average heat-transfer coefficient first 
increases reaching a peak at about 4 per cent oil content and then decreases. The 
higher coefficient is attributed to the onset of annular flow with oil at low volume 
flow rates, i.e., in the inlet region of the tube. Also, the oil may act as a wetting 
agent for refrigerant so that the bubbles are swept away from the surface in the 
low-velocity region. 

Notwithstanding this improvement in / at small oil concentrations, the value of h 
at 9 to 10 per cent oil would be about the same as that for an oil-free refrigerant. 





Example 9.1 Basic Design of Direct-Expansion Chiller 
Some of the design details of a Refrigerant 22, 20 TR, D-X chiller are as follows: 
Effective tube length 221.5 cm 
Diameter of tubes 1.905 cm OD, 1.704 cm ID 
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Number of refrigerant passes 8 
Entering water temperature 111°C 
Leaving water temperature ЊЕ (9 
Refrigerant temperature at inlet BANC 
Condensing temperature 43.3?C 


The water-side heat-transfer coefficient hy may be taken as 4,650 W.m^? °C”. 
The refrigerant-side coefficient may be approximated by 
h; = 230 At W.m” °C! 
Find the number of tubes in the last pass. Assume equal enthalpy change in 
all passes. Neglect the thickness and thermal resistance of the tube wall. 


Solution Heat transfer in each pass 


д- ae = 8.792 kW 
Temperature drop of water in each pass 
At, = AS Te 395 0.49°C 
8 8 
Mass flow rate of water 
= BOOS) = арта 


" (4.1868)(3.9) 
For Eighth Pass 
Entering water temperature, 1, = 11.1°C 
Leaving water temperature, ty, = 11.1-0.49 = 10.61°C 
Mean temperature difference 
às 0.49 
In (11.1 2.2)/(10.61 ~ 2.2) 
Assume mean tube wall temperature 1, = 8.8?C. Then the refrigerant-side film 
coefficient is 


= 8.859С 





һ,-230(88-22)-1518 W. m? K^! 
Overall heat-transfer coefficient based оп outside tube surface area 
PUT eee Жж! 1905 
U, h h A 4650 1518 [1.704 
> Uy = 1051 W.m? K^! 
Heat transfer area of the pass 





Ò 8792х10 








Ар = = = 0.945 m? 
О UgAt, (10518.85) 
А; = 0.945 x ES абай 
1.905 
Check for the assumed valve of t,, 
A 3 
пон ооо 0 озб 


һА (1518/(0845) | 


The McGraw-Hill companies 





Evaporators 329 


Further iteration converges at 
t, = 9°C, ћ, = 1564 W.m? К^. 
Uy = 1076 Wm? K, Ау = 0.924 m? 
Number of tubes in the pass 
_ A _ 0.924 _ 
© лр, л(001905) (2215) | 
Take 7 tubes. Then the heat transfer in the pass is 


Fala (8.792) = 8.82 kW 
6.974 





Water temperature drop in the pass remains same as assumed, viz., 


w 


ao o (0.49) = 0.49°C 
6.974 





Note Іп the above calculations, a large number of simplifications have been made which 
include the following: 
( The water-side coefficient is constant. 


(1) Тһе refrigerant-side coefficient is not dependent upon the dryness fraction апа ап 
extremely simplified expression is used. 


(іі) Tube wall and fouling resistances (0.0005 т? k/W) have been neglected. Recom- 
mended fouling resistance for Chillers is 0.0005 m? k/W. 


(iv) The refrigerant-side pressure drop is neglected. If considered, this will reduce the 
temperature potential in the chiller and hence increase the surface area and 
number of tubes. 

(о) The effect of tube spacing, baffle pitch, etc., on the water-side coefficient is ignored. 

(vi) LMTD will also be affected by baffle pitch, baffle cut, etc. 


9.3 Цу EXTENDED SURFACE EVAPORATORS 


Extended surfaces are used in the evaporators both on the refrigerant-side as well as 
on the cooled medium side depending on which heat-transfer coefficient is lower. 

Flooded evaporators are used in chillers for water or brine. The pool-boiling 
refrigerant-side heat-transfer coefficient in flooded evaporators is very low. The 
order of magnitude is 396 W/m?.K as against 4170 W/m?.K for water flowing inside 
tubes. Accordingly, integral fins on the outside of tubes as illustrated in Figs 7.6 
and 9.6(a) are used on the refrigerant side. 


A 
ИЕ ЛЕУ 


b 4 
! fo п 
і 
| JL. 
Fig. 9.6 (a) Integral fin tube construction showing tip areas А), 
base areas А; and fin surface areas Аз 

















C/Lof Tube 
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Direct-expansion evaporators are used both for 
(i) chilling water or brine, and 
(ii) cooling air. 

In direct-expansion chillers, the refrigerant-side heat-transfer coefficient with 
refrigerant boiling inside tubes is lower than water-side coefficient. Hence, either 
inner fins to increase the area, or enhanced surfaces to improve the heat-transfer 
coefficient, or both are used. 

In direct-expansion cooling coils for air, there may be natural or forced convection 
on the air-side. In both cases, the heat-transfer coefficients on the air-side are very low. 

In natural convection evaporators as used in domestic refrigerators, the air-side 
coefficient is very-very low. With the use of bonded evaporators that provide extended 
surface on the air-side, the heat transfer conductance is somewhat improved. Still the 
air-side coefficient remains the controlling coefficient in such evaporators. The overall 
coefficient is lower than the effective natural convection air-side coefficient. 

The present frost-free refrigerators, however, use forced convection of air by a 
fan between freezer compartment of the refrigerator and the evaporator coil which is 
located outside the cabinet. 

In forced convection evaporators also as used in 
air conditioners, the air-side coefficient is quite low. 

Extended surface evaporators, as shown in 
Fig. 9.6(b) are extensively used for cooling of air | 
since the air-side heat-transfer coefficient is much b 
lower than the boiling coefficient. Coupled with 


forced convection, high overall heat-transfer coef- ”Ф LLL | 


ficients can be achieved іп D-X coil evaporators. % Tip of 
Generally, fins for cooling coils are made of ое оош. Ғіп 
thin aluminium (material with high thermal соп- коого! the 
ductivity) sheets mounted on the copper tubes by 
applying oil pressure of the order of 150 bar inside 
the tubes so that perfect contact between the roots 
of the fins and the tubes is achieved. In all, fins are 
provided with a spacing corresponding to about 5 
fins per cm. The thickness Б and the height / of the fins [Fig. 9.6(b)] are of the order 
of 1 mm апа 1.5 cm respectively. Air velocities of the order of 2.5 to 3 m/s are used. 
If we assume the entire fin at the same temperature as the root of the fin and the 
outside total/finned surface to the inside surface area ratio as A,/A,, then the reduced 
air-side heat transfer resistance can be written as 


air 7 
A, f, 
where f, is the film coefficient on the air-side. The symbol fis used here instead of A 
for the heat-transfer coefficient so that it is not confused with enthalpy in the later 
chapters. 
However, the temperature over the fin varies from the metal wall temperature at 
the root to approximately the air temperature at the tip. This will result in decreased 


heat flux. The ratio of the heat actually transferred to the heat which would be 














-»-Х 


Fig. 9.6 (b) Configuration of 
rectangular fins 
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transferred if the entire fin were at the root temperature, is defined as the fin 
efficiency 1]; and is given by the expression (See Chapter 1) 

= tanh (ml) 

T ml 


where m- Pfa 
_ | kb 


in which k is the thermal conductivity of the fin material. 


Accordingly, the air-side resistance can be modified to 
Aj 


(Aunfinned +7] / Afinned A g 


where А nfinned 2d Aginneg are the unfinned and finned areas of the surface. 





R 


air 


9.3.1 Cooling and Dehumidifying Coils 


Extended surface cooling and dehumidifying coils used in air conditioning can 
now be designed. Taking into account the extended surface, the equations for heat 
transfer now dQ, through the air film only, and dQ,, through the remaining combined 
thermal resistance of the refrigerant, metal wall and condensed water layer are 
respectively (See Sec. 20.3 and Fig. 20.4) 


5 А 
ай s а ada; (9.13) 
Тор 
аду =U, (t,- t,) dA; (9.14) 
Combining Eqs (9.13) and (9.14), since dQ, = d Qj, we have 
Жа е Tp Fe A = const. (9.15) 
h-h, U;C, 4; 
where t, = Refrigerant temperature 


t, = Temperature of the wetted surface 
h = Enthalpy of air 
h, = Enthalpy of saturated air at the temperature of the wetted surface 


U; = Overall heat-transfer coefficient based on inside tube surface area 
accounting for the thermal resistance of refrigerant side film, metal 
wall and outside condensate layer 


C, = Specific heat of air. 
A detailed discussion on cooling and dehumidifying coils is given in Chapter 20. 





Example 9.2 Simulation of Flooded Chiller 
The word ‘simulation’ means recreation and validation of design and performance. 
In an R 22 flooded chiller, the design conditions are as follows: 
Evaporation temperature, ig = E 
Chilled water inlet temperature, 6 


w 


Chilled water circulation rate, ту = 24.332 kg/s 
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Construction details of the chiller are as follows: 
Tube OD, D, = 0.01704 т Tube 1D, D; = 0.01379 m 
Tube length, L 2 3.69 m 
Number of passes, n - 2 
Number of tubes per pass = 114 
As the refrigerant-side heat transfer coefficient in pool boiling is very much 
lower than water-side coefficient, integral fin tubes with the following specifica- 
tions are used: 
Number of fins = 746 per metre 
Diameter over fins, Dj, = 0.01905 m 
Fin thickness, b = 0.8 mm 
Estimate the capacity of the chiller іп kW, accurate to the first approximation. 


Solution First Approximation Let the temperature drop across the outside 
refrigerant film be AT, = 5°C, and let the water leaving temperature be 1, = 7°C. 
Surface tension of R 22 at 2?C from Eq. (4.24) and constants given is 


6 = 0.0115 N/m 
Thermodynamic and thermophysical properties of R 22 at 2?C are: 
hg, = 203.7 kJ/kg Су = 1.177 kJ/kg.K 
py = 1279 kg/m? р, = 22.573 kg/m? 
Hy = 0.231 х 10? kg/ms H, = 1.2 х 10? kg/m.s 
ky = 0.1 W/m.K Pr, = 3.07 


Refrigerant-side pool-boiling heat-transfer coefficient from Rohsenow correla- 
tion Eq. (9.1) written as below: 


3 

80у æ] С,АТ | 
17 
с 0.013, Pr, 





hy AT = иһ, | 


һу (5) = (0.231 x 1073) (203.7 x 10?) 





3 
9.81(1279 — 22.573) |" 1177 x 1075) 
0.0115 0.013(203.7 x 105)(3.07) 7 


= ho = 396 W/m?.K 
Mean temperature of water 


im tim 1447 





ty = = 9.05°C 
2 2 
Thermophysical properties of water at 9.05°C 
k =0.579 W/m.K и = 1.346 x 10? kg/m.s 
p= 1001.1 kg/m? C = 4.1988 kJ/kg.K 
Pr = 9.663 


Area of flow of water (114 tubes) 


А-114 5 (0.01379)? = 0.0175 m? 
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Mass velocity of water 





m, 24.332 2 
gm = 1430 kg/s.m 
A 0.0175 
Reynolds number of water 
GD, 1430(0.01379) 


Ве = — = 
и 1346 х 10 


Water-side forced-convection heat-transfer coefficient inside tubes using 
Dittus-Boelter equation 





= 14,651 


h.D. 
т = Ми = 0.023 (Ее)°® (рг)? 
h,(0.01379 
EE! 0028 (14,651)9% (9.663)9? 
0.579 
=> h; = 4170 W/m.K 


Area Calculations Figure 9.6(a) shows the construction of an integral fin tube. 
Now, per metre length of tube, we have: 

A; = лр, L = 7 (0.01379) = 0.0433 m? 

Ag = m Do L = л (0.01704) = 0.0548 m? 

A, 748 z Dg, b = 748 л (0.01905) (0.8 x 1073) = 0.0358 m? 

A, = Ag — A, = 0.0548 – 0.0358 – 0.019 m? 


2A,- = (DŻ, – DŻ) 748 = = (0.019052 – 0.017042) 748 


= 0.0852 m? 
Fin area Ав = A, + 2А; = 0.0358 + 0.0852 = 0.121 т? 
Вазе area Abase = А, = 0.019 т? 
Total effective heat transfer area 
А, = Аъ + ПрАћу = 0.019 + (1) (0.121) = 0.14 m? 
Fin efficiency for these circular short fins is found to be 77; = 1 from Eq. (1.64). 


Heat Transfer Calculations Neglecting metal wall resistance and fouling factor, 
we have for overall heat-transfer coefficient based on total effective heat transfer 








area A, 
i scd t m К, + Ro 
U,A, h; A; hy A, 
1 1 
= + = 5.58 x 107" + 0.01804 
4170(0.0433) 396(0.14) 
= U, A, = 42.42 W/K рег metre tube length 


Temperature differentials at inlet and outlet 
AT, = 11.1-2=9.1°C, AT, =7-2=5°C 
91-2 


LMTD, АТ, = — — — = 6.85°C 
In (9.1/5) 
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Heat transfer rate О = (U, A) АТ, = (42.42) (6.85) = 290 W/m length 
Total heat transfer rate: Estimated capacity of chiller 
О = 290 (2 x 114 x 3.69) = 244,000 W = 244 kW 


Assumption 


fy = ty - б s1ll- —_ 4 _ =. 706°c 
rin Cy (24.332)(4.1988) 


Successive iterations give 
ty, = 8.43°C, АТ„ = 7.69°C, О =274 КМ (Stop) 
Second Approximation It is seen that refrigerant-side film resistance is 


Ro = 0.01804 КЛУ per metre length of tube. 
Checking assumption and updating value of AT) 


AT, = Ry О = (0.01804) (290) = 5.23*C 
So, our assumption of AT, = 5?C was quite good (only 4.4% away from 5.23?C). 
However, calculations may be repeated with the new value. 


Checking t 


wa 





9.4 Цу AUGMENTATION OF BOILING HEAT TRANSFER 


As stated earlier, the overall resistance to heat transfer is greatly dependent upon the 
largest of the component resistances constituting it. In evaporators for conditioning 
air with bare tubes, the value of the heat-transfer coefficient on the refrigerant-side is 
several times higher than that of the air-side and the intensification of the boiling 
process has no practical influence on heat-transfer conditions. On the other hand, the 
necessity of intensification of the boiling process becomes fully evident in evapora- 
tors with finned tubes, viz., cooling coils for air, where the air-side effective coeffi- 
cient reaches very high values. The same applies all the more to evaporators for 
cooling liquids, such as brine chillers for ammonia ice-plants and water chillers for 
air conditioning, in which the water/brine side coefficient reaches values of the 
order of 5000 W/m?.K, or even higher. 

As a typical example, we consider the case of a 1 TR evaporator, working with 
a nominal heat flux of 23.3 kW/m? and having a refrigerant flow rate of 62.0, and 
11.5 kg/hr for R 22 and ammonia respectively, for 1) = — 15°C and t, = 30°C. Assum- 
ing a single tube of 1 cm dia as the evaporator tube, we obtain the refrigerant side 
heat transfer coefficients as below: 


R22 R 717 


4036 3559 W т? °С! 


On the other hand, the water side coefficient сап be as high as 6000 W nC 
Thus, there is a large scope for the improvement of the boiling heat-transfer coefficient. 

The modern trend towards compact, high heat-flux chillers, using small hydraulic 
dia tubes, thus necessitates the use of suitable augmentation techniques. 


9.4.1 Influence of Refrigerant Vapour Pressure Characteristic 


The effect of using an augmentation method is to increase the heat transfer rate. But, 
it increases the pressure drop as well. The effect of increased pressure drop is either 
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(i) to cause a lowering of the compressor suction pressure and thus to decrease 
the capacity and performance of the whole system, or 

(ii) to cause a decrease in the temperature potential (at the same suction pressure) 
for heat transfer and thus nullify, to some extent, the increase in the heat 
transfer obtained. Figures 9.8 and 10.7 illustrate this case. Augmentation of 
heat-transfer coefficient decreases the size of the evaporator, whereas 
decrease in AT increases its size. 

A proper optimal balance between the two is, therefore, necessary. It is obvious 
that a refrigerant which causes a small change in the saturation temperature for a 
given change in the saturation pressure, will have a smaller fall in the temperature 
potential due to increased pressure drop in the evaporator. А qualitative estimate 
of the suitability of various refrigerants for use with augmentation techniques is 
thus provided by Table 9.2, which gives the temperature change corresponding to 
a saturation pressure change of 0.01 bar. It can be clearly seen that R 22 is the 
most suitable refrigerant for augmentation since it has the least saturation tempera- 
ture change. 


Table 9.2 Temperature change of refrigerants for 0.01 bar pressure drop 


Temperature 
Range, ^C 
0105 





— 10 to – 20 
— 35 to - 40 





Itcan be anticipated that with R 21, no substantial improvement in net heat trans- 
fer unit pressure drop may be possible while with R 134a, R 717 and R 22, signifi- 
cant improvements (in that order) may be obtained. 


9.4.2 Augmentation Techniques 


A large number of methods for the augmentation of heat transfer exist. These meth- 
ods either increase the coefficient or increase the effective surface area, or do both. 
The most common of them are as follows: 


(i) Turbulence promoters. (1) Swirl flow generators. 
(iii) Extended surfaces. (iv) Inner fins. 
(v) Recirculation. (vi) Roughening of surfaces. 


9.4.3 Recirculation 


This is one method of augmentation of boiling heat transfer. Evaporators with 
pumped circulation of the refrigerant are widely used in ammonia systems and are 
becoming popular in large refrigeration systems using R 22 as well. With recircu- 
lation the heat-transfer coefficient increases not only with an increased rate of 
circulation of the refrigerant (i.e. increased Reynolds number), but also due to a 
decrease in the average dryness fraction over the length of the evaporator tube and 
consequent flooded operation as explained in Fig. 9.5. Simultaneously, the pressure 
drop in the evaporator is also increased. 
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A recirculation number n is defined for such an evaporator as 
Refrigerant circulation rate 


E Refrigerant evaporation rate 
Where the inlet quality is zero, the change of vapour quality Ax is related to recircu- 
lation number n, according to the relation 


Arst 


n 
An illustration of a coil evaporator with forced recirculation of the refrigerant is 


given in Fig. 9.7. The system requires an accumulator on the low-pressure side fed 
by a float valve. A disadvantage of this system is the necessity of a pump to circulate 
the refrigerant requiring pump, piping, and additional power consumption and 
liquid-line insulation. 





Suction 
Line 





Accumulator 





— >| | 


es Liquid Line 











Evaporator 























Recirculating Pump 
Fig. 9.7 Recirculation type evaporators 


Overfeeding of the evaporator by recirculation assures full-flooded operation and 
in this regard an optimum heat-transfer rate is possible. For example, a certain 
amount of evaporator surface is required to superheat gas to actuate a thermostatic- 
expansion valve. This length of tubing is saved by obtaining flooded operation by 
the use of recirculation as in flooded evaporators. At the same time, a high heat 
transfer coefficient is attained corresponding to forced convection boiling at high 
Reynolds number instead of pool boiling. 

In ammonia systems a recirculation number of n = 4 is generally employed. It 
means that only one-fourth of the feed is vaporized, i.e., the quality хо = 0.25 at the 
exit of the evaporator so that Ax = 0.25 = 1/n. 

However, the pressure drop in the evaporator also increases with quality and 
reaches a maximum. With the increasing rate of recirculation, the pressure drop is 
increased. And as usual, a high pressure drop in the evaporator will offset the advan- 
tage of the increased heat-transfer coefficient by the decrease in the available tem- 
perature potential at the same suction pressure. An optimum recirculation number, 
therefore, depends on a number of factors, such as the cost of the tubing, pump, and 
insulation of the liquid line, pump work, etc. Due to the complexity of the problem, 
a simplified choice of an optimum recirculation number can be made on thermody- 
namic considerations alone. At a given evaporator duty, it is the one resulting in the 
highest possible overall heat-transfer coefficient. An even better choice is the 
recirculation number resulting in the minimum heat transfer surface of the evapora- 
tor corresponding to the design pressure in the suction line. 


The McGraw-Hill companies 


Evaporators 337 


An added advantage of recirculation-type evaporators is the convenience of 
separation and drainage of excess oil from the accumulator. Also, both in ammonia 
and R 22 systems, a higher COP is obtained with flooded operation as the suction 
state is not superheated (See Chap. 3). Another advantage of liquid recirculation for 
refrigeration is the ease of control of the refrigerant, specially in multi evaporator 
system, i.e., the elimination of such problems as precise setting of an expansion 
valve, hunting or flooding over. 

The main disadvantage in recirculation by the use of a pump is the cavitation 
problem encountered, speciality since it works at low pressures and temperatures. 


9.4.4 Use of Wire Screens in D-X Evaporators* 


An appreciable increase in the heat-transfer coefficient of boiling R 22 is possible 
by fitting wire screens to the inside wall of the tube. The largest increase is obtained 
at low-quality values where they act as turbulence promoters. Also, a considerable 
decrease in the fluctuation of the wall temperature is achieved by using them in the 
dry-out region of high-quality vapour. The increase in pressure drop in the annular 
flow region may not justify their use throughout the evaporator. 


9.4.5 Using Roughened Surfaces: Slipcevic Correlations!® 17:18 


As seen in Example 9.2, pool-boiling refrigerant-side heat-transfer coefficient in 
flooded evaporators is less than 1/10th the value of water-side coefficient. Two 
remedies are adopted to decrease the resistance and increase the conductance on 
refrigerant side: 
(i) Increasing area by providing integral fins as in Example 9.2. 
(ii) Improving heat-transfer coefficient by introducing roughness by any of the 
following methods: 
(a) One stage chemical etching with HNO,. 
(b) Two stage chemical etching with HNO; and (NH) 5,0}. 
(c) Rubbing with coarse grain emery. 
Slipsevic gives the following correlations for evaluating refrigerant-side heat- 
transfer coefficient for flooded chillers with roughened integral fin tubes. The 
roughness parameter R, is specified as the height of grains on roughened surface. 


т 
Nus = = 230 62 кел PR) 4013 (9.16) 
ky Р, 
f 
where n, = 0.75 044 фооввео“ (9.17) 
n, = 0.75 9, 9 P ф о (9.18) 
Area rati д f (9.19) 
rea ratio, Gea З 
А 
Pressure ratio, д, EE (9.20) 
Pe 
R 
Roughness factor, g= га (9.21) 
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0.5 
Laplace constant, Г = M Р (9.22) 
&Cor Ев Pe) 

Capacity ratio, Ph = ET (9.23) 

hg 
qL 

Refrigerant Reynolds No., Re, = ——— (9.24) 

hg “у 


where q, is the heat flux based on outside total finned tube surface area. Р, is the 
liquid Prandtl number. : 


Note Subscripts i, 0 and t refer to inside tube, outside tube and total outside finned tube 
surface areas respectively. 





Example 9.3 Design of Flooded Chiller with Roughened Surface!” 
An R 22 flooded chiller is to be designed with the following specifications: 


Refrigerating capacity 422 kW 

Evaporator temperature 226 

Condensing temperature 42°C 

Chilled water temperatures 11.1?C Inlet: 7°C Outlet 
Number of passes 2 


ID, OD and length of tubes, diameter over integral fins, fin thickness апа spac- 
ing, thermodynamic and thermophysical properties of R 22 and water are the 
same as in Example 9.2. Take into account the inside and outside fouling and 
metal tube wall resistances. 
Given fouling resistances and thermal conductivity of tubes as: 

(Routing): = 0.00007 m K/W 

(Критејо = 0.00009 m^ КЛУ 

Kubes = 0.386 KW/m.K 
Tubes are roughened with roughness parameter 
R, =0.5 um 

Determine the number of tubes required. Assume equal number of tubes in each 
pass. Use Slipcevic correlations. Assume fin efficiency ћу = 1. 


Solution Evaporator pressure, p, = 5.283 bar (at 2°C) 
Critical pressure of R 22, p, = 49.36 bar 


po 5283 


= оу = —— = 0.107 
% p. 4936 
From Example 9.2, рег metre length of tube, we һауе 
А, 013998 





ф,= — = 2.5544 


Ag 0.0548 
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Hence, 
n, = 0.75 (2.5544) 9:44 (0,107)0088 25544" _ 0,54 
n, = 0.75 (2.5544) 943 (0.107) 28 = 1.235 


0.5 115 0.5 
К ага oa = 9.656 x 104m 
Фр — Py) 9.811279 — 22.573) 


R 05x10 * 
= Ё = = = 5.178 x 107" 
L – 9.656 x 10 


First Approximation 








Assume number of tubes, п = 228 
Length of tubes, 1= 3.69 т 
Area/m length of tube = 0.14 т> 


Ò 422 x 10° 


4, = = = 3583 W/m? 
Anl 014 х 228(3.69) 





-4 
Re, = AE „5890656 x10) |; 
hg My (203.7 x 10200231 x 1073) 





CT 
и Жу с or 
hr, 203.7 


Р, = 2198 


m 
Nua 2 -230 (9) Re” Ph| pus 
k; P 





"y 
1 1.235 
= 230 (2.5544)?! (0.0735)%5* EJ (5.178 x 10740133 = 11.2 
7 


11.2(0.1) 








o = 2; = 1127 МК 
9.656 x 10 
A 14 
Area ratio — = JUS. - 3.231 
Aj 0.0433 
Overall heat transfer coefficient 
1 A A In(Dy/ D) 1 
umo m CUR (Қас) "=> (Reouting)o + 9 t 
0, hA; А; 2л К1п ho Mein 


= + 0.00007 (3.231) + 0.00009 





In (0.01704/0.01379) | 1 
2m(386)(3.69)(228) 1127(1) 
=> О, = 495.5 W/m?.K 
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Log-mean temperature difference 
АТ, = (112 – 2) – (7 – 2) 
In (9.2/5) 
Total finned tube surface area required 


А 3 
ЛЕ ЖШ м 
U,AT,  4955(689) 


Inside tube surface area required 
123.6 


= A, E АНА ЫЕ 2 
E = = 38.254 т 
3231 3231 





- 6.899С 








Number of tubes required 
А _ 38.254 


© zDjl л(001379)(3.69) | 
Second Approximation Assume number of tubes now, п = 240, and repeat calcula- 
tions. We find that there is no change in n. The solution has thus converged after the 
first approximation itself. 





240 





9.5 un PRESSURE DROP IN EVAPORATORS 


Pressure drop in evaporators is quite significant particularly in direct-expansion 
evaporators. Pressure drops in evaporator tubes not only due to friction but also due to 
increase in momentum as a result of increase in volume and hence velocity consequent 
upon vaporization of liquid into vapour. The effect of pressure drop is detrimental to 
the performance of the refrigerating machine as discussed in Sec. 10.5. It essentially 
decreases the suction pressure and hence refrigerating capacity. 
The total pressure drop Ap; in the evaporator has the following three components 
(i) Friction pressure drop Apr. 
(ii) Acceleration or momentum pressure drop Apy- 
(iii) Pressure drop/gain due to change in level. 
The static pressure drop gradient due to change in level is usually small. The 
other two pressure drops can be calculated using Chawla' s? correlations as follows: 











ЕЕ. eas 
ду), dy), ду Ји 

2.7/4 M i 
(<2 _ 03164 Gx 17x dias 
ау), (GD/u,) ^ 2D; p, x£R, 











dp) _ _4Gqx ia ee). 142-4 la-8] (927) 
where the two-phase flow parameter ғ is defined as 


1-x -1/6 -0.9 
є= 62 c3 (Ке; Fry] [К] (9.28) 
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_ „\2 
and Reg" Өй- 9) (9.29) 
Hy 
Fr; @ (1 - x) (pf g Dj) 
ба - x)? G^(- х)? 
_ EU LOWE Ж) (9.30) 
(1279)*(9.81)(0.0158) 253550 
R= р/р, = 56.93 (9.31) 
Ку = byl My = 18.92 (9.32) 
Calculated values in Eqs (9.30) to (9.32) аге for R 22 in Example 9.5. 
Example 9.4 Estimation of D-X Chiller Capacity (Simulation) 
The following specifications are given for an R 22 D-X Chiller. 
Condensing temperature, і, 43°C 
Saturated suction temperature AG 
Number of passes, n 8 
Tubes in each pass 12, 16, 20, 24, 30, 32, 32, 34 
Evaporator superheat SEG 
Inlet water temperature, ty, 11.1РС 
Outlet water temperature, t, ПАС 


Refrigerant pressure drop іп 
evaporator 0.14 bar (assumed) 


Shell diameter, D, 0.406 т 
Tube length between tube sheets, 1 2.213 m 
Tube ID, D; 0.0158 т 
Tube OD, Do 0.0191 m 
Tube pitch (triangular), Py 0.0222 m 
Number of baffles 21 

Baffle pitch, Py 0.0762 m 
Baffle cut 0.094 m 


Estimate the refrigerating capacity of the chiller. Take thermodynamic and 
thermophysical properties of R 22 at 2?C from Example 9.2. Use flow boiling 
correlation for first and second passes, forced convection boiling correlation for 
middle passes, and Dittus-Boelter equation for x 20.975 for finding refrigerant- 
side heat-transfer coefficients. 


Solution Figure 9.8 shows the р-ћ diagram. Suction temperature is 7°C with 
5?C superheat. The temperature at evaporator inlet is 2.86?C because of 0.14 bar 
pressure drop. The quality at evaporator inlet is x, = 0.2517. 


Refrigerant mass flow rate т, = _%_ 
h = hy 
First Approximation Assume a refrigerating capacity of 140.7 kW. Then 
140.7 


m, = —————— = 0.9 kg/s 
409.7 — 253.7 
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ha = һа = 253.7 kJ/kg 












0.14 bar 


А 





5.308 bar 








п> hy = 409.7 kJ/kg 
Fig. 9.8 p-h diagram for Example 9.4 


Refrigerant flow area in a pass with n number of tubes 


2 
Ап zpi =n 1 (0.0158)? = 1.96 x 1073 п m? 





Refrigerant mass velocity С = НЕ um "im 2A kg/s.m? 
A  196x10"n n 


Shell-side heat-transfer coefficient (Kern's correlation?) 


0.55 0.14 
Nus 2056 (52 eof) (9.33) 
k и И wall 


Neglecting viscosity variation between bulk and wall fluid, we have 


0.55 
Nu = Mi ose (2:2) (Рг)!/5 
k u 








Now, tube pitch, Ру = 0.0222 
Таһе ОР, Do = 0.0191 m 
Equivalent diameter for triangular pitch 
D, = osor; 7 24 (9.34) 
Dy 4 
= 9.15 х 10? m 


Calculation of mass flow rate of water 
00 = Ту C, (ty, ~ ty,) 
Assuming a net refrigerating capacity of 140.7 kW, we get 
140.7 = m, (4.1868) (11.1 – 7.2) 


> Ту = 8.617 kg/s 
Cross-flow area S, is defined as 
S, = D, (Pr- Dy): И (9.35) 


Т 
We have shell dia, D, = 0.406 т 


Tube length | 2.213 _ 


Baffle pitch, В No. of baffles 22 


0.1 m 
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0.1 
S, = 0.406 (0.0222 - 0.0191) — — = 5.67 x 10? m? 
0.0222 


Shell-side mass velocity of water 

Ту 8617 
Ss  567x 103 
Bulk mean temperature of water 


ty, + Ly, Е 111+ 72 





С, = = 1601 kg/s.m? 





ty = 2 2 = 9.15°С 
Thermophysical properties of water at 9.15°C 
p = 1001.5 kg/m’, и = 1.304 x 10? kg/m.s 
k =0.586 W/m.K, Pr = 9.39 


Substituting values in Eq. (9.33), we get for the shell-side (water-side) heat- 
transfer coefficient 
ho = 3939 W/m?.K 
Heat Transfer Calculations for Passes I and II (nucleate Flow Boiling Regime) 
First Pass (Number of tubes, n, = 12) 
Refrigerant mass velocity in Pass I 


бране = = 382.5 kg/s.m? 





ny 
Heat transfer area of Pass I 
A, =n, 7D, 1 = 12 л(0.0158) (2.213) = 1.3175 m? 


Assume equal heat transfer in all passes. Then, for heat transfer in Pass I 


: ) 1407 
Ој = о _ 22 =17.6kW= m, Ал = А, 
п 
=> Ah, = Enthalpy rise of refrigerant in Pass J = 19.55 kJ/kg 
> q, = Heat flux in Pass J = 13.34 kW/m? 
Mean temperature of refrigerant 
Но 


r 


Vapour bubble growth rate parameter for calculation of inside (refrigerant-side) 
heat-transfer coefficient using nucleate flow boiling correlation 


1.4 1.4 
w” = 0.36 x 10? (% = 0.36 x 10? E = 0.008 
p 





5.308 
Substituting values in nucleate flow boiling correlation Eq. (9.11), we get 
h, (0.0158) 4 а 
——————— = 23388.5 
0.0971 (22.57)(203.7)(0.0008) 





203.7 x 10? 0.0115(1279) 
EN h; = 689 49% 


0.27 2 0.14 
: EL E ags] 
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First Approximation Assume 4 = 13.34 kW/m? as before. Then 
h; = 689 (13.34) 3617 W/m?.K 





1 [1 1 0 DI OD) 1D, 
+ + + 
U; | Peouting 2K cy hy Do 


= | + + 000009 + 
ћ 





0.0158 Іп(0.0191/0.0158) | 1 [0.0158 
2(387) 3939 | 0.0191 


= 1i + 0.00031 
h; 


T 





> U, = 1730 W/m?.K = 1.73 kW/m?.K 
41 =U; (Twater 7 Treftigerant) = 1-73 (9.15 – 2.43) = 11.63 kW/m? 
which is less than assumed value of 13.34 kW/m”. After a number of iterations, the 
solution converges at 
h; = 3144 W/m? K, О, = 1592 W/m°K, q; = 10.7 kW/m? 
Heat transfer in Pass I 
De ду Ay = 10.7 (12) (0.0158) (2.213) = 14.1 kW 
Second Pass (Number of tubes n = 16, G = 286.9 kg/s.m?) 
Similar calculations using nucleate flow boiling correlation give 
h; = 2858 W/m°K, U; = 1503 W/m°K, ду = 10.1 kW/m? 
Ор = qn Ay = 10.1 (16)П (0.0158) (2.213) = 17.75 kW 
Heat Transfer Calculations for Pass ІП Onwards until x <0.975 (Forced Convection 
Vaporization Regime) 
Third Pass (n = 20, 6 = 229.51 kg/s.m?) 
Change in quality of refrigerant in Passes I and II 
Ах= Ò " 141 + 17.75 = 31.85 
m, hg, 0.9(203.7) 183.3 
Quality of refrigerant entering pass Ш 
Xin = 0.2517 + 0.1737 = 0.425 


Take mean value of x in Pass III as 0.46. 
Substituting values in forced convection vaporization correlation Eq. (9.10), we get 


= 0.1737 








h,(0.0158 
ыо. 0.115 [0.464 (1 – 0.467)]°"! 
0.0971 

2 3 0.44 
229.512 (203.7 х 10°) 63 
[3.07]° 

9.81(0.0115)(1279) 
> h; = 2908 W/m?.K 


|, = 1517 W/m?.K 
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От = U, A, (t 1 


water тейге) 


= 1.517 (20) л(0.0158) (2.213) (9.15 – 2.43) = 22.4 kW 


22.4 
Ahy = —— = 24.9 kJ/k 
Ш 09 5 


24. 
бее iq 
2037 
пе баве = ag 





mean 
Further iteration gives 


h; = 2920 W/m?.K, О, = 1520 W/m?.K, Өш = 21.3 kW, 


дщ = 9.7 kW/m)?, хон = 0.52 
Fourth Pass (n = 24, G = 191.3 kg/s.m?), similarly 
h; = 2712 Wim”. К, О, = 1461 W/m?.K, Оу 225.9 kW 
фу = 9.833 kW/m’, х, = 0.664 
Fifth Pass (п = 30, G = 153 kg/s.m?), similarly 
h; = 2363 W/m*.K, U; = 1353 W/m?.K, Оу = 29.9 kW 
dy = 9.08 kW/m”, Xou = 0.827 
Sixth Pass (n = 32, С = 143.4 kg/s.m?), similarly 
h; = 2195 W/m?.K, О, = 1297 W/n?.K, О y; = 29.8 kW 
xy, = 0.99 


Since, Xout > 0.975, calculations have to be modified for sixth pass. We see that 
sixth pass has two sections. 
Section A Forced convection boiling section for which 


MS 0.827 + 0.975 _ 0.901 


2 
h; = 2210 W/m?.K, О, = 1302 W/n?.K 
(Оу), = №, Ah = 0.9 (0.975 — 0.827) (203.7) = 27.1 kW 
Length of forced convection boiling section 
(Ом), 271 x 10? 
L, = = = 1.948 m 
U;nmD;AT 1302(32)æ(0.0158)(9.15 — 2.43) 
Section B Forced convection Dittus-Boelter equation section 
Lpg = 2.213 – 1.948 = 0.265 m 


ТИЕ ы - 0.9875 





assuming Xou = 1. 


Properties of liquid-vapour mixture іп В 
и=хи, + (1—x) д; 
= 0.9875 (1.2 x 107) + 0.0125 (2.31 x 107) 
= 1.473 x 107 kg/m.s 
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Similarly, C, = 0.606 kJ/kg.K 
k = 0.01035 W/m.K 
Heat transfer calculations using Dittus-Boelter equation for Lg 
GD; 143.4(0.0158) 


Ве- ! = 
и 1473 х 10 


_ C,H _ (0.606 x 10°)(1.473 x 107) 
ОК 0.01035 





= 154,000 


Рг = 0.862 





0.01035 
0.0158 





h; = 0.023 (154,000)°* (0.8620 | | = 200.6 W/m?.K 


О, = 188.6 W/m?.K 
(О лов = 0.53 kW 
Total heat transfer in Pass VI 
Qu =(Ow)at(Oy)p = 271 + 0,53 = 27.63 kW 
27. 
Xout = 0.827 + и ажей (assumed) 
(0.9)(203.7) 
Repeat calculations do not change the value of (0 vpe- 
Seventh Pass (n = 32, С = 143.4 kg/s.m?), similarly 
Ò уп = 4.5 kW, Xout = 1.002 (superheated vapour) 
Eighth Pass (n = 34, G = 135 kg/s.m?) 
Taking properties of R 22 vapour at mean temperature of 4.5°C, we have 
Cp, = 0.609 kJ/kg.K, 4, = 1.22 x 10% kg/m.s, k, = 9.378 x 10° W/m.K 


Pr = 0.792 
135(0.01 
Re = 13000758) _ 174,800 
122 х 10^ 
-3 
h; = 0.023 (174,800) (0,792)04 214 = 194.4 W/m?.K 


О, = 183.2 W/m?.K 
О vm = 3.2 KW 
Total capacity of D-X chiller 0-х0 pass = 144.3 kW 


Note Calculated capacity of 144.3 kW is greater than assumed value of 140.7 kW. 
Repeat calculations till convergence is reached. 





Example 9.5 Pressure Drop Calculations in D-X Evaporator 
In Example 9.4, verify if the pressure drop in the evaporator is 0.14 bar as assumed. 


Solution The results of calculations using Chawla’s correlations are given in 
Table 9.3. 
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Table 9.3 Pressure drop calculations for Example 9.5 

















Pass x G 4 Apr Ару Арт 
0 ——, Re € 
kg/s.m? Wim? Ра Pa Pa 
I 0.28 382.5 550,616 0.0255 10,700 2901 1.7 2903 
П 0.378 286.9 308,619 0.0227 10,100 1893 23 1895 
ш 0.48 229.5 172,322 0.01697 9,700 1568 23 1570 
IV 0.63 191.3 72,723 0.01229 9,833 1250 2-1 1252 
У 0.75 153.0 26,554 0.0086 9,080 754 2.0 756 
Тога] 8376 


The pressure drops in passes VI, УП and УШ are essentially due to friction of 
vapour flow only. These are 1053, 1023 and 929 Pa respectively. The total pressure 
drop is, therefore, 11381 Pa (0.114 bar), a little lower than assumed. 





Note Тһе number of tubes in passes are increased from pass ! to pass ҮШ as more and 
more vapour is formed. The calculations show that Ару is kept small in this manner. 
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È 
À Revision Exercises 


9.1 A direct-expansion cooling and dehumidifying coil for air has 1.27 cm OD 
and 1.12 cm ID serpentine copper tubing in each row. The fins are made of 
aluminium and are 1 mm thick. The spacing between the tubes is 1.27 cm and 
that between the fins corresponds to 5 fins per cm. The tube arrangement is 
staggered and the spacing between the rows is 1.27 cm. Determine. 

(i) The ratio of the total finned surface area to the inside tube surface area. 
(ii) The total finned surface area per unit face area of the cooling coil. 

(iii) Fin efficiency. 

(iv) Overall heat-transfer coefficient accounting for the thermal resistance of 
the condensate layer, tube wall and the refrigerant film. The refrigerant 
side heat-transfer coefficient is 1100 Wm? КЛ. 

9.2 Ina 112 TR К 22 flooded chiller, the water inlet temperature is 11.67°C. The 
mass flow rate of water to be chilled is 18.93 kg/s. The evaporating tempera- 
ture of the refrigerant is 2.8°C. The copper tubes used are 1.27 cm OD and 
1.12 cm ID. There are two parallel circuits and eight passes for water. The 
refrigerant-side heat-transfer coefficient is given by Rohsenow’s correlation. 
Calculate the overall heat-transfer surface area of the chiller. 

9.3 A direct-expansion chiller provides 20 tons of refrigeration for water entering 
at 20°C and flowing at the rate of 250 kg/min. The evaporator is fed through 
an automatic expansion valve. The evaporator temperature is 2°C. 

It is now required to use the same chiller for cooling 100 kg/min of water at 
30°C. Estimate the water outlet temperature. 

Assume that the overall heat-transfer coefficient U in the evaporator is given by 


U = C 4m, 
where 7i, is the mass flow rate of water, and C is a constant. 
9.4 In Example 9.2, investigate the effect of roughening of tubes on the size of 
flooded evaporator. 


9.5 Іп Example 9.4, investigate the effect of keeping the number of tubes same as 
24 in Passes VI to VIII. 
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Complete Vapour 
Compression System 


10.1 OM THE COMPLETE SYSTEM 
ub иә 
The four components of the vapour-compression system, viz., the compressor, 
condenser, expansion device and evaporator, each have their individual characteristics 
which are the functions of evaporator and condenser temperatures. These have been 
discussed earlier in Chapters 6 to 9. Then, the performance of the complete system can 
be obtained by superimposition or simultaneous solution of the characteristics of the 
individual components. This can be done either graphically or analytically. 

Often, the system may also include ancillary components as well, such as cooling 
tower, a boiler, ducting, etc. As the number of components increases, an analytical 
approach provides the only feasible answer. However, the graphical solution gives 
a better visual appreciation and comprehension about the behaviour of various 
components and the system. 


Note The performance of the complete system also depends upon the mass of total 
refrigerant charge in the system. 


® . 
10.2 ~. '.. GRAPHICAL METHOD 
The graphical method involves the use of tables and charts from the catalogue data 
of individual components and successive graphical analysis, taking two components 
at a time as illustrated by the following examples. 


10.2.1 Performance Characteristics of the Condensing Unit 


The performance characteristics of a condensing unit (combination of compressor 
and condenser) are obtained by superimposing the characteristics of the two as 
shown in Fig. 10.1. 

The figure shows the characteristics of a typical reciprocating compressor 
running at a given speed superimposed on those of a typical shell- and tube- 
condenser with the inlet temperature and flow rate of cooling water fixed. 
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Condensing Unit 
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Fig. 10.1 Performance characteristic of a condensing unit by 
graphical method 


It is seen that the compressor capacity increases with evaporator pressure, and 
decreases with condenser pressure. On the other hand, condenser capacity increases 
with condenser pressure (temperature) for the same water inlet temperature because 
of larger AT available for heat transfer. The increase in condenser capacity with 
evaporator pressure is small. This increase is due to the increase in mass flow rate of 
the refrigerant through the compressor, and consequent increase in heat-transfer 
coefficient in the condenser. 

The characteristic of the condensing unit ABC is obtained by joining the points of 
intersection of the characteristics corresponding to the same condensing tempera- 
tures for the two components. 

In this case it may be noted that the condensing temperature is not constant along 
this characteristic. It also decreases as the evaporator temperature decreases since a 
lower evaporator temperature results in a reduced refrigerating capacity and hence a 
decreased loading on the condenser. Simultaneously, the condensing temperature 
(and hence pressure) drops. The performance of the condensing unit will, however, 
change if the flow and/or inlet temperature of the cooling water are changed. 


10.2.2 Performance Characteristics of Compressor-Capillary Tube 


The mass flow rate through a capillary of a given bore and length depends on the 
pressure difference between the inlet and outlet. Thus, the flow rate increases with 
increasing condensing pressure and decreases with increasing evaporator pressure, 
as shown in Fig. 10.2. 

Superimposed on the same figure are the compressor characteristics. Intersection 
points 1, 2 and 3 indicate the balance points between the compressor and the capil- 
lary tube. At the balance points, the compressor pumps out as much refrigerant from 
the evaporator as the expansion device feeds into it. Any unbalanced condition can 
only be temporary. 
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Fig. 10.2 Compressor-capillary tube balance points by graphical method 


However, the compressor and the capillary tube cannot fix the balance point 
independently. The evaporator heat-transfer characteristics must also be satisfied. If 
they are not satisfied at the compressor-capillary tube balance point, an unbalanced 
condition can result which may cause either starving or flooding of the evaporator. 

Figure 10.3 shows a balance point between the compressor and the capillary tube. 
Consider that the load on the evaporator coil increases to more than the refrigeration 
capacity at the balance point so that the evaporator temperature and hence the pres- 
sure rises from A to B. At B, the compressor pumps more refrigerant than the expan- 
sion device can feed, i.e., тс > ть. As a result, the evaporator will soon be starved 
of the refrigerant. 

The corrective process should then start to work. As a result of the above, the 
liquid refrigerant will back-up into the condenser, thereby reducing the effective 
heat-transfer surface. The temperature and hence the condensing pressure will, 
therefore, rise. An increased pressure difference across the capillary will in turn 
increase the feeding rate of the capillary. At the same time, the compressor will give 
decreased refrigerating capacity, and thus a new balance point will emerge. 
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Fig. 10.3 Unbalanced conditions in compressor-capillary tube system 
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Consider now that the load on the cooling coil decreases. Consequently, the 
evaporator pressure will drop to point C. Now the compressor will be pumping out 
less refrigerant than the capillary can feed. It will, therefore, result in the flooding 
of the evaporator. Eventually, the liquid refrigerant may even enter the compres- 
sor and cause damage. In capillary-tube systems, therefore, the refrigerant charge 
is carefully measured, and only that much refrigerant is charged as would just fill 
the evaporator. 

The corrective situation in this case occurs when some gas from the condenser 
starts flowing through the capillary tube, reducing its mass flow rate because of a 
high specific volume of the vapour. At the same time, due to decreased condenser 
pressure, compressor will start pumping more refrigerant from the evaporator, and 
again a new balance point will emerge. 


10.3 OM ANALYTICAL METHOD 


The performance of the complete system can also be obtained by a solution of the 
four simultaneous equations representing the individual characteristics. The method, 
though slightly difficult because of the nonlinearity of equations, is more general 
and amenable to computer analysis and optimization, thus providing economic 
designs for refrigeration and air conditioning systems. 

The essential requirements of the method are the necessary governing equations 
representing the performance of the individual components. These can be estab- 
lished either by fitting an equation to the available experimental data, or by 
modelling a mathematical equation derived from the fundamental analysis of the 
performance of the equipment. 


10.3.1 Equation Fitting 


When catalogue data is available, an equation can be fitted to represent the perform- 
ance characteristics of a component. The most common form of representation is a 
polynomial. For example, the enthalpy of saturated vapour can be expressed as a 
function of temperature by a relation of the type 


Т тү ps 
h-ag*ta, 100 +a, 100 +: аб 100 (10.1) 


Likewise, property correlations сап be established for specific heat, pressure- 
temperature relationship, etc. Another form of representation is the exponential form 
у= Б = ах" (10.2) 

Yet another equation is like the In р, versus 1/7, relationship. 

When a variable is a function of two variables, e.g., the pressure ratio developed 
by a centrifugal compressor is a function of speed N and refrigerating capacity Оо 
(see Fig. 6.18), then we may express as follows: 

= = а + bQ, + cQ2 (10.3) 
0 
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where 
а = А) AN + AN? 
b = Bo + B,N + B,N? 
с =C + СМ + CN? 
This representation requires nine data points to find the constants. The least 


square method may be used to find the constants if a large number of data points are 
available. 


10.3.2 Mathematical Modelling ут, 


In mathematical modelling no catalogue data , [1 
are necessary. An example of mathematical "c 
modelling is provided by analytical expres- 
sions/equations which are derived to represent 4 
the performance of heat exchangers. Thus for М 
a counter flow heat exchanger, as shown in 
Fig. 10.4 in which subscripts c and h refer to 











toy toy 











Fig. 10.4 Schematic representa- 
tion of a simple heat 


cold and hot fluids respectively, we have for the exchanger 
rate of heat transfer by LMTD method, 
Ò = C, (t, — th) (10.4) 
= №. С, (t,, - ы) (10.5) 
(te, Е th,) B (te, Е th.) 
=UA (10.6) 





іш, — th, Мас, -Һ) 
The three Eqs (10.4), (10.5) and (10.6) contain three unknowns, 0, th, and te, 
Eliminating О and th, and solving, we get 
1 D 





—e 
te, = be У. —————— (10.7) 
m.C, D 
orsa erue 
(ше. 
һ D = ОА a (10.8) 
where = mh, C, m, C, А 


By substituting to, in Eqs (10.5) and (10.4) we can obtain Q and th, respectively. 
Applying this to a condenser (Fig. 10.5), the heat-transfer equation becomes 


: (t – 1, )-— (t = ty) 
Ò, = (UA, кю 





= tity Cy (ty, f) (10.9) 


Equation (10.9) can be written as 


UA tk um tk ty 

( ), 1 1 1 2 

MyCy tk um tk um 
2 1 
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or = — — E 
e (M т,С, B f fw, _ fk tw, s hy, fw, — 1 tw, fw, 
tk = ty, ty = ty, -1, 
whence 
by, = ty, + Uy ty,) [| - gU Afri, ©] (10.10) 
Vapour, fy 
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Fig. 10.5 Schematic representation of a 4 tube-pass, 1 shell-pass condenser 


Applying this to an evaporator (Fig. 10.6) we similarly have 
CE — (o, — 10) 





О = (0А), = тС, (0-1) 
b, ~ fo 
In 
Ip, а % 
апа ty, = fy — (ty, — to) ll - 49/90) (10.11) 


where 1, is the brine or chilled water temperature. 
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Fig. 10.6 Schematic representation of a 4-tube pass, 1 shell-pass flooded 
evaporator (Chiller) 


10.3.3 System Simulation 

The equation representing performance characteristics, energy and flow equations, 
properties, etc., can be used to simulate the system. The arrangement of the system 
at times permits a sequential calculation and at other times may need a simultaneous 
calculation. If the equations are linear, the well-known method of triangularization 
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may be used. The calculations become difficult when the equations are non-linear. A 
common method used then is that of starting with trial values and following the 
method of successive iterations. Quite often it results in divergence and the method 
fails. A method which is devoid of this difficulty is the Newton-Raphson method. 


10.4 Ты .. NEWTON-RAPHSON METHOD 


Let us consider that the following three non-linear equations are to be solved for the 
three unknown variables x, y, z 


Лб, у, 2) = 0 (10.12) 
f; y, 2) = 0 (10.13) 
fo, у, 2) = 0 (10.14) 


Then (ће procedure for their solution involves the following steps: 

Step 1 Assume trial values of the unknown variables, say x, y, and z,. 

Step 2 Substituting the trial values in Eqs (10.12), (10.13) and (10.14), deter- 
mine the values of fj, f, and ја. If the trial values are correct, then 
the three functions will be zero. If not, then the numerical values will 
represent some errors. 

Step 3 Determine the partial differentials of the functions with respect to the 
unknown variables and equate the aggregate errors as follows: 


ofi ofc Өл xc 

зм» 2, Ау+ OT ef (10.15) 
9f, 9f, 9f, 

—— -A —— -A —— А-А 10.16 
Әх ps ду di oz c Af, ( ) 
Of... Of... Oy LL 

е 2 Ay+ 53 Az Mf (10.17) 


where Ax, Ay and Az represent the errors in the trial values of the unknown variables, e.g., 
Ax =X- Xe 
where x, represents the correct value of x. 

Step 4 Equations (10.15), (10.16) and (10.17) can be solved simultaneously 
for the error values Ax, Ay and Az and the new correct values are found 
as follows: 

х. = х,- Ax 
Ус -у,-А, and 2,-2,- Аг 

The calculations are repeated with the new values until functions fi, №, f3, etc., 
and errors Af,, Ај, А, etc., are close to zero. 

The following example is based on this approach of system simulation as made 
by Stoecker? and is applied here to a vapour compression refrigeration system. The 
equations used are extremely simplified versions of the actual performance equa- 
tions. The aim here is to illustrate the procedure in applying the method which is 
normally done on a computer. 
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Example 10.1 The performance data of a chilled water central air-condi- 
tioning plant in the range of operation is given below: 


Condenser (UA), = 20,700 W °С”! 

Cooling water flow rate, my = 8.05 kg/s 

Evaporator (UA), = 23,840 УС”! 

Chilled water flow rate, my = 7.2 kg/s 

Compressor 

Refrigerating capacity, Qo = 116,300 + 2910 (t, – 5) – 1165 (t, - 43) W 
Power consumption, W = 13,490 + 1165 to + 350 t, W 


If the cooling water enters the condenser at 30°C and chilled water enters 
the evaporator at 11?C, find the temperatures of the cooling water leaving the 
condenser and the chilled water leaving the evaporator, and the refrigerating 
capacity and power consumption of the plant. 


Solution The mathematical expression for power, cooling and chilled water tem- 
peratures, 1, and т, and refrigerating capacity are: 
W = 0, О, = (8.05) (4187) (t, 30) – 7.2 (4187) (11 — tj) 
fy = 30 + (ty — 30) [1 — e 29700 8.05) (4187) 
bli 0121 = e 29940102) 4187) 
О = (7.2) (4187) (11 – 1j) 
The simplified expressions аге 
W = 33,705 t, + 30,146 t, — 1,342,756 
t, = 0.4591, + 16.23 
t, = 0.547 1) + 4.99 
д) = 331,610 – 30,146 t, 
The functions can be written as 
Л = 33,705 t, + 30,146 t, – 1,342,756 - W = 0 
fa = 0.459 t, + 16.23 – 1,20 
J; = 0.547 tọ + 4.99 - 1, = 0 
М = 331,610 - 30,146 t, - Ор = 0 
where W and Ор are separately defined in terms of t, and tọ. The independent 


unknown variables аге 5, fo, 1, and t, 
Assume trial values of variables as follows: 


t, = 40°C fy = 3°C 
t, = 33°C t, = 6°C 
Then W = 13,490 + 1165(3) + 350(40) = 30,985 W 


д) = 116,300 + 2910(3 – 5) – 1165 (40 – 43) = 113,975 W 
Substituting these values, we obtain calculated values of functions and their 
aggregate errors: 
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1 = — 80,600 Af, =f; – 0 = – 80,600 
› = 1.59 Af, = fo – 0 = 1.59 
f; = 0.631 Af, = fz – 0 = 0.631 
Sy = 36,759 Af, = f4 – 0 = 36,759 
Differentiating the functions, we get 
oW OW 
= = 350; — = 1165 
Ot dto 
90 aC 
9% = – 1165; 2% = 2910 
91, dto 
and 
әл - 33,705; 2f, - 30,146; of, = — 350; gh -- 1165 
дї Ot, 91, dto 
2» =—1; 2% = 0; 25 = 0.459; 25 -0 
Оқ, dt, Ot, dto 
9f; = 0; д)», =-1; д)» =0; оћ = 0.547 
ty, ty Ot, dto 
9% = 0; fs = — 20,146; д =+ 1165; ој -- 2910 
дї, dt, Ot, dto 


Setting up expressions for aggregate errors, we have 
Af, =- 33,705 At, + 30,146 At, – 350 At, — 1165 Atọ = — 80,600 
Af, =- Аг, + 0.459 At, = 1.59 
Af, --А1, + 0.547 Ар = 0.631 
Af, -- 30,146 At, — 1165 At, — 2910 Аб = 36,759 
Solving these four equations simultaneously, we obtain for errors in trial values, 
and correct values of variables as follows: 
Ato = – 0.89°C; Қ = 3 + 0.89 = 3.89°C 
At, = + 0.41°C; t, = 40 – 0.41 = 39.59°C 
At, =- 1.4°C; і, = 33 + 14 = 34.4°C 
At, 2— 1.12°C t, = 6 + 112 = 7.12°С 
Also, 
W = 13,490 + 1165 (3.89) + 350(39.59) = 27,794 W 
О = 116,300 — 2910 (3.89 – 5) – 1165(39.59 – 43) = 117,043 W 
The revised values of the functions become 
fi = 3541, р = 0, fz = 0, f4 =- 72 





Subsequent iterations do not appreciably alter the values of the variables calcu- 
lated above. Hence, these values of fo, ty, 1, and t, represent the actual operating 
conditions. The refrigerating capacity obtained is 117 kW, and the power consump- 
tion of the compressor is 27.8 kW, giving a COP of 4.2. Thus, we see that conver- 
gence is very fast in Newton-Raphson method. 
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Note Operating conditions for central A/C plants in Delhi: 
Evaporator Temperature 3 to 6°C 

Condenser Temperature 43°C 

Cooling Water Temperature 32.3°C In, 36.3°C Out (In Condenser) 
Chiled Water Temperature 12°C In, 6.5°C Out (In Chiller) 


10.5 M OPTIMAL DESIGN OF EVAPORATOR 


The basic objective of system simulation as discussed in this chapter and a very 
simple illustration of which is provided in Example 10.1, is to predict the perform- 
ance of the system with varying operating parameters. Another objective is optimi- 
zation of design by varying the design parameters and seeing their effect on 
performance. 

Complete simulation and optimization of the four-component vapour compres- 
sion system is extremely difficult. However, an attempt can be made to optimize the 
design of one component by keeping the specifications of the other components 
unaltered in the existing design. Here too, the problem becomes complicated as the 
change in the design of one affects the performance of the others. 

The ultimate aim of every industrial optimisation problem is invariably to reduce 
costs—the fixed cost as well as the running cost. In the present case, the main 
components of the variable capital cost are the condenser and the evaporator due to 
the enormous amount of copper-tubing used. The capital cost of the compressor is 
not affected very much with slight variations in condenser and evaporator pressures. 
Further, the condenser design is not very sensitive to the refrigerant pressure drop 
(or rise) as the frictional and decelerational components are of opposite nature. The 
evaporator is extremely sensitive to design as the frictional and accelerational 
pressure drop components add to each other. Pressure drop causes a decrease in the 
temperature potential and hence an increase in heat-transfer surface area. On the 
other hand, a tubing design with a larger pressure drop may give a higher heat- 
transfer coefficient and hence a decreased heat-transfer surface area. 

Dhar and Arora'?? have carried out the optimization of the design of a chiller 
subject to the constraints that the capacity of the system and operating conditions 
remain unaltered. In order to do so, the evaporator exit conditions have been con- 
strained to be the same as that in the original design. This ensures that there are no 
changes in the performance of the compressor and condenser, the only change being 
in the expansion valve design which has to be suitably modified to take care of the 
different pressure drop in the optimized chiller design. Thus, as shown in Fig. 10.7, 
if the pressure drop in a chiller is more than that in the original design, the existing 
expansion valve has to be replaced by one having a slightly bigger orifice diameter. 
This is because this valve has to supply the same amount of refrigerant flow at a 
lesser pressure drop across the orifice, viz., рз — p4 instead of p} – p4. Obviously, this 
will not affect the performance of the refrigeration system and will also not alter 
the cost of the other components, including the expansion valve and running cost. 
But it will decrease the temperature difference between the cooled medium and the 
evaporating referigerant thus increasing the size and cost of the evaporator. 
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Fig. 10.7 Pressure drop in evaporator with constant suction state 


10.6 un. INSTALLATION, SERVICE AND MAINTENANCE OF 
“=~ VAPOUR COMPRESSION SYSTEMS 


Utmost precaution should be taken so that no component gets contaminated with 
foreign matter, dirt moisture etc. Refrigerant system is a closed one. Hence this care 
is essential. 

While installing, it must be ensured that each component, viz., compressor, con- 
denser, evaporator and expansion device, and even other items in the lines can be 
isolated from the rest of the system for repair and replacement. This can be done by 
making provision for valves at inlet and outlet of the component. 

Further, each component should be made accesible for the same purpose. 

Before proceeding to start the plant, it is first necessary to test it so that there are 
no leaks. 


Pressure Test After the plant has been installed, all joints, fittings, etc., must be 
tested for leakage by a ‘Pressure Test’. 

For pressure testing, all valves should be wide open with exception of the charging 
line, drain, and purge valves. 

The test is performed either with CO, or №, gas. If №, is used, then one must 
connect the nitrogen gas cylinder to the plant through a ‘needle valve’ and not the 
ordinary hand shut-off valve as the pressuree in the N,-cylinder is very high, of the 
order of 2000 psi (150 atm.). If a needle valve is not used for slow opeining, there is 
a danger of serious accident happening. 

Even with СО», better use a regular stop valve. After connecting the №, or СО, 
cylinder, the gas valve should be ‘slightly’ cracked open. The gas is thus allowed to 
enter the system slowly until the pressure is raised to 1.5 to 2 times the highest 
expected pressure in the system. This is usually 12-14 atmospheres in R 134 a and 
R 22 systems. If at any time it is intended to open or shut off the gas supply, this 
should be done by means of the valve on the gas cylinder, and not by means of the 
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regulatory stop valve in the lime. If the regulatony stop valve is shut and the gas 
cylinder valve is left open, the full pressure of the gas, say N, about 150 atm, could 
be applied to the charging line. THIS WOULD BE VERY DANGEROUS. 

After applying pressure, all joints, glands, welds, etc., should be thoroughly tested 
for leaks by means of a soap and water solution. 

After leakages are removed, the plant should be left ‘standing’ at the test pressure 
of 12 to 14 atm for 24 hours. After 24 hours, it should be checked whether the 
pressure has dropped or not. If the pressure has dropped, apply pressure, and test the 
leakages again. Leave the plant standing at test pressure for 24 hours once again 
until satisfied that there are no leaks. 

Note that minor changes in gas pressure could also be due to room temperature 
variation also. 


Note Never use О; for pressure testing. It may cause an explosion when mixed with oil in 
the compressor. 


Evacuating and Dehydrating the Plant After pressure testing, the whole system 
must be completely evacuated so as to make sure that no air or moisture is trapped 
inside before charging the refrigerant. 

Air in the system raises the pressure in the system and increases load on the 
compressor. 

Moisture in the system can cause moisture-choking in expansion device, if tem- 
perature goes below 0°C, and certain other problems like dilution of lubricating oil, 
oil separation, etc. 

The evacuation must be continued until reaching a vacuum of 29 inches or 
758-mm Hg. In order to do this, a vacuum pump (often a 2-stage one) and gauges 
are necessary. Sometimes, the compressor itself is used to evacuate the plant. 

The process of evacuation not only removes air from the system but it also simulta- 
neously causes moisture inside to be evaporated, and to be removed along with the air. 

The underlying principle, in moisture evaporation, is the fact that water, like any 
other substance, has an exact p versus T relationship. For example, at normal atmos- 
pheric pressure water boils at 100?C, but at 1-mm Hg pressure or 759-mm Hg 
vacuum it boils at -17?C. Hence, by reducing the pressure in the system, moisture in 
the system can be made to evaporate, and the resultant vapour is drawn off by the 
vacuum pump along with air leaving the system quite dry. 

We often heat the system also simultaneously to help in evaporation of any 
moisture trapped in the system while evacuating. 

For evacuating the system, all line valves should necessarily be kept wide open as 
for pressure testing. Evacuation has to proceed until a pressure no more than 2 mm 
or better still, 1-mm Hg is obtained. 

The pump should then be islolated by shutting off the stop valve connecting it to 
the system. The pump can then be stopped. 


Note The vacuum pump should never be switched off before isolating it from the system, 
otherwise oil from the pump will be drawn into the system, and vacuum will be lost. 
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Air can also be removed by using the condensing unit compressor itself as a 
vacuum pump. The Compressor pumps the suction line first. Then the liquid line 
valve is opened allowing vactum to be produced in the liquid line also. Be careful 
that no oil is pumped. 

Do not put a ‘drier’ in the liquid line until most of the air has been removed. 
During vacuumising, a short length of tubing may be used in place of the drier. 


Using Compressor as Vacuum Pump То use compressor itself as vacuum 
pump, take steps as follows: 
(i) Put a compound gauge on compressor suction service valve. 
(ii) Remove the air by running compressor until a vacuum of 20 inch /500-mm Hg 
or more is reached. 
(iii) Then instal a purge line, equipped with hand shut-off valve in to the gauge 
opening of discharge service valve. 
(iv) Turn the discharge service valve stem shutting off condenser opening. 
(v) Now turn the suction service valve fully, and pump a vacuum. The air being 
removed now will be discharged out of the purge line. 
(vi) After creating as high a vacuum as possible with the compressor, 70-75% of 
air is removed. 
The refrigerant cylinder valve on the suction side may be cracked slighty 
open, permitting very small quantity of refrigerant to enter the suction line. 
(vii) When this has also been pumped out of the system, the amount of air left will 
be negligilble, say les than 5%. 
(viii) A second refrigerant flush followed by evacuating will reduce air to, say 1%. 
(ix) After the system has been purged of air, quickly instal a drier in the liquid 
line, purge and seal the connection. 
(x) Proceed to test for leaks. 


Charging the Refrigerant Charging of refrigerant in the system is done in two 
ways: 

(i) Charging from suction line. 

(ii) Charging from liquid line. 

Suction line charging is done in the case of small units in which the amount of 
charge required is small. 

For the purpose, the refrigerant cylinder is made to stand vertically on the ground 
so as to ensure that only vapour enters the compressor. The refrigerant cylinder is 
connected to the suction-side of the compressor either through the suction service 
valve or through a separate ‘charging line’ in hermetically sealed units. 

After charging, the suction service valve is closed, and the gas cylinder is 
disconnected. 

In the case of hermetically sealed units, the charging line is ‘pinched’ with a 
‘pinch-off tool’, and then the pinch brazen or soldered. 

To make sure that the correct weight of charge is made, many methods are used. 

In unitary equipment, manufacturers charge a measured amount of refrigerant 
from experience. 

In the field it is ensured that the required head pressure is reached. 
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In refrigerators, it is seen that frosting appears over the capillary tube. Then the 
refrigerator is tested for pull-down period, or ice-making time, and so on. 

Charing from the liquid line is done in large plants where the amount of charge 
required is large. Charging refrigerant as vapour from suction line will take inordi- 
nately long time. For the purpose, the gas cylinder is often kept at a height in a tilted 
position so that the liquid enters the system. The pressure in the system in water- 
cooled units will be below pressure in gas cylinder to enable liquid to flow in. 

Adequate charge is usually ensured by getting required operating pressures in the 
sysyem. 

Liquid refrigrant level can also be checked in the condenser or receiver through a 
sight-glass. 


Starting a System Before starting the system, first check the electrical system. 
Make sure that the phase is correct, voltage is correct, etc. Recording type volt and 
ammeters should be connected. 

Make sure water or air circuit is turned on. Check the electrical meters, pressure 
guages, water flow, etc. 

Shut down the unit at first sign of trouble. To start the compressor at full load, it 
can get overloaded. Hence, liquid line valve should be closed. Slowly open evapora- 
tor line, and then liquid line. After starting, check high and low side pressures. 


Checking Oil-Level in Compressor When the plant starts running, a certain 
amount of oil will pass round the system, and then return to the compressor. A cer- 
tain amount may remain in the system. Hence it may become necessary to add more 
oil. 
Frequent inspection of oil level in the compressor has to be made when the plant 
is newly installed. When it is required to add oil, proceed as follows: 
(i) Stop the machine. 
(ii) Isolate the compressor by closing delivery and suction valves. 
(iii) Slacken the oil-filling plug, and let the gas disperse gradually. 
(iv) Remove the plug when pressure reaches atmospheric level. 
(v) Charge the oil to reach the correct level which is when the oil is filled to the 
top of the oil-filling plug hole. 
(vi) Replace the plug. Open the valves. And start the machine. 


Note lt should not be necessary constantly to add ой as the oil does not deteriorate, and 
it is not lost. 


Off-design Gauge Pressures For gauge readings showing off-design pressures, 
any of the following reasons could be seen. 


(i) High Condenser Pressure Shortage of condenser water, or water temperature 
from cooling tower high. 

Overcharge of gas in the system. 

Air in the system. 


(ii) Low Evaporator Pressure Undercharge of gas. 
Dirty liquid strainer. 
Moisture or dirt in expansion device. 
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(ш) Low Condenser Pressure Shortage of gas/Under charge. 
It may be seen that chocked strainers can cause most of these symptoms. Hence they 
should be checked first including those on the cooling tower. 

In unitary equipment with hermetically sealed units, there are no gauges. The 
problems are diagnosed as follows: 


(i) Inadequate Cooling—Comperssor Continuously Running This could be due 
to undercharge. Condenser pressure will be low. It will be indicated by condenser 
running cool. The refrigerator body temperature housing condenser will not be 
warm. 


(ii) No Cooling—Compressor Continuously Running It means the gas has leaked 
out. The unit requires complete servicing including repair for leak, and recharging. 


(iii) In A/C Units, Ice Formation on Cooling Coil but no Cooling in Room While 
the Compressor is Running Тһе reason is simple. Air filters are choked. It 
requires cleaning of filters. By far, this is the primary cause of complaints of 
inadequate cooling in all A/C units. Filters need to be regularly cleaned. 


Апаегсћагде of Refrigerant Indications for undercharg are the following: 

(i) Low condenser pressure. 

(ii) Low condenser temperature. Condenser running cool in refrigerator and air 
conditioners. 

(iii) Large gas bubbles appearing in liquid line sight-glass. 
(iv) Inadequate cooling as there is no liquid to evaporate in evaporator while the 
compressor is sucking vapour. 

(v) Body of expansion device without frost. The remedy is to charge more refrig- 
erant till condenser and evaporater pressure gauges record set readings, or 
condenser runs warm enough, or till requird cooling and temperatures 
are obtained. 


Adding Refrigerant with Compressor Running While the compressor is running, 
the refrigerant is added as vapour from suction side. For the purpose: 

Connect gas cylinder to charging/suction line. Keep cylinder vertical. Make sure 
no liquid enters the compressor. Open the gas cylinder valve slightly, and purge the 
air out of charging line. 


Tighten Charging Pipe Connection Open the compressor suction services valve/ 
charging line valve slightly. 

Open fully the gas cylinder valve. Allow refrigerant to pass into the system until 
required pressures are obtained, or all bubbles disappear in the liquid sight-glass, or 
condenser runs warm enough, or evaporator side is seen to give adequate cooling . 

After charging, first close the valve on gas cylinder, and then close the suction 
service valve, etc. 

Finally remove the gas cylinder, and seal it. 

Note that operating unit with undercharge is very detrimental. It will result in 
continuous motor operation, and overloding of compressor and motor. 

Lack of refrigerant is also indicated by an increase in liquid line and drier 
temperature. 
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Overcharge of Refrigerant Overcharge is indicated by high condenser pressure. 
And liquid sight-glass runs full of liquid. In unitary equipment, it will be indicated 
by high temperature of condenser as the condenser pressure rises, and there is no 
adequate surface area for vapour to condense. 

For decresing charge, in small units, the refrigerant can be allowed to escape 
from the discharge line. 

In large units, the refrigerant can be taken out from liquid line into a cylinder, 
which may be cooled with ice to maintain its pressure lower than condenser pres- 
sure. Otherwise, use an evacuated cylinder. 

The operation should be performed very slowly in order to minimise the possibil- 
ity of system becoming undercharged. 


Pumping Down The process of pumping the whole of the refrigerant in the 
system into the condenser is referred to as ‘pumping down’. 

After pumping down, and closing the ‘in’ and ‘out’ valves of the condenser, the 
condenser gets isolated. Thus any system component can be removed for repair or 
replacement without loss of charge. 

Pumping down is done in the following steps: 

(i) Close liquid line valve/condenser ‘out’ valve. 

(ii) Keep the cooling water running in condenser. 

(iii) Run the machine until evaporater pressure drops to | psig. DO NOT PUMP 
IN VACUUM. 

(iv) Stop the machine. 

(v) Close the delivery valve, and condenser ‘in’ valve. 

At the time of restarting, refrigerant should be allowed to enter evaporater slowly 
in order to prevent damage from too rapid cooling of the components. 


Air in the System Air in the system is indicated by high condenser pressure. This 
usually occurs in small units in case no proper care is taken during evacuation and 
charging. In large plants, it could be due to various reasons, and also because of 
negative evaporator pressure in the case of some refrigerants. 

To expel the air, the following procedure is adopted. 

(і 


(ii) Stop the machine, shut the condenser ‘in’ valve. 


— 


Shut the liquid line valve. Pump down the refrigerant in the condenser. 


(іі) Allow the liquid in the condenser to be cooled by allowing the cooling water 
to continue to flow. 

(iv) If no air is present, the condenser gauge reading should be corresponding to 
temperature of cooling water. If the condenser gauge reading is above that, it 
18 definite that air is in the system. 
Expel the air by slackening the ‘purge valve’ on the condenser until the con- 
denser gauge reading is reduced corresponding to that of the cooling water 
temperature. 


(v 


— 


Retighten the purge valve. Open the liquid line slowly. 
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(vi) Retighten the joints, and test for leaks so that no air again enters the system. 
(vii) Open the delivery line. Start the machine. 
(viii) Add refrigerant if necssary. Some refrigerant will have escaped with air 
during purging. 


Moisture in the System Moisture in the system primarily creates problem in 
applications such as refrigerator, freezers, etc., in which the evaporator temperature 
is below 0°C. It will then cause ‘moistrue choking’ of expansion device due to freez- 
ing of moisture. The evaporator gauge, in such cases, will register a high vacuum. 

If the evaporater operates above 0°C, ice formation does not occur. But there may 
be other problems such as dilution of oil. 

In capillary systems, moisture choking will be indicated by a point on the capil- 
lary which will show large difference in temperature of upstream and downstream 
side. There may be frosting on the downstream side at the point of choking, while the 
rest of the capillary will be warm. 

Again the cause of moisture in the system is the lack of care during evacuation 
and charging.To remove moisture, thaw any ice formed by warming the expansion 
device. 

The procedure for evacuation, drying, and charging has to be repeated in 
small units. 

In both small and large units, the solution is to instal a ‘drier’ in the liquid line. 


Servicing Condenser Air-cooled condenser need 6-monthly cleaning and paint- 
ing. Water-cooled condensers require regular/routine cleaning of tubes inside which 
water is flowing. Water in Delhi is particularly hard. Further, there may be muck 
coming from cooling tower. So the water-side of tubes will get corroded. This will 
reduce the water-side of heat transfer coefficient. Consequently, the plant will run at 
high head pressure. 

Cleaning of tubes is done by circulating a 5% solution of НСІ to dissolve the 
scales that are formed. 


Note Routine servicing of open-type compressor is also required for replacing bearings, 
grinding valve reeds, to repair compressor valve-plate, and compressor crankshaft seal, 
etc. 
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È 
À Revision Exercises 


10.1 For a R 134a compressor, the following performance data at a condensing 
temperature of 35°C are given: 


Evaporator Refrigerating Power 


Temperature Capacity Consumption 


(ес) 0500) P(W) 





-20 2560 1800 
-15 3325 2000 
-10 4190 2200 





Fit suitable equations for the refrigerating capacity and power consumption 
as a function of the evaporator temperature and constant condensing tempera- 
ture of 35°C and find their numerical values at an evaporator temperature of 
0°C. 

10.2 A refrigeration plant serves as a water chiller. Data on the individual compo- 
nents are as follows: 


Evaporator: UA = 30595 W° С"! 
Chilled water flow rate, m, = 6.795 kg/s 
Condenser: UA = 26375 WC! 


Cooling water flow rate, ту = 7.55 kg/s 
Compressor: The refrigerating capacity and power consumption as functions 
of evaporating and condensing temperatures are given by the equations 

Qo (KW) = – 768 + 5.1 Ty 27, 

P(kW) = – 0.732 Tp + 0.00174675 + 0.31 T, 

Determine the condensing and evaporating temperatures, refrigerating capacity 
and power consumption for inlet-chilled water temperature of 2°C and inlet 
cooling water temperature of 30°C. 


The McGraw-Hill companies 


a 11 


Gas Cycle Refrigeration 


11.1 un LIMITATIONS OF CARNOT CYCLE WITH GAS 
“~~ AS А REFRIGERANT 


Although the Carnot cycle is the most efficient cycle between fixed temperature 
limits and is useful as a criterion of perfection, it has its inherent drawbacks when a 
gas is used as a refrigerant, as сап be seen from its p-v diagram shown in Fig. 2.1b. 
These are: 

(i) Extreme pressures and large volumes are developed since the pressure rise 
takes place both during isentropic compression as well as isothermal heat- 
rejection processes. 

(ii) Isothermal heat-transfer processes with a gas, viz., a medium with a finite 
specific heat, are impossible to achieve in practice. 

(iii) The p-v diagram of the cycle working with a gas is so narrow that even small 
irreversibilities of the individual processes cause a significant increase in the 
work done. This increase in work forms a large proportion of the net work of 
the cycle. 


11.2 un. REVERSED BRAYTON OR JOULE OR BELL 
“~~ COLEMAN CYCLE 


In the reversed Brayton or Joule or Bell Coleman cycle, as it is variously called, the 
two isothermal processes 2'-3 and 47-1 of the reversed Carnot cycle are replaced by 
the more practical isobaric processes 2-3 апа 4-1 respectively, as shown on the 7-5 
diagram in Fig. 11.1. This involves, however, a loss in the refrigerating effect Ад 
equivalent to the area 1-4-4’, and increases in the net work of the cycle, Awọ and 
Aw,, corresponding to the areas 1-4-4’ and 3-2-2’ respectively. 

A schematic diagram of an air-refrigeration machine working on a simple gas 
cycle is shown in Fig. 11.2. In this arrangement, the compressor and expander are 
shown coupled together since the expander work is utilised to provide a part of the 
compressor work. Point 4 in Fig. 11.1 represents the state of the refrigerated air 
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which would absorb heat at a constant pressure pọ until it attains the temperature 
corresponding to point 1. At 1, the air is isentropically compressed to 2, from pg to p, 
pressure, after which it is cooled at constant pressure p, to 3. The cooling medium is 
invariably the surrounding atmospheric air as the cycle is presently employed only 
in aircraft refrigeration. The air is finally expanded isentropically to 4 whereby it 
gets cooled to T4. 


Note It may be noted that if ever the cycle is used for cooling on ground, water can be 
used as a cooling medium. 
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Fig. 11.2 Schematic diagram of simple gas cycle 


11.2.1 Analysis of Gas Cycle 


The relationship between the various temperatures of the cycle is given by the 


isentropic relation applied to both compression and expansion processes, viz., 
ү-1 


1. (м? (11.1) 
1 T, Ро 


Also, assuming air to be а perfect gas, we һауе per unit mass of air circulated: 
Refrigerating effect, qo = C, (Ti - T4) (11.2) 
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Heat rejected, |аџ = С — Та) (11.3) 
Compressor work, wel = Ат ( Pz V2 — р V1) 
У — 
= CT, - T) (11.4) 
Expander work, Мұс Pn (рз 93- P4 V4) 
У = 
= С, (T3 – T4) (11.5) 
Net work of the cycle, [М = ма] – wg = 1411 — qo 
= С, I(T, — T3) — (T; — T4] (11.6) 
The coefficient of performance is, therefore, 
1 
g=- ы (11.7) 
Iwl DL-n| 1 
Т - T, 
which on substitution from Eq. (11.1) can be expressed as 
1 1 
E= I == (11.8) 
7 


Ро 


The COP of the gas cycle is, therefore, a function of the pressure ratio r = p//po 
only. The lower the value of the pressure ratio, the higher is the COP. The variation 
of COP with pressure ratio is given in Table 11.1. 


Table 11.1 Variation of COP of air cycle with pressure ratio 


Px/Po 1 2 3 4 5 6 
E со 4.56 27A 2.05 1.72 1.5 





It may be noted that the pressures p, and po, and hence the pressure ratio r, have 
limitations on account of the operating temperatures, viz., 

(1) Т, as the highest refrigeration temperature, and 

(1) Т; as the lowest ambient temperature. 

Point 1 on the diagram is fixed by the temperature Т, and also the pressure po 
which is generally equal to the surrounding atmospheric air pressure. Point 3 is fixed 
because of the limitations of the ambient temperature Т; to which the gas can be 
cooled. Pressure p, can, however, be varied within wide limits, starting from p, min 
onwards as shown in Fig. 11.3. With the compressor discharge pressure equal to 
Px, тіп» the refrigerating capacity of the machine is zero. The air is alternately com- 
pressed and expanded between points 2 and 1. The net work is also zero and 
hence the COP is indeterminate. 

However, as the pressure p, is increased, although the refrigerating effect (area 
under the curve 4-1) and hence the capacity of the refrigerating machine increases, 
the work of the cycle also increases. For example, when the discharge pressure is ру, 
the refrigerating effect is 1-4-5-6 and the net work is 1-2-3-4. When the discharge 
pressure is increased to ру, the increase in the refrigerating effect is 4-4’-5’-5 and 
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that in the net work is 2-2’-3’-4’-4-3-2. If is evident that the increase in work is much 
more than the increase in the refrigerating effect. As a result, the COP decreases 
with increasing p,. Looking at Table 11.1, we find that a compression ratio of 3 to 
4 in a single stage is reasonable. 











Fig. 11.3 Effect of discharge pressure р, on the performance of the gas cycle 


11.2.2 Polytropic and Multistage Compression 


As discussed in Sec. 6.2.3, polytropic compression with cooling would reduce the 
net work of the cycle by reducing the average temperature of the compression proc- 
ess and the value of the compression index from У to n. Then, the expression for 
compressor work becomes 


n 
Wel —— PW- р101) 
п-і1 











=1 
E Т) (11.9) 
п-1 у 
The net workis Iwl = мс – wg 
п -1 
| ES пун zl (11.10) 
п-і1 y 
and the COP is £- 545 (11.11) 
n y-l1 





ааа. 


When the compression ratio becomes too high, it becomes necessary to use 
multistage compression with intercooling. 


11.2.3 Actual Gas Cycle 


The actual gas cycle will have significant pressure drops, Ар, and Apg, in heat 
exchangers and irreversibilities of the compressor and expander as shown in 
Fig. 11.4. There are also other losses associated with heat gain from the surround- 
ings and pressure drops at the compressor and expander. 
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Fig. 11.4 Actual gas cycle 


11.3 un. APPLICATION TO AIRCRAFT REFRIGERATION 


The gas cycle, presently, is exclusively used in air-conditioning systems of military 
and commercial aircrafts, though refrigerated cargo aircrafts generally use dry ice. It 
is more appropriate to call it air cycle refrigeration since only air has found applica- 
tion as a working substance in this cycle. The coefficient of performance of this 
cycle is lower than that of the vapour compression cycle. Nevertheless, the air cycle 
continues to be favoured for aircraft refrigeration because of its many advantages. 
The present day jet aircrafts have very high cooling loads because of their large 
occupancy, electronic equipment and high velocity and consequent heat generation 
due to skin friction. 

The air cycle can work as an open cycle or as a closed cycle system. А closed air 
cycle system or a dense air machine has many thermodynamic advantages. It can 
work at a suction pressure p, higher than the atmospheric. This reduces the volumes 
handled by the compressor and the expander. Also, the operating pressure ratio 
рџро сап be reduced, resulting in a higher coefficient of performance. 

In an open air-cycle system the air after expansion is directly led to the condi- 
tioned space. It is, therefore, necessary to expand air to one atmosphere pressure. 
This requires larger volumes to be handled. Notwithstanding this, the sizes of the 
compressor and expander, nowadays, are not affected significantly since both of 
them are of the turbo-type. The rotational speed of the assembly is of the order of 
100,000 rpm. The open cycle system, has another advantage over the closed cycle 
system, in respect that it does not require a heat exchanger for the refrigeration proc- 
ess. This saves the weight and cost of the equipment. It, however, has one disadvan- 
tage, viz., when the air drawn from the refrigerated space is humid, it might produce 
fog and ice at the end of the expansion process and clog the line. A drier in the circuit 
18 required in such a case. 
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The main considerations involved in an aircraft application in order of impor- 
tance are weight, space and operating power. These have been discussed in detail by 
Scofield’. Though the power per ton of refrigeration is considerably more for 
air-cycle refrigeration than for a vapour-compression system, the bulk and weight 
advantages of the air-cycle system, due to no heat exchanger at the cold end and a 
common turbo-compressor for both the engine and refrigeration unit, result in a 
greater overall power saving in the aircraft. The advantages of air cycle with regard 
to its application in aircraft refrigeration can be listed as follows: 

(i) Small amounts of leakages are tolerable with air as the refrigerant. 

(1) Aircycle in its simplest form as an open system requires only one heat exchanger. 
(ш) Availability of the refrigerant in mid air is also an important consideration. 
(iv) Cabin pressurization and airconditioning can be combined into one operation. 

(v) Initial compression of the air is obtained by the ram effect, viz., conversion of 

the high kinetic energy of the ambient air relative to the aircraft into enthalpy 
and hence pressure rise. The power for this, however, is derived from the 
engine of the aircraft since the process in the ram causes a drag on the engine. 
Refrigeration units for aircrafts have been built in various sizes weighing from 
3 to 100 kg, and ranging in refrigerated air capacity from 3 to 70 kg per min. 


11.3.1 Simple Aircraft Refrigeration Cycle with Ram Compression 


The initial compression of the ambient air due to ram effect and a simple aircraft 
refrigeration cycle are shown in Fig. 11.5. The ram effect is shown by the line 1-2. 
Point 2’ denotes the state after isentropic diffusion to pressure р» and temperature Т). 
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Fig. 11.5 Simple aircraft refrigeration cycle 
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The energy equation for the process of diffusion is 
2 
where C is the velocity of the aircraft. We have from the above 


c? 
САСО 








с? 
Т» = Т3 = Ту + — (11.13) 
2C, 
The above relation can be simplified to 
Т 2С,1 У Т 2 а 
(сүзі) 
ара zx м? (11.14) 


where a= {УКТ is the acoustic velocity and M is the Mach number of the flight. 
The temperature T; - Т; is the stagnation temperature of the ambient air. The 
stagnation pressure after isentropic diffusion, p,’, is given by the relation 
^ ^ -- 
I a Ga (11.15) 
Рі 1 
The irreversible compression іп the ram, however, results in air reaching point 2 
instead of point 2’, i.e., at the same stagnation temperature but at a reduced stagna- 
tion pressure p; which is obtained from the knowledge of the ram efficiency 7p 
defined by 
_ Actual pressure recovery 





К [deal pressure recovery 
EB (11.16) 
Р›— Рр 


The rest of the cycle is also shown in Fig. 11.5. Тһе temperature after the cooler 
(process 3-4), T, is shown to be higher than the stagnation temperature T, of the 
ambient air. It implies that the air cannot be cooled to a temperature below Т; unless 
some method is devised to extract the kinetic energy of the ambient air. Another 
point to note is that the pressure after expansion р; is slightly above the cabin pres- 
sure. It is also higher than the ambient air static pressure existing at the altitude at 
which the aircraft is flying. The refrigerating effect produced is 

Go = C, (T;- Ts) (11.17) 
where T; is the room temperature maintained inside the cabin. The net work of the 
cycle is the difference of work for process 2-3 of the compressor and process 4-5 of the 
expander plus the ram air work, C, (T; — Т), which is derived directly from the engine. 

The ambient air temperature varies with the altitude of the flight of the aircraft. 
Generally, the temperature drops by 0.64°C per 100 m of height from the sea level 
temperature. 
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Example 11.1 An air-cooling system for a jet plane cockpit operates on the 
simple cycle. The cockpit is to be maintained at 25?C. The ambient air pressure 
and temperature are 0.35 bar and — 15?C respectively. The pressure ratio of the 
Jet compressor is 3. The plane speed is 1000 kilometres per hour. The pressure 
drop through the cooler coil is 0.1 bar. The pressure of the air leaving the cool- 
ing turbine is 1.06 bar and that in the cockpit is 1.01325 bar. The cockpit cooling 
load is 58.05 kW. Calculate: 

(a) Stagnation temperature and pressure of the air entering the compressor. 

(b) Mass flow rate of the air circulated. 

(c) Volume handled by the compressor and expander. 

(d) Net power delivered by the engine to the refrigeration unit. 

(e) COP of the system. 


Solution Refer to Fig. 11.5. 


аға был ан comas 


3600 

2 

Stagnation temperature T, = Т + — 
р 


2 
= 258 + РА = 258 + 38.5 = 296.5 К 
2(1.005)10 
14 
. 296.5 (14-1 
Stagnation pressure рә = 0.35 (2) = 0.57 баг 


(b) Discharge pressure from the jet compressor р; = 3(0.57) = 1.71 bar 
Discharge temperature from the jet compressor 


ya 
Т, =T, |2) ” = 296.5 (3)°28 = 406 К 
P2 
tz = 133°C 
Other conditions are: Т, = Т, = 296.5 К 
ра = 1.71 — 0.1 = 1.61 bar 
Ps = 1.06 bar 
7-1 
T; = Т; Ps. 4 == ис =263 К 
P4 (1.71 /1106)” 
1; = – 10°C 


Refrigerating effect and mass flow rate of air 
40 = 1.005 (25 + 10) = 35.18 kJ/kg 
c 58.05 x 3600 


35.18 
(c) Volume handled by the compressor 


mRT, 5950(0.286 x 10°)(296.5) 
р» 0.57 x 10° 


= 5950 kg/h 


= 9050 m?/h 





Ve = 
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Volume handled by the expander 
у, = mRT, _ 5950(0.286 x 10069 ЕТЕРІ 
Ds 1.06 x 10 
(d) Ram work (done by the engine in overcoming the drag of ram diffusion) 
wal = C, (T3 – Ту) = 1.005 (38.5) = 38.7 kJ/kg 
Compressor work wel = C, (T; – Т) = 1.005 (406 — 296.5) = 111.0 kJ/kg 
Expander work wg = С, (Ty – Ts) = 1.005 (296.5 – 263) = 33.7 kJ/kg 





Net work w = (ир + wc)l – wg = 38.7 + 111.0 – 33.7 = 116.0 kJ/kg 
Net horsepower НР- T - 260 
(е) СОР- p. 0.3 

116 





Example 11.2 (a) An aircraft flying at an altitude of 8000 m, where the ambi- 
ent air is at 0.341 bar pressure and 263 K temperature, has a speed of 900 km/h. 
The pressure ratio of the air compressor is 5. The cabin pressure is 1.01325 bar 
and the temperature is 27°C. Determine the power requirement of the aircraft for 
pressurization (excluding the ram work), additional power required for refrigera- 
tion and refrigerating capacity on the basis of 1 kg/s flow of air. 

(b) Determine the same if the following are to be accounted 


Compressor efficiency, Пе = 0.82 
Expander/turbine efficiency, Ту = 0.77 
Heat exchanger effectiveness, є=08 
Ram efficiency Np = 0.84 
Solution Refer to Fig. 11.5 
(a) Speed of aircraft C= (POULLOU = 250 m/s 
3600 
с? 
Stagnation temperature Т, = T, + — 
2C, 
2 
-263- ШЕ 2088 = 263 + 31.1 = 294.1 К 
2(1.005)10 
У 14 
-І 294.1 \1.4-1 
Stagnation pressure Р» =Р\ а = 0.341 (m^ = 0.504 Баг 
T, 253 
Power requirement for pressurization (excluding ram work) 
ya 
W, = тС, T; c3 = 
P2 


14-1 


ЛА 
rr — 1f 265.34 kW 


0.504 





- (1) (1.005) (294.1) | 
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7-1 
C i = зі _ 0.286 _ 
ompressor discharge temperature Т; = Т, | — = 294.1 (5) = 466.0 K 
P2 
771 
Expander exit temperature T; = T, (% d 
P5 


"NE ПАУН, | 


5x 0504) ^ 
| 1.01325 | 
Power required for refrigeration (excluding ram work) 
№, =|Wol- Ур = mC, (T3 - T,-T, + Ts) 
= 1 (1.005) (466 – 294.1 – 294.1 + 226.6) = 104.4 kW 
Additional power for refrigeration W = W, – W, = 104.4 — 65.34 = 39.06 kW 
Refrigerating capacity Q) = m qọ = m Cp abis = 15) 
= (1) (1.005) (300 – 226.6) = 73.77 kW 
(b) Ram pressure рә = рі + Nr P2- Pi) 
= 0.341 + 0.84 (0.504 – 0.341) = 0.478 bar 
Power requirement for pressurization (excluding ram work) 


0.286 
їй = (1)(1.005)(294.1) ЕН | РУТЕ 





0.82 0.478 
Temperature after isentropic compression Т; = 466.0 К 
Temperature after actual compression Т, =T, + L-R 
Пс 
299414 o> Lange 
0.82 


Temperature after heat exchanger T, = T4 – € (T, — T,) 
= 503.7 – 0.8 (503.7 – 294.1) = 336.0 K 
Temperature after isentropic expansion 


" 336 
Т{= — z = 2589 К 

5 х 0.504 

1.01325 


Actual temperature after expansion T; = T4— Mr (T4 – T3) 
= 336 – 0.77 (336 – 258.9) = 276.7 К 
Power required for refrigeration (excluding ram work) 
№, = mC,(T,-T,-T, + Т5) 
= (1) (1.005) (503.7 — 294.1 — 336 + 276.7) = 151.1 kW 
Additional power for refrigeration W - 151.1 — 86.4 2 64.7 kW 





Note (i) The difference between the power requirement for refrigeration and that for 
pressurization is not very large. 
(ii) The effect of irreversibilities is very large on the power requirement and 
refrigerating capacity. 
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11.3.2 Dry Air Rated Temperature 


A comparison of the different types of air-refrigeration systems is made in terms of 
dry air rated temperature (DART). This is the temperature of the discharge air from 
the expander if there is no condensed moisture present and is calculated by the usual 
procedure, assuming the constant pressure specific heat of 1.005 kJ/kg for air. Thus 
the dry air rated discharge temperature will be essentially that resulting from a calcu- 
lation which assumes that air, at a humidity so low that the expanded discharge is 
unsaturated, enters the system. The rating of the aircraft units is given in terms of kg 
of air per unit time at the design DART. Thus the capacity of the machine giving 
m kg/s of air аса DART of tọ to maintain a cabin at temperature 1, is 


Du sh C, (ti— to) 


Note The refrigerating capacity of the air cycle unit in kW has no particular relevance. It 
is usually expressed in terms of the mass flow rate of air at DART. In a modern jet aircraft, 
typical values are 1.8 kg/s of air at 10°C DART just after take-off, and 1.4 kg/s of air at 
12.8°C when the aircraft is cruising. 


11.3.3 Ап-сусје Systems for Aircraft Refrigeration 


In air-cycle systems for aircraft refrigeration, the air is bled from the compressor of 
the jet or gas turbine engine or is supplied from an auxiliary compressor source and 
cooled in an air to air heat exchanger having an effectiveness of approximately 90 
per cent. Messinger® has described a few systems commonly employed for further 
processing of this compressed and cooled air before being supplied to the room. The 
common systems are: simple, Bootstrap, regenerative and reduced ambient types. 
These are discussed below. There are many other types which are variations or 
combinations of these. 


Simple System In the simple system, shown in Fig. 11.6, the compressed air after 
cooling in air-cooler is passed through a cooling turbine. The work of this turbine is 
to drive a fan which draws cooling air through the heat exchanger. Air is discharged 
from the turbine at a pressure slightly above the cabin pressure. The fan is put on the 
downstream side thus avoiding the additional temperature rise of the cooling air. 
The thermodynamic cycle is shown in Fig. 11.5. This system is good for ground 
cooling since the fan driven by the turbine is a source of providing cooling air for the 
heat exchanger. The fan power overcomes the drag of the air-cooler. However, the 
turbine work is not available for the compressor. 


Cooling Air Exit 
































To Combustion 
Chamber Compressed сә | Cooling Air 
\ Air т Ғап 
>- >- 
Jet Air 
с 
ompressor Cooler 
Cooling 
Ram Air | | Turbine 
\ Cooling Air To Cabin 








Fig. 11.6 Simple system 
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Bootstrap System The Bootstrap system, shown in Fig. 11.7, has two heat 
exchangers instead of one and the expansion turbine drives a compressor rather than 
a fan. Thus, it cannot be used for ground cooling. The thermodynamic cycle is shown 
in Fig. 11.8. The primary purpose of the Bootstrap system is to provide an additional 
cooling capacity when the primary source of air does not have a sufficiently high 
pressure to provide the amount of cooling required. The turbine drives the second- 
ary compressor to raise the pressure of primary air before it enters the turbine. This 
is accomplished at the expense of drag in the cooling circuit since both the heat 
exchangers depend on the ram for the flow of cooling air. 
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у Cooler 
Jet 
Compressor ; А 
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| у 
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Fig. 11.7 Bootstrap system 
| Stagnation 
к Temperature 











S —~> 


Fig. 11.8 Thermodynamic cycle for Bootstrap System 


Regenerative System Тһе regenerative system, shown in Fig. 11.9 also has two 
heat exchangers but does not require ram air for cooling the air in the second heat 
exchanger. It is a modification of the simple system (and is good for ground cooling) 
with the addition of a secondary heat exchanger in which the air from the primary heat 
exchanger is further cooled with a portion of the refrigerated air bled after expansion 
in the turbine as shown in Fig. 11.10. It provides lower turbine discharge tempera- 
tures but at the expense of some weight and complications. 
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Fig. 11.9 Regenerative system 






Stagnation 
Temperature 








5 —— 


Fig. 11.10 Thermodynamic cycle for regenerative system 


Reduced Ambient System Іп the reduced ambient system (Fig. 11.11) there are 
two expansion turbines—one in the cabin air stream and the other in the cooling air 
stream. Both turbines are connected to the shaft driving the fan which absorbs all the 
power. The turbine for the ram air operates from the pressure ratio made available 
by the ram air pressure. The thermodynamic cycle is shown in Fig. 11.12. The sys- 
tem shows promise for applications in an exceptionally high speed aircraft when the 
ram air temperature is too high. The cooling turbine reduces the temperature of cool- 
ing air to the level of static temperature of ambient air. Thus, primary compressed 
air can be cooled to, say, 7, below the stagnation temperature Т; and a little above 
the static temperature T}. 
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Fig. 11.12 Thermodynamic cycle for reduced ambient system 


It is interesting to compare these systems with respect to the aircraft speed. From 
the results shown in Fig. 11.13, the following brief conclusions may be drawn: 








100 - x Bootstrap 
S 
- © 
60 Regenerative 
| 20 - 
x Reduced 
a Е Ambient 
-20- 
-60- 
— 100 1 | | | | | | 
0 0.4 0.8 1.2 1.6 2.0 2.4 


Mach Number ——— 


Fig. 11.13 Comparison of DART vs. Mach number variation for common 
aircraft refrigeration systems 
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(i) The simple system is preferable at low speeds. 
(ii) Above a speed of 1000 kmph, the regenerative system is necessary. The 
Bootstrap system is also used. 
(ш) Reduced ambient system may be useful for supersonic aircrafts and rockets. 


Note Іп actual aircraft air conditioning, the turbine may either drive the fan as in the 
simple cycle, or it may drive the secondary compressor as in the Bootstrap cycle, or it may 
do both in a cycle called compound cycle. The ground cooling in an aircraft is provided by 
an external A/C unit. It is not desirable to run the jet engine to provide power for ground 
cooling. 





Example 11.3 The following performance is expected іп a certain Bootstrap 
system: 


Turbine efficiency, Пт = 85% 
Secondary compressor efficiency, Пе = 77% 
Secondary heat exchanger effectiveness, с - 0.9 


The cabin pressure is maintained at опе standard atmosphere. The cooling air 
temperature entering the secondary heat exchanger is 32°C. The compressed air 
leaves the primary heat exchanger at 64°C. The refrigerated air is required to 
enter the cabin at 4.5°C. Calculate: 

(i) The temperature of air entering the cooling turbine. 

(її) The pressures of air at discharge from primary and secondary compressors. 


Solution Refer to Figs 11.7 and 11.8. 

Point 3 represents the state after the primary heat exchanger. It is given that 
Т, = 337 К 
T; = 277.5 К 
рз = 1.01325 bar 

The following equations сап be written. 


Secondary heat exchanger effectiveness €= "E ue M - 
Т; - (273 + 32) 
> Те = 274.5 + 0.1 7; (D 
» Ts – T, 
Secondary compressor efficiency Nc = = = 0.77 
1,- Т, 
> Т; — 337 = 0.77 (T; – 337) (0) 
| сс Т – T, 
Cooling turbine efficiency Np = ——— = 0.85 
T, - Tj 
> 0.85 (Те – Ту) = Т, - 277.5 (1) 
0.286 Т” 
Compression process Ps == (ТУ) 


0.286 Т 
: Ps 6 
Expansion process erate ш-- V 
NM iJ m 
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An additional equation is obtained by equating the turbine work to secondary 
compressor work, 


0.85 (T; Т) = Т; - 337 (VD 

We have six unknowns, ps, рд, T4, 75, Т; and Т; and six equations. The solutions are: 
Т; 2371.1] K (From I, II, III and VI) Т)-2716К (From Ш) 
T; =363.3K (From П) ps = 1.64 Баг (From V) 
Те =311.6K (From Ш апа УІ) ра = 1.26 Баг (From ІУ) 





Example 11.4 The air-conditioning unit of a pressurized jet aircraft receives 
its air from the compressor driven by the engine at a pressure of 1.22 bar. The 
pressure and temperature of the surrounding air at the height of the aircraft are 
0.227 bar and 217 K respectively. 

The air-conditioning unit consists of a secondary compressor and a turbine 
mounted on the same shaft. The pressure and temperature of air leaving the 
turbine are 1 bar апа 280 K. Calculate the pressure after the secondary com- 
pressor and temperature of air at exit from the cooler. Assume that all processes 
are reversible. 


Solution Refer to Figs 11.14 and 11.15. 


1 























To Combustion 
Chamber 
2-- Air Bleed 
3 yn 4-- 4-5 
ллу | 
Cold Air 
Fig. 11.14 System for Example 11.4 Fig. 11.15 Thermodynamic cycle 


for Example 11.4 


Temperature of the air bled from the jet engine compressor 


== 0.286 
Y cq (>) У 2217 fea =351K 
Pi 0.227 


Work of the secondary compressor 


0.286 
юз = C, (T, - T) = C, T, (5 z | 


p 70286 
Work of the turbine. w4 5 = C, (T4 - T5) = C, T; (2) = | 
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1.22 
Solving, we get р = 3.06 bar 


0.286 
Equating the two, we have 351 (5 - | = 280 јр“ = 


0.286 
Temperature of air at the exit from the cooler Т, = 7; (2) 


= 280 (3.06)728 = 385 К 





11.4 M RANQUE-HILSCH TUBE 


This device, called the vortex tube or Ranque-Hilsch' 5.7 tube, consists of a straight 
length of a tube with a concentric orifice located in a diaphragm near one end and 
a nozzle located tangentially near the outer radius adjacent to the orifice plate 
(Fig. 11.16). Compressed gas enters the tube tangentially through a nozzle forming 
a vortex kind of motion. The diaphragm prevents leftward motion of the vortex 
which, therefore, travels towards the righthand side of the tube called the hot end. A 
hot stream at temperature Т), which is above the temperature of supply, say, Т, ejects 
from the hot end through the throttle valve, while the cold stream at temperature Т, 
below the temperature of supply is received at the cold end through the orifice. The 
throttle-valve opening controls the temperature and proportion of the cold stream 
with respect to the hot stream; the larger the throttle valve opening, the lower 
the temperature of the cold stream and the smaller its fraction and vice versa. The 
throttle valve is placed sufficiently distant from the nozzle and the diaphragm 
immediately close to it. 
































Compressed 
i Tangential 
| Le— Nozzle Hot Gas 
А | 
Gas КІ D. 
Orifice | 
Diaphragm |, L 











Fig. 11.16 Vortex tube 


The geometry of the vortex tube can be described by the diameter of the vortex 
tube D, diameter of the orifice d, length of the vortex tube L, geometry and number 
of nozzles and design of the valve. The setting of the valve determines the ratio of 
the hot and cold mass flow fractions 2, and 4, respectively. The optimum diameter 
of the orifice is found to be half the tube diameter. 
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It may be seen from Fig. 11.16 that the vortex tube system is a modification of the 
open-type air-refrigeration system with the expander having been replaced by a vor- 
tex tube. In the Joule cycle, a temperature drop is obtained equal to the isentropic 
temperature drop, AT, = T; – T, (Fig. 11.17). The work of expansion is utilized to 
either run a cooling fan or a secondary compressor. The temperature drop obtained 
with the vortex tube, 7; – Т,, is smaller than the isentropic drop. The air first expands 
to a state n in the nozzle reaching a temperature T, and velocity C given by 

2 
© = “р (Т; = T4) 

If all this kinetic energy could be removed, we would obtain cold air at tempera- 
ture T,. But without the separation of kinetic energy, it is as good as air at tempera- 
ture Т; which is the stagnation temperature of the gas. 


2 


T 











8----- 
Fig. 11.17 Temperatures in vortex tube 


From the nozzle, the high-velocity gas travels from the periphery of the tube to 
the axis during which the separation of kinetic energy occurs. The kinetic energy is 
retained by the outer layers due to which they are heated and emerge from the hot 
end of the tube at state h. The central core after having lost some kinetic energy 
emerges from the cold end at state с, 1.е., at a temperature slightly above the static 
temperature of the expanded gas. The pressure of the cold-gas stream is usually 
lowered further due to expansion in the vortex chamber. 

It can be seen that the temperature drop is less than the isentropic-temperature 
drop. Also, the quantity of cold air is only a fraction of the air supplied. Thus the 
COP of the system is much lower than that of the Joule cycle. The energy balance of 
the vortex tube gives 

Т» = ш. Т. + И, T, (11.18) 
where и, + 4, = 1 and T, and Т, are the stagnation temperatures of the two streams. 

The energy efficiency 7, of the vortex tube can now be defined as the ratio of the 
coefficient of performance of the vortex tube to that of an ideal refrigerating ma- 
chine in which the work done by the expander is not recovered, viz., 


(B-T) 
p-4 3 


11.19 
p x (11.19) 
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It is seen that if all the air goes through the throttle valve, there will be no energy 
separation. Also, if all the air leaves through the orifice, there will again be no 
energy separation. Thus, there will be optimum values of fractions 4, and 4, for the 
maximum temperature drop, refrigerating effect and COP. 


11.5 un. THE JOULE-THOMSON COEFFICIENT AND 


& ~ 


~ INVERSION CURVE 


The Joule-Thomson coefficient defined in Sec. 1.10.3 by the expression 


„(от 
Hj др), 


is a thermodynamic property. It may be readily obtained for a gas by making it 
undergo a throttling process through an insulated expansion valve. The pressure p, 
and temperature 7, upstream are maintained constant and the pressure р; down- 
stream is varied by operating the valve manually. For each setting of the valve, both 
p» and Т, are measured. These states 1, 2, 2’, 2", 2"", etc., are then plotted on a T 
versus p diagram as shown in Fig. 11.18. 


Inversion Curve, 
H,=0 


Inversion Points 








Maximum 
Inversion è y 
Temperature} ~~ 





State Before 
Throftling 


Constant 
Enthalpy Lines 





Лу Throftling Process 
Line 








Юр ——- 


Fig. 11.18 Family of isenthalpic lines, and inversion curve 


All these states have the same enthalpy. Hence, it represents an isenthalpic line. 
By changing the initial state р, T, and hence h,, a family of such isenthalpic lines 
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can be drawn as shown in Fig. 11.18. The locus of the maxima of these isenthalpics 
is called the inversion curve. The point at which this maximum occurs, i.e., the point 
at which the slope of 7-p curve changes from positive to negative, is called the 
inversion point. The slope of these isenthalpics (2T/2p), is equal to the Joule- 
Thomson coefficient. 

It is seen that 4j is positive for the region inside the inversion curve. Hence, it 
represents the cooling region. On the other hand и) is negative for the region outside 
the inversion curve. Hence, it represents the heating region. At ће points of maxima, 
viz., at the inversion points, Ш; = 0. Accordingly, the inversion curve represents the 
locus of initial states of a gas corresponding to which there is neither cooling nor 
heating on Joule- Thomson expansion. 

Thus, if the gas at 1 in Fig. 11.18 is throttled, its temperature will increase or de- 
crease depending upon the final pressure after throttling. The temperature will con- 
tinue to increase upto a final pressure equal to p^. Thereafter, the decreasing trend will 


n 


start. When the final pressure is p5, the change in temperature is zero. If the final 
pressure is less than р>, say, equal to р>”, then only cooling will be obtained. It is 
evident that, to obtain cooling, the initial state should be below the inversion pressure 
р and inversion temperature Т; corresponding to a given enthalpy 1). 

Itis evident that the throttling of the gas at 1 at pressure p, will result, initially, in 
rise in temperature. Hence, to obtain cooling, this gas must be precooled to a tem- 
perature below the inversion temperature T; at this pressure, say, to 2" at tempera- 
ture Ту, before being throttled to 27 at pressure р”. It is, thus, seen that for every 
pressure there is an inversion temperature. The inversion curve, precisely, repre- 
sents this combination of inversion temperatures and pressures. The point of inter- 
section of the inversion curve with the temperature axis (p = 0) gives the maximum 


inversion temperature. 


11.5.1 Linde-Hampson Process 


Figure 11.19 shows the Linde-Hampson process for the liquefaction of gases 
utilizing the Joule- Thomson expansion. 

The gas at 1 is compressed, say, isothermally usually in two stages to 2. It may 
even be cooled by external refrigeration before and after 2. The lower the tempera- 
ture before throttling, the greater the Joule- Thomson coefficient, and hence greater 
the yield. The yield y is the ratio of the mass of the liquid produced to the mass of the 
gas compressed. The compressed gas is, then, cooled to 3 in a counterflow regenera- 
tive heat exchanger with the help of cold vapour returning from the separator. At 3, 
the gas is throttled to 4. In the separator, the liquid is removed at f. The saturated 
cold vapour at g is heated to 5 in the heat exchanger. Make-up gas is added at 6, and 
the mixture of 5 and 6 enters the compressor at 1. 

The energy balance of the combined heat exchanger and separator gives 

mh, = my hp (m — my )hs 
whence we obtain for the yield 
joa ШЕТІН (11.20) 
т hs — h; 


Note No yield is possible unless hp < hs. 
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Fig. 11.19 Linde-Hampson process 


Applying SSSF energy equation, we get for the work of compression per unit 
mass of the gas compressed 


Ш =q + (hy - hy) (11.21) 
т 
For reversible isothermal compression, this becomes 
W 
кэрш T (s, = 51) - (hy — hy) (11.22) 


This expression represents (һе minimum work of compression. The work per unit 
mass of the yield is given by 
У W h-h, 
mp ту h-h 

In Eq. (11.20), the value of 1,15 set by the pressure p, which is 1 bar. Note that at 
I bar, T,= 78.7 K while T, = 81.7 К. As air is a mixture of O, and №, T, T,. The 
value of л; is set by the ambient condition/design of regenerative heat exchanger. 
Consequently, the compressor delivery pressure p, is the main variable in the cycle 
controlling h, and the yield. The lower the value of Л», the greater the yield. 

A number of modifications are introduced in the basic Linde-Hampson cycle to 
improve the yield and COP. One of these is to employ external refrigeration as 
shown in Fig. 11.19 to precool, the gas. This auxiliary vapour compression 
refrigeration system is inherently more efficient in cooling the gas than the throttling 
process. The refrigeration system is less irreversible than a throttling process. 

Another modification is to precool the gas by reversible adiabatic expansion 
through an expander/turbine. In the Claude process of gas liquefaction, the Linde- 


W= [T (sy – 51) + (h; – h3)] (11.23) 





The McGraw-Hill companies 


388 Refrigeration and Air Conditioning 


Hampson process is modified so that about 10% of the compressed gas is diverted 
from the main stream, expanded reversibly and adiabatically in an expander, and 
reunited with the cold vapour returning from the separator before entering the heat 
exchanger. This diverted stream provides additional cooling and further lowering 
of temperature before throttling of the main stream. In addition, some work is 
recovered in the expander. 


Note (i) Linde-Hampson process is similar to the supercritical vapour compression 
cycle with the difference that the liquid from the mixture after throttling is 
separated instead of being sent to the evaporator. 


(ii) Tables 11.1, 11.2 and 11.3 give the properties of air. 


Table 11.1 Saturation properties of air at 1 Баг“ 


Pressure Temp. Specific Specific Specific 
bar K volume enthalpy entropy 
mg kJ/kg kJ/kg.K 





Bubble | Dew о; 2, he h р Sf Sg 


78.7 81.7 0.00114 0.224 zero 205.3 zero 2.559 





Table 11.2 Enthalpy of air* 


р 
bar 
Temp., K > 


100 
150 
200 
250 
300 
350 
400 














Table 11.3 Entropy of air* 














ж Extracted from Haywood R.W., Thermodynamic Tables in 5.1. Units, Cambridge 
University Press, 1968. 
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Example 11.5 Minimum Work of Compression for Liquefaction of Air. 
Determine the yield and minimum work of compression per unit mass of liquid air 
as a function of compressor discharge pressure. Given Т) = 300 К. 


Solution From Tables 11.1 to 11.3, at p, = 1 bar 
hyp = 0, h, = 205.3 kJ/kg 
һу = 427.8 kJ/kg, s, = 2.559 
At р» = 150 bar, Т, = 300 К, we have 


hy = 400.5 kJ/kg, s, = 2.369 kJ/kg.K 
Assuming that state 5 coincides with state 1, we have: 





- Е 400. 
Yield E bs Se айы е epee 
hs — hy h, h 427.8 


Minimum work W= 1 [T (sy = 51) + (hy — h3)] 
У 


1 
= — —— [300 (2.369 – 2.559) + 427.8 — 400.5] 
0.0638 


= – 465.5 kJ/kg yield 
Similarly, we һауе for p, = 200 bar 


hy = 394.3 kJ/kg, 52 = 2.265 kJ/kg. K 
у = 0.0783 kg/kg, W = – 689.6 kJ/kg 
And, for p, = 300 bar 
hy = 386.8 kJ/kg, 52 =2.115 kJ/kg.K 
y = 0.0968 kg/kg, W --962.4 kJ/kg 





Note We, thus, see that by increasing compressor discharge pressure, the yield in- 
creases, and the work per unit yield also increases. Thus, the COP decreases. 


11.6 OM REVERSED STIRLING CYCLE 
Figure 11.20 shows the ideal reversed Stirling cycle on T-s and p-v diagrams. 

It comprises of two isothermal and two constant-volume procesess. Process 1-2 
is isothermal compression with heat rejection Qç to the surroundings at temperature 
Те = Ту and process 3-4 is isothermal expansion with absorption Ор from the cold 
body at temperature Tz = Tọ. Processes 2-3 and 4-1 are constant volume heat- 
transfer processes. It is seen that 

203 = 401 

So, if a perfect regenerator is employed between processes of cooling 2-3, and 
heating 4-1, then, in the cycle, all cooling/refrigeration Qo = Ор takes place at a 
constant temperature T), and all heat rejection О; = Ос takes place at a constant 
temperature Ту. The COP of the ideal Stirling cycle, therefore, equals the Carnot 
COP, Ty(T, – To). 
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V2 = V3 V4 = ГА 










































































Sp — За = Sc — За 
5----55- 
(а) T-s Diagram 


p—» 


305 K (32°C) 





275 K (2°C) 








V5 = V3 V4 = V4 
У .—— ——5 


(b) p-V Diagram 
Fig. 11.20 Ideal reversed Stirling cycle 


The Stirling cycle, however, suffers from the limitation of the Carnot cycle as far 
as the impracticability of accomplishing isothermal compression and expansion 
processes with a gas is concerned. But, it does not suffer from the other drawback of 
the Carnot cycle, viz., the narrow p-v diagram. The Stirling cycle is, therefore, not 
very much susceptible to the internal efficiencies of the compressor and the 
expander. On the other hand, it has the problem of executing constant volume heat- 
transfer processes 2-3 and 4-1 with change in pressure in the regenerator. 


11.6.1 Practical Stirling Cycle 


Figure 11.21 shows how the constant volume processes of the Stirling cycle can be 
approximated by a machine having two pistons. 
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Fig. 11.21 Practical Stirling cycle 


A regenerator acts as perfect storage of heat and cold, and divides the working 
space into two parts. One is the expander/cold space, and the other is the compressor/ 
hot space. The two spaces are maintained at constant temperatures Т; and Tç by heat 
transfers Ок and Ос respectively. Two pistons move in the two spaces cyclically 
with a phase difference, maintaining the total volume of the two spaces together 
nearly constant, thus enabling the execution of constant volume heat transfer 
processes. Flow of the gas takes place in alternate directions between the compressor 
and the expander via the regenerator. 

In practice, two arrangements that are possible are as follows: 

1. a@machine, Fig. 11.22, with separate cylinders for compression and expansion 
























































































































































spaces. 
Regen. sai 
Stationary Кан ationary ERE Qe КО, 
o j 
=) Comp. [> А 5z > < Ехр. 
1 Ѕрасе | U : Eq < брас 
И о (о ® * là 
| П { 








Fig. 11.22 о-тасһіпе with separate cylinders for compression апа 
expansion spaces 


2. f machine, Fig. 11.23, with integral cylinder for compression and expansion 
spaces as developed by Philips for air liquefaction. 
The figures also show the disposition of pistons at 4 terminal points which are as 
follows: 


Terminal Point 1 Compression space is filled with gas. There is no gas in 
expansion space. 


Process 1-2 Expander-piston is stationary. Compressor-piston moves. The gas is 
compressed rejecting heat Qc. 
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Fig. 11.23 -machine with integral cylinder for compression and expansion 
spaces as in Philips liquefier 











Process 2-3 Both the compressor and the expander pistons move. The gas is trans- 
ferred from compression space to expansion space via the regenerator, getting 
cooled in the process. 


Process 3-4  Compressor-piston is stationary. Expander-piston moves. The gas is 
expanded absorbing heat Ор. 


Process 4-1 Both the compressor and the expander pistons move. The gas is trans- 
ferred back from expansion space to compression space via the regenerator, getting 
heated in the process. 

In this manner, the cycle is repeated. Figure 11.24 illustrates this operation in the 
form of cyclic piston displacement diagram which holds good for both с and f 
machines. The upper line represents the expansion space volume. The lower line 
represents the compression space volume. The difference between the two repre- 
sents the total volume of the gas between the two spaces. 
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Fig. 11.24 Cyclic piston displacement diagram of а and 8 machines 


Note (i) The pressure at any instant of time is the same in both the spaces. 

(ii) The a-machine has the disadvantage of large dead volume. This is the volume 
that is not swept by any of the pistons. 

(iii) Тһе B-machine, on the other hand, has the disadvantage of heat transfer from 
the hot space to the cold space along the cylinder walls, thus reducing the 
refrigerating effect. 

(iv) The maximum volumes of the compressor and expander spaces are Vc and МЕ. 
The volumes occupied by the gas in the two spaces at any instant of time аге V, 
апа V,. The total volume of the gas is 


V, = У, + У, 

Philips, Holand have developed an air liquefier which works on (һе /3-тасһіпе. The 
air enters the top of the expansion space head; it gets cooled and condensed and leaves 
as liquid air from the other side of the space as shown by broken lines in Fig. 11.23. 

Sharma? obtained temperatures between 0 to — 20?C with air as well as hydrogen 
using a-configuration. 


11.6.2 Hydrogen as Working Substance in Stirling Cycle 


Crucial factors for high COP in Stirling cycle are: 

() High regenerator efficiency. 

(ii) High heat-transfer coefficients in compressor and expander spaces. 
(iii) Low pressure drop in system. 
(iv) Low work of compression. 

This means we require a working substance (gas) which has high thermal conduc- 
tivity simultaneously with high thermal diffusivity. It should also have low viscosity, 
and low value of y the ratio of specific heats. Table 11.4 compares these values for 
three important gases, viz., air, hydrogen and helium. 


Table 11.4 Values of thermal conductivity k, viscosity д, thermal diffusivity а, and ratio 
of specific heats yof air, hydrogen and helium at room temperature 


k 
Gas W/m.K 





Air 0.02624 
Hydrogen 0.182 
Helium 0.1491 
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Itis seen that hydrogen has the highest thermal conductivity and lowest viscosity. 
Its thermal diffusivity is also quite high, and the value of ratio of specific heats is quite 
low. Hydrogen is, therefore, the preferred gas for use in Stirling cycle refrigeration. 


11.6.3 Why the Stirling Cycle Refrigeration? 


Stirling cycle is a viable alternative to vapour-compression system presently using 
CFCs. Further, hydrogen as working substance is environment-friendly. Simultane- 
ously, with providing an alternative to CFCs, it has high thermodynamic perform- 
ance. With regenerator, the COP approaches Carnot value. 

Unprecedented opportunities, therefore, exist for applying it to commercial 
refrigeration and air conditioning applications. The limitation, however, is that it 
can be employed in small refrigerating capacity applications as the heat transfer 
surface available is the area of the expansion space only, and the heat-transfer 
coefficients with gas are very low. 


11.6.4 Basic Design Parameters in Stirling Machine 


There are three volumes in a Stirling machine, the maximum volumes of compres- 
sion and expansion spaces Vç and Vg, and the volume of dead space Vp, viz., the 
volume of the working space which is not swept by any piston. Then, there is the 
phase difference angle a between the two pistons. And the temperatures maintained 
in the two spaces аге Tç and Ту. The basic design parameters written in dimension- 
less form are: 


V, 
Ratio of volumes к= Æ 
Ук 
Ур 
Reduced dead volume X= — 
Ук 

; Те 
Ratio of temperatures t= — 
ТЕ 


Further, we have total of swept volumes 
У = Ус+ Ур=(к+ 1) УБ 


11.6.5 Derived Parameters 


Some parameters derived from basic parameters, which appear in theoretical analysis, 
are the following: 





Angle 0 = tan! Kma 
T + KCOS Q 
5 = EXT - Reduced dead volume 
T+1 





А = dc) + 21k cosa + к? 
В-т-к-25 


5-4 
В 
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11.6.6 Theoretical Analysis of the Cycle! !: Tanda 


Figure 11.24 represents a theoretical piston displacement versus crank angle 
diagram. Schmidt? presented his classical analysis of the cycle in which the motion 
of the pistons is simple harmonic as it has to be in a practical device. Schmidt made 
the following assumptions: 
(1) Regenerator is perfect. 
(ii) Instantaneous pressure is the same throughout the system. 
(iii) Gas obeys ideal gas equation pV = RT. 
(iv) Compressor and expander heat exchangers are perfect. 
(v) Temperatures Тс and Т; are constant. 
At any instant of time, the volumes of the expansion and compression spaces are 
given by 
у, = L Vg (1 + cos 0) 


е 


У, = i Vc [1 + cos (¢@- 091 = ; KVg [1 + cos (6 — 0)] 


с 
where 18 the crank angle of expansion space. Note that lower case subscripts e and 
с denote instantaneous values of T, p, Vand mass, and upper case subscripts Е and С 
denote maximum or constant values. 
Now, equating the sum of masses of gas in the expansion, compression and dead 
spaces to total mass ту, we have 
ШЫНЫ UM BST ee eee (11.24) 
RT, RT. RT, 2 КТ. 
where K is a constant which depends on the total mass of gas charged in the system. 
Note, that this will also affect the system pressures. 
Now, since compression and expansion are isothermal, hence Т, = T, and 
Т, = Те. Then, substituting for volumes, putting p, = p, = p, = p, eliminating 
R, and rearranging, we get 

















Т, ү» Т, 
K = =< (1 +cos ø) + кП + сов (дф – 9] +2 2.26 
P ТЕ Ус Тр 
= T(1+cos Ø) + к[1 «сов(0- 00] + 2 5 (11.25) 
ien pov de |+ ЈЕ - (54 
2 2 Те 2 T 
Equation (11.25) can be written as 
E = МТ + K cos о)? + (xsin ay cos (@- 60) + T+ к+ 25 
р 
= JT? + 2:k cosa + x? cos (9-0 + T+ K+ 28 
== р- = (11.26) 


Bil + ócos(ó — 8)] 

The instantaneous pressure p is 
(a) minimum when д- 6, ф– 0= 0, and 
(b) maximum when ф= 0+ 7,(0- 0) = л. 
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K K Pus 1+9 
Thus, we have ры = ——————.Pmax?^ ==, — = 
ва + ô) В(1-6) Ра 1-6 
1-6 
Accordingly, from Ед. (11.26), =P max Г е 
= 4.1.20), P= Pax |; зс» — 8) 
1+5 
=Pmin 7, s ZZ (11.27) 


1+ ócos(ó - 0) 


Mean Cycle Pressure 





2л 2л 
л л 1-6 
= — а = = — —— = 
in 2 1? a= 2 | Р аад 
1-6 
= Pmax 11.28 
E 1-6 | i 


Note The values of ра» Рт aNd Pmean depend on each other. But, ultimately, these 
depend on the charging pressure, i.e., on the mass of the gas charged. 


Heat Transferred and Work Done In the isothermal expansion and compression 
processes 


Q=W= [pav 
Heat Transferred in Expansion Space/Refrigeration Produced Putting, 


У, = ; Vg (1 + cos 9) 


d V, =- 2 Vz sin фа ф 


Р = раса [1 + А cos (6 — 0)] approximately 
26 


1541-64 


and integrating, we get 


А = 


2л 2л 
1 
Ок= | рау, = -5 | раа У; -А соз (ф- lsin 04 
0 0 


2л 
| 1 il, 12 
= – > Pmean ved cos 0-А l сов 0 2 B08 2ф + sin 4; ó — z sin? Jl 


0 





= > Pmean Ук А sin 
pH... ш (11.29) 
1+ у1— 2 
Heat Transferred in Compression Space/Heat Rejected (Similarly) 
л 
Ос = [р а V. 
кб sin(@ — о) (11.30) 


= лр ean УЕ 
= 1+v1- 82 
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Work Done and COP These have their respective Carnot values. 


11.6.7 Optimal Design for Stirling Machine 


In the case of internal combustion engines, the mean effective pressure (MEP) is 
used as a basis of comparing the power output. In a Stirling cycle engine or refrig- 
erator, however, there are always two working spaces. In this case, therefore, total 
swept volume rather than the expander volume, and the maximum pressure Pmax 
rather than mean pressure are used to make Eq. (11.29) non-dimensional so that the 
specific refrigerating effect becomes, 


Qr ZNl-— $ ósinQ 








- (11.31) 
Pmax Vr а+юуг+ ё re ion 
Replacing Pmax in terms of P mins Eq. (11.31) can also be written as 
Qe _ ЛЧ1- 6 ósinQ (1132) 


PesVr Ois i+ vi- 3 | 


It is seen from Eq. (11.31) that 
Ок aN, Speed 
AP max» VIZ., amount of gas charged 
а Vr 

Accordingly, to double the refrigerating capacity, one may just double any, or a 
combination of these parameters. In practice, however, it is not so. The increase in 
pressure and speed has an adverse effect also because of friction and thermal 
saturation of the matrix in the regenerator as well as the compressor and expander 
heat exchangers. After reaching an optimum, the increase in p and N in excess may 
actually decrease Qr. 

Other parameters to optimise are 7, « œ and X. As in all refrigerating machines, 
О; increases as 7 decreases, or as Т; increases and Тс decreases. Qg also increases 
as к= V/V; increases. It decreases with X = Vp/Vg. Hence dead volume should be 
as small as possible. Ор is maximum at phase difference angle a around 90°. But it 
is remarkably insensitive to variation of a between 60° – 120°. 

We see that there is an optimum value of volume ratio «for a given temperature 
ratio 7. Thus, if 

Tg = 278 К (5°C), Те = 318 K (45°C) 


_ 318 


T 5 = 1.144, X = 1, а= 90° 


then, optimum volume ratio is found to be 
к-У(/Ус-1.5 
апа specific refrigerating effect becomes 


5 = 0.138 
Pmax Vr opt 


The analysis and optimization given above is for an ideal Stirling cycle refrigerat- 
ing machine. But, there are various factors which affect the performance in an actual 
machine. The major ones are the following: 
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1. Compression and expansion are not isothermal but polytropic. After Schmidt, 
the next major contribution to the theory was made by Finkelstein” ? who 
considered variation in the temperature of the two spaces. 

2. Heat transfer processes in the compressor and expander are irreversible. 
There is a finite temperature difference between the working fluid and the 
medium on the other side. 

. Dead volume ratio may be large. 

4. Regenerator efficiency is less than unity. Accordingly: 

Gas cooled from Tc to Ту > Тр 
Gas heated from Ту to Т < Т. 

5. Aerodynamic losses in the compressor, expander, heat exchangers, regenera- 
tor and connecting lines are present. 

6. Heat gain of expansion space from surroundings and heat leakage from hot 
space to cold space will also offset refrigerating effect. 


о 


Note А factor ој safety of 3 is recommended to account for these. 





Example 11.6 Theoretical Stirling Cycle Calculations 
In a Stirling cycle refrigerating machine operating at Тє = 318 К and Tg = 278 К, 
the volumes of the cylinders are: 

Vo = Vg =6 x10? n? 

The dead volume ratio is X = 1.5. The phase difference angle is œ = 90°. The 
speed of the machine is 720 rpm. The working fluid is charged so much as to 
give a maximum pressure of Pmax = 20 bar. 

Find the refrigerating capacity, power, consumption and mean and minimum 
pressures of the ideal cycle. 


Solution The temperature ratio is 7 = Т-/Т- = 1.144, and swept volume ratio is 
к= Vc/Vg = 1. Now 








S= 2X7 -1.6007 
1+7 
JP + к? + 2тк сова 
6- - 0.2843 
т+к+ 285 
д= ian! Б = 61.6? 
T + К СО$@ 
sin Ө = 0.6581 





л 1-6 бѕһө 
б. == 2 | = 0.112 
ma Pmax Vr l+K LO 4 aA a 40 
Ор = 0.112 (20 x 10°) (2x 6 x 107) = 26.9 J 
Refrigeration capacity, power consumption and pressures 


26.9(720) 
6 


Ок = Qp М/60 = = 323 У 


W = ОБ/СОР = (7- 1) О; = 46.5 W (Actual) 
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1-4 214.93 bar 
1-6 


р теап = р тах 


= 2) =11.14 bar 


Pmin = Pmax (= 


11.6.8 Design Aspects of Regenerator 


The regenerator is a critical component in Stirling machines. The regenerator effi- 
ciency should be close to 0.98 to 1. A 1% reduction in efficiency results in 21% reduc- 
tion in Ор at 75 K. At the same time, heat exchange in regenerator is very large, viz., 
Оввс = 10 to 50 Ор 

Hence, the desirable properties of regenerator matrix material are: 

(a) High heat capacity (high density and specific heat). 

(b) Large thermal conductivity. 

(c) Low pressure drop inspite of large heat-transfer surface of matrix. 

Comparing a few materials, Table 11.5 clearly highlights that MS pipe can be 
used for the casing, while copper would be the best choice for the matrix. 


Table 11.5 Comparison of regenerator materials 


Bronze 





С kJ/kg.K 0.343 
к, W/m.K 26 





After choosing the material, it is also very important to select a mesh number of 
proper size. The mesh wire diameter d,, should be optimum. 
(a) If d, is too small, heat penetrates to the centre before the blow time expires. 
This means storage volume is insufficient. 
(b) ГҒа, is too large, heat does not penetrate to the centre within the blow time. 
This means some volume does not contribute to storage. 
Consequently, it is important to select a mesh size for given operating conditions, 
viz., working fluid, pressure, temperature, mass/volume flow rate, speed, etc. 
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È 
À Revision Exercises 


11.1 An open air refrigeration system operating between pressures of 16 bar and 
1 bar is required to produce 33.5 kW refrigeration. The temperature of air 
leaving the refrigerated room is —5?C and that leaving the air cooler is 30°C. 
Assume no losses and clearance. Calculate for the theoretical cycle: 

(i) Weight rate of air circulated per minute. 

(ii) Piston displacement of compressor and expander. 
(ш) Net work 
(iv) COP. 

11.2 A dense air machine operates between 17 bar and 3.4 bar. The temperature of 

the air after the cooler is 15°C and after the refrigerating coils is 6°C. Determine: 
(i) Temperature after expansion and compression. 

(ii) Air circulated per minute/TR. 

(iii) Work of the compressor and expander/TR. 

(iv) Theoretical COP and hp/TR. 

11.3 A dense air machine is to produce 10 tons of refrigeration with a compressor 
entrance pressure of 4.5 bar and a temperature of 0?C. The compressor dis- 
charge pressure is 20.5 bar. A pressure drop of 0.6 bar takes place in the air 
cooler and of 0.2 bar in the refrigerating coils. Assume the following pressure 
drops due to throttling in valves: 

Compressor suction 0.2 bar 
Compressor discharge 0.4 bar 
Expander admission 0.3 bar 
Expander exhaust 0.15 bar 
The air temperature leaving the cooler is 38.5?C. Also assume the indices of 
the compression and expansion processes as 1.25 and 1.35 respectively. The 
clearance factor of the compressor is 2 per cent, and its mechanical efficiency 
is 0.8. Neglect the heat losses in piping. The compressor and expander are 
double-acting. Calculate: 
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(i) Refrigeration per kg of air and kg of air circulated per min. 
(ii) Water flow required per min, the rise in temperature of water being 8°C. 
(iii) Indicated work of compressor and expander. 

(iv) Horsepower. 

(v) Water required in the compressor jacket for 5.5°C rise. 

(vi) Volumetric efficiency of the compressor. 

(vii) Piston displacement. 
(viii) Bore, stroke and rpm of the compressor, stroke/bore ratio = 1.3. 

11.4 An air-cycle unit operating on the simple system is designed for the following 
conditions: 7.5 kg/min of conditioned air, air entering the turbine at 4.4 bar, 
cabin pressure 1 bar, dry air rated discharge temperature of — 6°C and a tur- 
bine efficiency of 80 per cent. 

(a) At what temperature does the air enter the turbine? 

(b) How much power does the turbine supply to the fan? 

11.5 (a) For an air cycle refrigeration system, the highest refrigeration tempera- 
ture is 15°C and the exit temperature of the air from the cooling coils is 
40°C. Find the minimum pressure ratio necessary for producing refrigera- 
tion at 1 atmosphere pressure. 

(b) If the capacity of the plant is 33.3 kW and the pressure ratio is 4, calculate: 
(i) The weight rate of air circulated. 
(ii) Theoretical displacements of the compressor and expander. 
(iii) The theoretical horsepower of the plant and its COP. 

11.6 Dry air is supplied to the cabin superchargers of an aeroplane at | bar and is 
discharged at 2 bar and 135°C. Twenty-five kilograms per minute of this air is 
supplied to the primary intercooler of an air cycle refrigeration system. Deter- 
mine: 

(a) The air temperature leaving the intercooler if 25 kW heat is removed. 
From the intercooler, the air enters a secondary compressor where the 
pressure is increased to 3.2 bar. Determine: 

(b) The discharge air temperature. 

(c) The compressor horsepower (mechanical efficiency = 86%). The air 
then flows through a secondary intercooler and 38 kW heat is removed. 
Determine: 

(d) The air temperature leaving the secondary intercooler. The air then 
enters an expansion turbine (n = 1.3), where the pressure is dropped to 
1.02 bar. Determine: 

(e) The final discharge air temperature. 

(f) The work recovered from the expansion turbine (mechanical efficiency 
- 65%). 

(в) The kW of refrigeration developed if air is allowed to be heated to 24°С. 

11.7 (a) Anaircraft is flying at a speed of 1000 km/h at a height where the surround- 
ing air pressure and temperature are 0.35 bar апа - 15°C. Calculate the 
limiting temperature to which air can be cooled after compression. 

(b) A reduced ambient cycle is used in the above aircraft refrigeration 
system. The pressure ratio of the jet compressor is 3. Effectiveness of the 
air cooler is 0.75. Determine DART and COP of the cycle. 
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Vapour-Absorption System 


12.1 g .. SIMPLE VAPOUR-ABSORPTION SYSTEM 
The function of the compressor in the vapour-compression system is to continuously 
withdraw the refrigerant vapour from the evaporator and to raise its pressure and 
hence temperature, so that the heat absorbed in the evaporator, along with the work 
of compression, may be rejected in the condenser to the surroundings. 

In the vapour-absorption system, the function of the compressor is accomplished 
in a three-step process by the use of the absorber, pump and generator or reboiler as 
follows: 

(i) Absorber: Absorption of the refrigerant vapour by its weak or poor solution 
in a suitable absorbent or adsorbent, forming a strong or rich solution of the 
refrigerant in the absorbent/adsorbent. 

(ii) Pump: Pumping of the rich solution raising its pressure to the condenser 
pressure. 

(ій) Generator or Desorber: Distillation of the vapour from the rich solution 
leaving the poor solution for recycling. 

A simple vapour-absorption system, therefore, consists of a condenser, an 
expansion device and an evaporator as in the vapour-compression system, and in 
addition, an absorber, a pump, a generator or desorber and a pressure-reducing valve 
to replace the compressor. The schematic representation of the system is shown in 
Fig. 12.1 in which various components of the system are arranged according to their 
pressures and temperatures. The refrigerating effect is shown as Ор at temperature 
Ty and the heat rejected іп the condenser as Q, at temperature Т, = Т, of the 
environment. The compressor work is replaced by the heat supplied in the generator 
О, plus pump work Ор. Cooling must be done in the absorber to remove the latent 
heat of the refrigerant vapour as it changes into the liquid state by absorption by the 
weak solution. Let this heat rejected in the absorber be Q, at absorber temperature 
T, = T,. Then the energy balance of the system is 


Qo + Op + О, = Qc + 04-0, (12.1a) 


where Q, represents the net heat rejected to the environment. 
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Fig. 12.1 Schematic representation of simple vapour absorption system 


The pump work Ор-- І vd р, is very small compared to Фе compressor work in 


the vapour compression system, as the specific volume v of the liquid is extremely small 
compared to that of the vapour (0; << о,). The energy consumption of the system is 
mainly in the generator in the form of heat supplied О). 

Generally, calculations for the vapour-absorption system are based on a unit mass 
of the refrigerant vapour distilled from the generator. All heat and mass flow quan- 
tities per unit mass of the vapour are then referred to as specific quantities. Thus, if 
D is the mass of the vapour distilled, then the various specific heat quantities are 


Q Qp 
= =, gp = ==, and so on. 
pm 


The energy balance equation per unit mass of the vapour distilled is then 
do + dp + q, = dc + Qa = 4, (12.1b) 
The overall coefficient of performance may be denoted by 4 and is expressed as 


$= Energy supplied 


=— —( (12.2) 
Ал + ФР Я — do 
= дојау; neglecting pumpwork which is small compared to q}. 


40 


Refrigerating effect 








12.2 OM MAXIMUM COEFFICIENT OF PERFORMANCE OF A 
“~~ HEAT OPERATED REFRIGERATING MACHINE 


The vapour-absorption system is a heat-operated refrigerating machine. It may 
be considered as a combination of a heat engine and a refrigerating machine as 


The McGraw-Hill companies 


404 Refrigeration and Air Conditioning 


illustrated in Fig. 12.2. The energy supplied to the system is in the form of heat Q, at 
temperature Т,. The thermodynamic cycle is considered to comprise of a heat-en- 
gine E cycle, operating between the heat source temperature Т, and the temperature 
of heat rejection Т), and a refrigerator R cycle operating between the refrigeration 
temperature Tọ and temperature of heat rejection T,. The work done in the heat 
engine part of the cycle is equal to the work requirement of the refrigeration part of 
the cycle. Thus, one may write for the COP of the cycle 


ra Wy % 


О, О, wW Па X E. 
which implies that the COP of a heat-operated refrigerating machine is equal to the 
product of the thermal efficiency of the heat engine part of the cycle and the coeffi- 
cient of performance for cooling of the refrigeration part of the cycle. Accordingly, 
COP ¢ of vapour absorption system expressed by Qy/Q, should not be compared 
with COP £ of vapour compression system which is Qy'W. 





T Temperature of 
h Heat Source 











Од 
Т, | Condenser and Absorber 
| 1 Тетрегашге 
| Ос 
| Е (8) 
AQ 
To : Refrigeration 
Temperature 


Fig. 12.2 Representation of a heat-operating machine as a combination 
of a heat engine and a refrigerator 


The COP of a heat-operated refrigerating machine should, therefore, be maxi- 
mum when each of the two terms has a maximum value which would be so when 
both are equal to their respective Carnot values. Thus 


1, - T, To 
= х Е, = 
d Пс С Carnot | Т, I Т, Е T 


_ || _5 |__ 
- ( a" (12.3) 


It can be seen from the above expression that the COP depends on temperatures 
Ту, Т, and T, and in order for it to be high one should have: 
(1) Temperature T, of the heat source as high as possible, 
(ii) Temperature Т, of the heat sink as low as possible, and 
(iii) Temperature 7, of refrigeration as high as possible. 
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Note However, absorption system is not a reversible cycle. There is a degree of irrevers- 
ibility due to mixing of refrigerant and absorbent. Its COP, first, increases with increase in 
generator temperature, it reaches an optimum value, and then it starts decreasing as a 
result of increase in irreversibility at high generator temperatures. 

In the vapour-absorption cycle, the system formed by the generator-valve- 
absorber-pump may be considered to represent the heat engine part of the cycle. 
This part in which only the refrigerant-absorbent solution circulates, is named as the 
solution circuit. On the other hand, the condenser-expansion device-evaporator form 
the usual refrigeration part of the cycle. This part is named as the refrigerant circuit. 

It may be noted that, in case, the condenser and absorber temperatures are not the 
same and аге equal to Tç and Т, respectively, then the maximum possible СОР is 
given by 
p-m Th 

ћ 1-1, 





Cane = (12.4) 





Example 12.1 Іп а vapour-absorption refrigeration system, the refrigeration 
temperature is — 15?C. The generator is operated by solar heat where the tem- 
perature reached is 110°C. The temperature of the heat sink is 55°C. What is the 
maximum possible COP of the system? 


Solution T)=273-15=258K 
T, = 273 + 110 = 383 К 
Т, = 273 + 55 = 328 К 
383 – 328 258 
Е = x 
383 328 – 258 





= 0.0914 х 3.69 = 0.34 





Note Thus, the COP of 0.34 of the heat-operated vapour absorption system is equivalent 
to COP of 3.69 of vapour compression system in this case. 


12.3 Chat .. COMMON REFRIGERANT-ABSORBENT SYSTEMS 
Some of the desirable characteristics of a refrigerant-absorbent pair for an absorp- 
tion system are low viscosity to minimize pump work, low freezing point and good 
chemical and thermal stability. Irreversible chemical reactions of all kinds, such as 
decomposition, polymerization, corrosion, etc., are to be avoided. 
In addition to the above, two main thermodynamic requirements of the mixture are: 
(i) Solubility requirement: The refrigerant should have more than Raoult’s law 
solubility in the absorbent or adsorbent so that a strong solution, highly rich 
in the refrigerant, is formed in the absorber by the absorption of the refriger- 
ant vapour. 

(ii) Boiling points requirement: There should be a large difference in the nor- 
mal boiling point of the two substances, at least 200?C, so that the absorbent 
exerts negligible vapour pressure at the generator temperature. Thus, almost 
absorbent-free refrigerant is boiled off from the generator and the absorbent 
alone returns to the absorber. If absorbent vapour goes with the refrigerant 
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vapour to refrigerant circuit, the refrigeration produced will not be isother- 
mal. In case a solid adsorbent is used, it does not exert any vapour pressure. 
Thus, pure refrigerant vapour only will go to the refrigerant circuit. 

The two commonly used pairs are those of refrigerant NH, + absorbent H,O, and 
refrigerant H,O + adsorbent LiBr,. 

In the ammonia-water system, ammonia is the refrigerant and water is the absorb- 
ent. Ammonia forms a highly non-ideal solution in water. Hence, from the point of 
view of the solubility requirement, it is satisfactory. But the difference in their boil- 
ing points is only 138°C. Hence the vapour leaving the generator contains some 
amount of water. 

Thus, the ammonia-water system is not suitable from the point of view of the 
boiling point requirement. 

In the water-lithium bromide system, water is the refrigerant and lithium bromide 
is the adsorbent. Hence the mixture is used only in air-conditioning applications 
since water freezes at 0°C. The mixture is again non-ideal and is satisfactory from 
the point of view of the solubility requirement. Since lithium bromide is a salt, it 
exerts no vapour pressure. So the vapour leaving the generator is a pure refrigerant. 
The mixture, therefore satisfies the boiling point requirement also. However, it is 
corrosive and the plant works under high vacuum, both in condenser and evaporator. 
Hence, a purge unit is used. 

The thermodynamic properties of the aqua-ammonia system are available in the 
form of Jennings and Shannon’ tables. These tables give values of saturated liquid 
and vapour enthalpies, equilibrium temperatures and vapour compositions as a func- 
tion of pressure and liquid composition. Kohloss and Scott® developed a diagram 
based on similar data by Scatchard.!° 

The enthalpy composition (h — 4) diagram for the aqua-ammonia system is due to 
Merkel and Bosnj akovic. An advantage of this diagram is that it makes it possible 
to geometrically represent the complete vapour-absorption cycle. There are auxil- 
iary lines on this diagram which are used to locate the equilibrium vapour state, say 
A”, corresponding to a certain liquid state, Say A’, by drawing a tie line and vice 
versa, as shown in Fig. 4.19. 

The properties of H,O – LiBr, system were established by Rosenfeld and 
Karnaukh?, Lower and McN eely.!! An enthalpy-composition diagram is available 
for the liquid mixture. The vapour phase consists of pure water only. Some data in 
the form of vapour pressure, specific heat, specific weight and differential heat of 
mixing have been given by N iebergall.? 


Research work is in progress on various other refrigerant absorbent combina- 
tiong! 25 ® 10, 17, 18, 21 


12.4 Цу MODIFICATIONS ТО SIMPLE УАРОЯК- 


~ ABSORPTION SYSTEM 


There are two drawbacks in the simple vapour-absorption cycle. These are: 
(1) Low temperature of the rich solution entering the generator and high tempera- 
ture of the poor solution entering the absorber. 
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(ii) Presence of absorbent in the vapour leaving the generator and going to 
refrigerant circuit. 


The two are separately discussed along with proposed modifications. 


12.4.1 Using Liquid-Liquid Heat Exchanger in the Solution Circuit 





Referring to Fig. 12.3, it is observed that in 


th 
the simple system, saturated rich solution at 4 


‚рк = Const. 











at refrigerant concentration ан іп ће Паша Sy 

phase must be heated from the absorber 2. laic 

temperature f, to the bubble temperature 1) at = с 5 8 

the generator pressure, whereas the saturated | = 5 2 & 

poor solution at 2 from the generator attem- — _ оф 5 5 
& 


perature 1, and refrigerant concentration ET 
again in the liquid phase must be cooled to 3 
temperature t, in the absorber. This is ineffi- 
cient since useful heat must be added in the 
generator and the same must be rejected in the 


po = Const. 























EL L 
absorber. a Р LI 


The system can be improved by incorpo- 
rating a regenerative heat exchanger between 
the poor and rich solutions. This will reduce 
the amount of heat added in the generator and 
hence increases the COP, and decrease the amount of heat rejected in the absorber. 
The sizes of the generator and absorber will also be reduced. This heat exchanger is 
called a liquid-liquid heat exchanger. In such a case, the state after heating of the 
rich solution at 1a will be a subcooled state below the saturation temperature at 1 at 
pressure р. 


Fig. 12.3 Diagram showing cooling 
of poor solution and 
heating of rich solution 


12.4.2 Using Analyser—The Exhausting Column, and Dephlegmator—The 
Rectifying Column 

In a system like that of ammonia-water, the vapours distilled from the generator 

contain a considerable amount of absorbent vapour which subsequently reaches the 

evaporator after condensation. As a result, evaporation would not be isothermal and 

the required low temperature would not be reached in the evaporator as illustrated 

in Fig. 12.4. 

The temperature entering evaporator at the beginning of evaporation is top and 
leaving evaporator is to, which is equal to maximum permissible refrigeration tem- 
perature. The temperature after complete evaporation is very high, equal to the dew 
point temperature at evaporator pressure and composition. 

Let pọ be the required evaporator pressure with pure refrigerant corresponding 
to evaporation temperature £y. With the mixed vapour at V with concentration 
e leaving the generator in equilibrium with the boiling poor solution at L with 
concentration E , the condensate is at point 6 at pressure p, and temperature tç of the 
condenser. 
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рк = Const. 


Po = Const. 


po = Const. 
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a Pure 
бмна —- Refrigerant 


Fig. 12.4 Effect of presence of absorbent in evaporator 


The temperature at the end of throttling to py and complete evaporation is tg in the 
case of refrigerant mixed with absorbent instead of t; = tg = fọ, = tọ, with the pure 
refrigerant at pressure pọ. In order to obtain maximum permissible refrigeration tem- 
perature fy = tọ, at the end of evaporation, it is necessary to have expansion to a 
lower evaporator pressure рў instead of ро. The liquid entering the evaporator at 
first evaporates somewhat like a pure substance at pressure рў corresponding to 
temperature fy = t;*. The liquid gradually becomes weaker in the refrigerant and at 
the end of partial or incomplete evaporation to 87, it reaches temperature to, = ig ; 
Thus, evaporation is incomplete. 

Not only is the evaporator pressure reduced due to concentration EY being less 
than unity, it can be seen that the rich solution concentration at the given absorber 
temperature f, is also reduced, say, from & to 27 , because of a lower absorber 
pressure. This will ultimately result in a smaller difference in the rich and poor solu- 
tion concentrations and hence a lower COP as explained in Sec. 12.5.3. 

We thus see that there are three adverse effects of the absorbent vapour from the 
generator entering the refrigerant circuit. These are the following: 

(i) Evaporator pressure has to be lowered from pg to Po to attain the required 

refrigeration temperature of tọ = fo. 

Gi) Rich solution refrigerant concentration decreases from 4.10 ét, thus increas- 
ing rich solution circulation f and decreasing COP. 

(ш) Evaporation is incomplete. АП the liquid does not evaporate. Part of the 
liquid has to go to the absorber without producing any refrigerating effect. 
Hence, COP decreases further. 
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Example 12.2 With assumed numerical values, examine the effect of pres- 
ence of water in vapour leaving generator in NH;—H,O system on solution 
circulation rates, refrigeration temperature and COP. 


Solution Consider following condenser and evaporator temperatures: 
= 1с = 50°С, ty = — 17.59С 
Assuming pure ammonia vapours аге evolved іп generator, we have for pressures 
from the table of properties of ammonia: 
Pk = (Ра зоес = 20.33 bar 
Ро = Psav)-17.5°C = 2.25 bar 
Now, if generator temperature is f, = 156°C, we have for poor solution concentra- 
tion of NH, 
él = 0.2 (sat. liq. at 20.33 bar, 156°C) 
and if absorber temperature is t4 = 40°C, we have for rich solution concentration of 
NH3. 
é = 0.34 (sat. liq. at 2.25 bar, 40°C) 
The concentration of МН; in vapour leaving generator 
é, = EY = 0.73 (sat. vap. at 20.33 bar, 156°C) 





Specific Solution Circulation Rates Then, from Eqs (12.7) and (12.8), we have 
per unit mass of vapour leaving generator, circulation rates of rich solution leaving 
absorber and poor solution leaving generator respectively as 


ja 44-6, _ 073-02 0.53 
č. — 6, 034-02 014 
f- 1 =2.8 kg/kg vapour 

But, the difference in N.B.P. of NH3(—33°C) and that of H,O (100°C) is small, 

only 133°C. The consequences of the same are the following: 

(i) Considerable amount of absorbent water is present in the vapour leaving 
generator. This goes to the refrigerant circuit. It is equal to (1 — 2) = 1 — 0.73 
= 0.27 (27%) in this case. 

(ii) As a result, temperature of — 17.5°C would not be attained after throttling to 

2.25 bar. 

(iii) To attain this temperature, an evaporator pressure lower than 2.25 bar would 

be required. 

(iv) Let the throttling be done to an evaporator pressure of p - ] bar. Even with 

this low pressure, the temperature attained after throttling would be to, == 
199С only. 
After complete evaporation, the temperature of this liquid-vapour NH4/H;O 
mixture would be as high as B = 76°С (Fig. 12.4). As the maximum refrigera- 
tion temperature required is ty, = –17.5°С, itis seen that only a small fraction 
of the mixture could be allowed to evaporate. The rest would have to go to the 
absorber, along with vapour, without producing any refrigerating effect. 
Hence, Qg would be very much reduced. 








- 3.8 kg/kg vapour 


(v 


~ 
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(vi) Further, with the lowering of absorber pressure to 1 bar, the new rich solution 
concentration would be 


Pt — 0.234 (sat. liq. at 1 bar, 40?C) 


Thus, 25-4 = 0.235 – 0.2 = 0.035 would become very small resulting in 
extremely large solution circulation rates fand (f— 1), and hence large quantity 
of heat added in generator, as seen from Eq. (12.9), and very low COP. 

To return the absorbent to the generator and to allow, as far as possible, only 
the refrigerant vapour to enter the condenser, two elements are added to the simple 
absorption system. These are: 

(i) The analyser or the exhausting column. 

(ii) The dephlegmator and rectifier or the rectifying column. 

The analyser or the exhausting column is installed on top of the generator as 
shown in Fig. 12.5. The vapour, leaving the generator with refrigerant concentration 
é * in equilibrium with the boiling poor solution having concentration E enters the 
analyser at 2" (Fig. 12.7). As it travels upwards, counterflow to the entering rich 
solution at 1 with concentration E the vapour encounters heat and mass exchange 
with the falling rich solution ultimately leaving the analyser enriched in the refri- 
gerant with vapour concentration €, = &; < d in equilibrium with the rich solution 
having concentration nd 


1а, p | 


——5, ба = EY = 65 


| An: Analyser or Ed ée 


Exhausting Column 
——À 
Ов-- = D: Dephlegmator 


A 


it 


— R: Rectifier or 
А | Rectifying Column 










































































А = 2, éL 6 Y 5, ба 
Оһ у ш Опр 
Fig. 12.5 Analyser ог exhausting Fig. 12.6 Dephlegmator and 
column rectifying column 


We see from Fig. 12.7 that this method has the additional advantage of returning 
some heat from the vapour to the generator in the form of preheating of the rich 
solution from Гү, to f; to t; with simultaneous cooling of the vapour from t, to t; = fy. 

The enriched vapour from the generator-analyser now enters the dephlegmator or 
the rectifying column as shown in Fig. 12.6 wherein heat is removed from the vapour 
by the circulation of a cooling medium. The leaving state 7” of the vapour is deter- 
mined by the temperature 1; = tg of the cooling medium (Fig. 12.7) at the end of the 
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rectifying column. A part of the vapour is condensed at 7” and is returned as drip 6 to 
the analyser. The leaving vapour having concentration ó, (higher than & goes to the 
refrigerant circuit. In the rectifying column, heat Ор is rejected to the cooling medium. 





рк = const ба 





























ЕЕ A ба бе 


г ё — 


Fig. 12.7 Thermodynamic processes of analyser and exhausting and 
rectifying columns on h-é diagram 


The latter method of increasing the refrigerant concentration of the vapour has a 
drawback in that it involves a loss of useful heat added in the generator which is 
rejected to the cooling medium in the dephlegmator. The drip returns to the genera- 
tor and has to be evaporated again. The conditions under which the use of a 
dephlegmator would improve the COP would depend on the working pair being 
used and the operating conditions. 


Note It тау be noted that the use of analyser and dephlegmator is not necessary in the 
case of systems such as lithium bromide-water in which case the absorbent does not exert 
any significant vapour pressure at all. 


12.5 un ACTUAL VAPOUR-ABSORPTION CYCLE AND 
~~~ ITS REPRESENTATION ON ENTHALPY- 


COMPOSITION DIAGRAM? !! 
Figure 12.8 shows the schematic arrangement of the actual vapour-absorption cycle 


and Fig. 12.9 presents its thermodynamic cycle on the h — 4 diagram. The system 
consists of generator G, analyser AN, dephlegmator D and condenser C on the high 
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pressure side, and evaporator E and absorber A on the low pressure side. Pump P, 
expansion valve VI and pressure-reducing valve VII separate the two sides. In 
addition, liquid-vapour heat exchanger HE I and liquid-liquid heat exchanger HE II 
are also provided. 
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Fig. 12.8 Schematic diagram of actual vapour absorption system 















































The vapours at 5, distilled from the generator-analyser, enter the dephlegmator. 
The vapours from the dephlegmator with higher concentration of the refrigerant at 7 
then enter the refrigerant circuit, whereas the drip at 6 returns to the generator- 
analyser. The vapours are condensed to 8 in the condenser, precooled to 9 in the 
liquid vapour regenerative heat exchanger and throttled to 10 before entering the 
evaporator. The state 10 is at the same point as state 9 on the h-¢ diagram as both 
enthalpy and composition remain the same before and after throttling. The 
refrigerant entering the evaporator at 10, leaving the evaporator at 11 and the liquid 
vapour heat exchanger at 12, comprises of a liquid plus vapour mixture. The 
refrigerant is finally absorbed by the poor solution at 2 returning from the generator 
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after being cooled in the liquid-liquid heat exchanger to 3 and throttled to 3a, 
whereas the rich solution from the absorber at 4 is pumped to 4a and heated to la 
before entering the analyser. 





Pk 


























L 1 -h (f— 1) | 


f 


é—— 











Fig. 12.9 Representation of vapour-absorption cycle on h-ó diagram 


The state points 1, 2, З and 4 can be located on the л- diagram according to their 
temperatures and compositions as the enthalpy of liquid is independent of pressure. 
Also, point 3a lies at 3 only (isenthalpic process) and point 4a lies approximately at 
4 itself as the pump work is very small. State point 5 of the vapour is along the 
isothermal tie line drawn from 1. State point 7 is on the tie line corresponding to the 
dephlegmator temperature 1; and condenser pressure ру. Point 8 is the saturation 
state at p, and at the same composition as 7. Point 9 after subcooling of the liquid 
can be plotted according to the temperature and composition and point 10 is at 9 
itself (isenthalpic process). Point 11 is on the tie line corresponding to the evapora- 
tor leaving temperature to, = to and pressure py. The composition is same at 7, 8, 9, 


The McGraw-Hill companies 


414 Refrigeration and Air Conditioning 


10, 11 and 12. Point 12 can be similarly located by knowing the temperature from 
the energy balance of the heat exchanger. 


12.5.1 Absorption-System Calculations 


The thermodynamic analysis of the vapour-absorption cycle is based on the 
following three equations which can be applied to any part of the system. 


(i) Mass balance От-0 
(ii) Material balance (or partial mass balance) Хте=0 
(ш) Energy balance УО + Отһ-0 
Thus, if the mass handled by the pump is F and the refrigerant vapour distilled is 
D, then by mass balance, the weak solution returning to the absorber is (F-D). 
Also, applying material balance to the generator-analyser-dephlegmator taking 
the refrigerant, say ammonia, as the material under consideration, we have 
ЕЁ =(Е- D) é, + DÉ, (12.5) 


in which 6. = En бі = & апа e = $ 
represent the refrigerant concentrations of rich solution, poor solution and vapour 
respectively. The superscripts L and V have been dropped. This gives. 
NE -6 
f= — = === (12.6) 
D 6, T ба 


Also, when the rectifier is not used, the vapour concentration is 4, = &, 


f= Ša- Sa (12.7) 
s = e. 
Now, frepresents the quantity of rich solution handled by the pump per unit mass of 
the vapour distilled. This quantity is termed as the specific rich solution circulation. 
The specific weak solution circulation is similarly given by 
ыры ee 

р a = © 

It must be pointed out that these quantities are of great practical importance from 
the point of view of the COP of the system. The lower solution circulation rates will 
ensure a higher COP. It can be seen that f mainly depends on the value оҒ(4.- é). 
The latter quantity is called degasing range. This quantity should be as large as 
possible. This means that £ should be as high as possible, and é, should be as low as 
possible. This will happen when refrigerant has more than Raoult’s law solubility in 
absorbent at the absorber temperature (negative deviation from Raoult’s law), and 
when the N.B.Ps of the refrigerant and absorbent are wide apart. 

Accordingly, both the thermodynamic requirements as stated in Sec. 12.3 would 
be satisfied. 

Further, we see that if the N.B.P. of the absorbent is very high, or if the absorbent 
which is used exerts no vapour pressure at all, then pure refrigerant vapour only will 
leave the generator, so that é, = €, = 1, and we have: 





(12.8) 





= l= ga ап КЕ Le, 
im Gy ба " И | Ge 7 
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We shall now apply energy balance to the individual components of the system 
based on unit mass of the vapour distilled from the generator. 


Solution Circuit Energy Balance Generator without dephlegmator States 5 
and 7 are the same. 


ду t fh, =hs + F-1) hy 


whence 

аһ = hs — hy + f (h - hy) (12.9) 
Introducing an auxiliary quantity defined by 

hy = hy — fh – hia) (12.10) 
we get 

фу =hs—hy (12.11) 


Equation (12.9) shows that the heat added in the generator depends upon specific 
solution circulation /. 
Generator with dephlegmator q,+fhig=h,+(f-\)ho+ др 
whence 
Фу = Ny - hy + f(h; – hy), + qr 
= (h, — hy) + др (12.12) 
Liquid-liquid heat exchanger П Points 3, 4a and la represent subcooled liquid 
states at pressure ру. Let qy represent the heat transfer in heat exchanger II. Then 
qu = F- 1) C, (t, - 15) 
= fC, (tia — t4) (12.13) 
where 1, and t, are generator and absorber temperatures, and C, and С, are the spe- 
cific heats of the poor and rich solutions respectively. Thus 


f-1C 








Similarly 
а= + LL (һ,- ћу) (12.15) 


Since the specific heat of weak ammonia solution is smaller than that of the strong 
solution and also since (/- 1) is less than f, it is seen that 


(ta — t4) < (t, — 5) 


Absorber qa + fh, = hy + f- 1) №, 
whence 

qa = hy — hy + f (h; — һу) (12.16) 
Introducing another auxiliary quantity for the absorber defined by 

hy = ћу — filly — ha) (12.17) 
we get 

qa = ћу – Рд (12.18) 


Since h, = h, and h4 = h44, we can see from Eqs (12.10) and (12.17) that hy = hy. 
Pump Тһе pump work is given by 

qp = 04 (py — Ро Np (12.19) 
where 77, is the pump efficiency. 
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Refrigerant Circuit Energy Balance The mass flow rate as well as the composi- 
tion is the same at all sections. 


Condenser 

Ic = Р; – hg (12.20) 
Liquid-vapour heat exchanger І 

qı = hg - һу = hy — ћу (12.21) 
Expansion valve V I 

hg = ho (1-20) h+ z hip (12.22) 
This along with the material balance equation 

б-бо-(1-2 o+ z Šio (12.23) 


can be solved by trial and error to get the temperature 1) = to, after expansion and at 
inlet to evaporator. Symbol z is used here for vapour dryness fraction (instead of x) 
since x denotes liquid mole fraction in the case of mixtures. 
Evaporator 

qo = ћу — hio (12.24) 
The overall energy balance gives 

4, + do + Ip = dc + dA + dg = dk 


12.5.2 Auxiliary Quantities 


It can be seen from Fig. 12.9 that if points 2 and la are joined by a line and the 
straight line is extended to meet the vertical line corresponding to the leaving vapour 
concentration 4, at Н, then the projections of 2-1a, 1a-H and 2-H on the abscissa are 
proportional to 1, (f — 1) and f respectively. Also, the enthalpy at H is given by 
hy = hy - 0 - hia) (12.25) 
which is the same as the auxiliary quantity for the generator as defined in Eq. (12.10). 
Similarly, if one joins points 3 and 4 and extends the line to meet the same verti- 
cal at A, then we get the auxiliary quantity for the absorber 
hy = h; —f(h3 – h4) (12.26) 
as defined by Eq. (12.17). 
These auxiliary quantities make it possible to geometrically represent the genera- 
tor and absorber heat quantities on the h-¢ diagram as shown in Fig. 12.9. 


12.5.3 Rich and Poor Solution Concentrations 


As stated earlier, the specific solution circulation fis a very significant quantity. The 
larger the value of f, the more is the pump work. Higher solution circulation rates of 
both rich and poor solutions involve larger pressure drops in the system and hence 
still more pump work. In addition, as seen from Eq. (12.9), a higher value of fresults 
іп a larger heat input to the generator q; and hence a lower COP. Also, the heat 
rejected in the absorber q4 is more. And hence high f implies larger sizes of both 
generator and absorber and accompanying losses in addition to a lower COP. 

It is, therefore, desirable to have fas small as possible. It is seen from Eq. (12.6) 
that for f to be small, the degasing range (4.- é, ) should be as large as possible. 
In other words, the rich-solution concentration & should be as high, and the poor- 
solution concentration €, should be as low as possible. 
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The absorber pressure in the absorption system is equal to the evaporator 
pressure p, and the generator pressure is similarly equal to the condenser pressure 
р. Hence at a given generator pressure, the poor solution concentration is deter- 
mined by the heating temperature 1,, and at a given absorber pressure, the rich solu- 
tion concentration is determined by the cooling temperature t4. The higher the г, the 
lower is £,. And lower the 14, the higher is £,. Hence the generator temperature 
should be as high as possible, whereas the absorber temperature should be as low as 
possible. 





Example 12.3 Іп an ammonia-absorption system with an analyser but with- 
out a dephlegmator the following data are given: 
Condenser pressure 20.3 bar 
Evaporator pressure 2.1 bar 
Generator temperature 156°С 
Absorber temperature 40°С 
Determine, per unit mass of the vapour distilled: 
(a) Specific solution circulation rates. 
(b) Temperature to, at inlet to evaporator if the liquid from the condenser is 
cooled by 13°C in the liquid-vapour heat exchanger. 
(c) The refrigerating effect if the maximum refrigeration temperature is 5°C. 
(d) The heat transfer in the liquid-liquid heat exchanger. 
(e) The heat added in the generator. 
(f) The pump work. 
(g) The coefficient of performance. 
(h) The heat rejected in the absorber and condenser. 
(i) Energy balance of the system. 


Solution Refer to Figs 12.7 and 12.8. 
At 20.3 bar and 156°C 

Poor solution concentration, & = 0.2 
At 2.1 bar and 40°C 

Rich solution concentration, 4. = 0.34 

Also, the concentration of vapour leaving the analyser, in equilibrium with the 
entering rich solution is 

& = é = 0.913 

It is convenient to put the thermodynamic properties and flow rates at various 
sections in a tabular form as in Table 12.1. 

(a) Specific rich solution circulation rate 


eed, _ 0913-02 
f= 6-6 034-02 
Specific poor solution circulation rate 

f-1=5.1-1=4.1 kg/kg of vapour 
(b) Temperature after condensation 
tg = 53°C (Saturated liquid at 0.913 composition and 20.3 bar). 





= 5.1 kg/kg of vapour 
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Temperature after subcooling 
ty = 53 – 13 = 40°C 
For the throttling-expansion process 


(1 = 2) eng 2 y 4% = É = 0.913 
(1-2) z hys hio = ho = 444 kJ/kg 


Table 12.1 Data for Example 12.3 


Pressure Temperature Concentration Enthalpy Flow rate 
t Ё һ 

^C kg NHykg mixture kJ/kg 

— 0.34 — 
0.2 616 

67 0.2 205 
0.2 205 
0.34 63 
0.34 63 
0.34 — 
0.913 1947 
0.913 507 
0.913 444 
0.913 444 
0.913 1281 
0.913 -- 











There аге two variables, temperature 10 and vapour fraction z. A trial and error 
solution can be obtained by assuming гүр. But in such a solution with the h-é dia- 
gram, point 10 fluctuates greatly. A simpler and quite accurate method is to assume 
the vapour state 10Y at e = | and then join the point 107 to 9 and extend the line to 
intersect the saturated liquid line for 2.1 bar at 10" which gives the temperature after 
expansion and the temperature at inlet to evaporator as 

to, = По = — 16°C 
(c) Temperature after the evaporator 
fy = = 5°С 

Draw the isothermal tie line for 5°C and 2.1 bar. The intersection with с = 0.913 
locates point 11. 

Refrigerating effect 

qo = hy — hio = 1281 – 444 = 837 kJ/kg 
(d) Heat transfer in the liquid-liquid heat exchanger 
а = ({– 1) (h, – №) = 4.1 (616 – 205) = 1685 kJ/kg 
= (а= hj) = 5.1 (hia - 63) 
whence 
hia = 393 kJ/kg 

(e) Heat added in the generator 
аһ = Ns — hy + f (hy — hia) = 1947 – 616 + 5.1 (616 – 393) 

- 2468 kJ/kg vapour 
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(f) Specific volume of the solution at 40°C, at the inlet to the pump 
04 = É, Unn, + (1 — 6) Op,0 = 0.34 (1.726 x 107) + 0.66 (1.008 x 10?) 
= 1.251 x 10° m?/kg 
Pump work 
qp = о, (p, — Po) = 5.1 х 1.251 x 10? (20.3 – 2.1) x 10° 
= 11,600 J/kg = 11.6 kJ/kg refrigerant 





(g) Coefficient of performance 
cop = —%_— = ___В-___ 934 
фу + qp 2468 + 116 
(h) Enthalpy of vapour entering absorber 
һу) = hy, + (hg – ћо)= 1281 + (507 – 444) = 1344 kJ/kg 
Heat rejected in the absorber 
qa = hy — h; + Ја — h4) = 1344 – 205 + 5.1 (205 – 63) 
= 1865 kJ/kg vapour 
Heat rejected in the condenser 
qc = hs — hg = 1947 – 507 = 1440 kJ/kg 
(i) Energy balance 


Heat rejected 
фу = q4 + Ic = 1865 + 1440 = 3305 kJ/kg vapour 
Heat received 
do + Фу + др = 837 + 2468 + 11.6 = 3316.6 kJ/kg refrigerant 


Thus the energy balance checks very closely. 


12.6 У REPRESENTATION OF VAPOUR ABSORPTION 


CYCLE ON In p- i DIAGRAM 

For the representation of the processes of vapour absorption machines, it is 
necessary to develop state diagrams that contain composition. Enthalpy-concentra- 
tion diagram, used for ammonia-water system, is already well-known in this respect. 
Similarly, In p — 1/T diagram, with composition of the mixture as parameter, has 
been adopted for the representation of the vapour absorption cycle, particularly for 
water-lithium bromide system. 

We know that the saturation pressure versus saturation temperature relationship 
of pure substances can be expressed in the form 


„Ме 
Т 
Іп the case of binary mixtures, also, the above relationship can be used for 
composition separately. And, in case there is any heat of mixing of the solution Ah,,, 
the above equation will assume the form 


lnp =a- 
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hg + Ah 
Ет orinpzA- 2 


Inp 2a -b 

It is to be noted that both h, and Ah,, have been assumed to be independent 

of temperature T. It has also been assumed that during boiling in the generator, 

no appreciable quantity of the absorbent is evaporated, meaning that the solvent 

exerts a negligible vapour pressure. This assumption is true for water-lithium 
bromide mixture. 


Thus, In p versus L relation, to a great extent, follows a straight line for a pure 
T 


substance as well as for a mixture. We have one such line for the refrigerant and 
another for the absorbent. We can obtain such straight lines for each composition of 
the mixture. The constant composition lines are parallel if АЛ, = 0. They diverge 
towards higher temperatures if Ah, is positive, and converge if A h, is negative as 
shown in Fig. 12.10. The absorption system refrigerant-absorbent pairs have nega- 
tive heat of mixing. Hence, these lines are convergent for absorption system. 

The Appendix gives the In p —1/T diagram for H,O – Li Br, system. 


< ~ с, 5% S 
| | А Se \ E %, 
a о. 
= 2” bs Ж = 
--1/Т ИТ <—1/T 
т— Т т— 
Ahm Positive Ahm = 0 Ahm Negative 


(a) (b) (c) 
Fig. 12.10 Nature of In p- 1/T lines for mixtures 


Figure 12.11 shows a simple absorption system of Fig. 12.1 with the liquid-liquid 
heat exchanger incorporated in it in addition. The In p —1/T diagram of the cycle in 
Fig. 12.12 represents its working. It is a single-effect H,O — LiBr, vapour absorption 
system since it has one-stage of generation of vapour. The double-effect is described in 
Sec. 12.8. 

Line R on this diagram represents In p“ versus 1/75 relationship of Һе refriger- 
ant (€ = 1). Then, we draw the two horizontal lines corresponding to the condenser 
pressure p, at condenser temperature Т, and evaporator pressure ро at evaporator 
temperature Tọ. The various state points are located as follows: 

State 6 Saturated liquid refrigerant at condenser temperature Те on = 1 line. 


States 7 68 Liquid plus vapour state 7 after throttling, and saturated vapour state 
8 at Ty on <= 1 line. 

State 4 Saturated liquid mixture leaving absorber at pọ and absorber temperature 
14. This gives the refrigerant rich solution concentration С. 

State 4a It lies at 4 itself since its temperature and composition are the same. 
However, it is at pressure p,. Hence, it represents a sub-cooled liquid state. 
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рк = Const. 


In p 


Po = Const. 














To TA Th 
<---1/Т 


Fig. 12.12 Representation of absorption cycle on In р-1/Т diagram 


Note For binary mixtures, we have three independent properties. On a two-dimensional 
plane, the state cannot be exactly represented unless it is a saturation state. 

State 2 Saturated liquid mixture leaving generator at p, and generator temperature 
1. This gives the refrigerant poor solution concentration é. 


State 5 Superheated refrigerant vapour at p, and Ту. It cannot be shown on this 
diagram. 

State 3 Subcooled liquid leaving regenerator after cooling at p, and &. It is as- 
sumed the hot solution from generator is cooled from T, to T}, the saturation tem- 
perature of the solution of composition &, and absorber pressure pp. 


State За Saturated liquid mixture after throttling to absorber pressure po. 


State la Subcooled liquid leaving regenerator after heating at p, and é. Tempera- 
ture 7, is obtained from energy balance of regenerative heat exchanger. Note that 
T,, is lower than Т) which is the saturation state at pressure p, for mixture of refrig- 
erant concentration c. 


12.6.1 Representation of Carnot Processes for Absorption Machines on 
In p- 1/T Diagram 
It is seen from Fig. 12.12 that temperature changes in the generator from T}, to T, = 
T, as the refrigerant vapour is boiled off. Similarly, the temperature changes in the 
absorber from T}, to Т; as the absorption of refrigerant vapour takes place. For 
process to be reversible, both generation and absorption should be isothermal. It is 
seen from Fig. 12.13 that under these conditions of Carnot processes, we have é, = 
č, Thus, degasing breadth/range is zero. The machine would, therefore, need an 
infinite solution circulation rate f. Such a machine would have maximum COP, 
which is impossible to have. 
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Fig. 12.13 Carnot processes for absorption machines on In р-1/Т diagram 


12.6.2 Minimum Generator Temperature for Absorption Machines 


Pressures p, and py are decided by condenser temperature Tç and evaporator tem- 
perature То. Then state 4 in Fig. 12.13 at absorber pressure pọ is located from given 
absorber temperature T}. This decides the rich solution concentration Z,, and state 1. 
In a Carnot cycle machine, ¢, = č, and state 2 is at 1 itself. This Т, is equal to Т, the 
theoretically minimum generator temperature required for given Те, T, and 7,. It is 
much above the ambient temperature. On account of other irreversibilities, the re- 
quired minimum temperature in generator is still higher. 


Note It is thus seen that an absorption cycle cannot be devised simply from a heat source 
having temperature higher than the ambient temperature. To make the absorption system 
possible, its temperature should be above this Т, ,. 


12.7 У .. PRACTICAL SINGLE-EFFECT WATER-LITHIGUM 


~ ВКОМІрЕ ABSORPTION CHILLER 


Several Inc., U.S.A. developed an absorption machine which uses solution of lithium 
bromide in water, water being the refrigerant and lithium bromide which is a highly 
hygroscopic salt-the adsorbent. Thus the solution leaving the absorber, being rich in 
refrigerant water, is a weak solution of salt in water. But for the sake of consistency, 
we shall continue to use 4. to denote the refrigerant concentration which, in this 
case, will mean the concentration of water in the solution leaving the absorber. Simi- 
larly, the solution returning from the generator is a strong solution of lithium bro- 
mide in water, but it being still poor in refrigerant water, &, will, therefore, denote 
the concentration of water in the solution leaving the generator. The corresponding 
lithium bromide concentration will then be (1 – é) and (1 – £) respectively. 
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The salt does not exert any vapour pressure. So the vapour leaving the generator 
is a pure refrigerant (water vapour). Therefore, the analyser and dephlegmator do 
not form a part of the system. The equipment is normally designed for chilled-water 
applications with a flash system as shown in Fig. 12.14. 
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Fig. 12.14 Single-effect water-lithium bromide absorption chiller 


The generator and condenser are housed in the single-cylindrical vessel 1 and the 
flash evaporator and absorber in another similar vessel 6. Water is boiled off from 
vessel 1 by the steam coils 4. The vapour is condensed over the condenser cooling 
water coils 2 and collected in the tray 3. The condensate is flashed through expan- 
sion valve 5 into the vessel 6. The refrigerant water is collected in the tray 8. Chilled 
water is circulated by the pump 12 and is returned to the system at 13. 

The strong brine from vessel 1 flows by gravity through the heat exchanger 7 and 
the pressure reducing valve 9 to the vessel 6. The flashed water vapour filling the 
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space in 6 is absorbed by this solution. The absorber heat is removed by the cooling 
coils 10. Again, there is separate cooling water line for the absorber. The weak salt 
solution leaving the absorber is then returned to the generator by the pump 11 
through the liquid-liquid regenerative heat exchanger 7. 
Thus, we see that there are three kinds of water flowing in the system: 
(i) Refrigerant water. 
(ii) Chilled water (secondary refrigerant). 
(iii) Cooling water. 

The chilled water, used as a secondary refrigerant, and refrigerant water are kept 
separate. If refrigerant water itself is used as chilled water, and it goes to the air 
conditioning plant and returns to the sealed system, it will bring in air with it. And 
thus it will break the vacuum. 

Both the vessels 1 and 6 are maintained under high vacuum, vessel 1 correspond- 
ing to the condensing temperature (e.g., 55.3 mm Hg pressure at 40°C) and vessel? 
corresponding to the flashed refrigerant water temperature (e.g., 4.9 mm Hg pres- 
sure at 1?C). To remove air and other non-condensables that may enter the sealed 
system through pump glands, a two-stage purge unit is provided. To avoid corro- 
sion, the temperature in the boiler should not be higher than 120?C. The overall COP 
of the system is reported to be approximately 0.7. The lithium bromide-water system 
is thus found to be more suitable in applications involving low heat-source tempera- 
tures such as are obtained with low-pressure (1 to 8 bar) or even exhaust (say 
0.4 bar) steam, waste heat, solar energy, etc. 

Absorption chillers are available in capacities from 100 TR upwards up to 
7500 TR. 





Example 12.4 Calculations for Single-Effect Water-Lithium Bromide System 
The operating conditions for a water-lithium bromide chilled-water plant for air 
conditioning are as follows: 
Generator temperature 979С 
Condenser temperature 40°C 
Chilled-water temperature 10°C 
Absorber temperature 40°C 
Find temperature of the solution entering generator assuming hot solution is 
cooled to the saturation temperature at absorber pressure. Determine for one 
ton refrigeration capacity, the following: 
(a) Thermodynamic conditions at all points. 
(b) Coefficient of performance. 
(c) Mass flow rates at all sections. 
(d) Energy balance of complete system. 


Solution (а) Refer to Figs 12.11 and 12.12. From table of water vapour pressures 
in the Appendix, we obtain the condenser and evaporator pressures corresponding 
to their respective temperatures. 
Condenser and generator pressure 

p, = 55.32 mm Hg (At 40°C) 
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Flash chamber and absorber pressure 

ро = 9.21 mm Hg (At 10°C) 
Now, from In p-1/T diagram we get first the LiBr,, and then the refrigerant water 
concentration in rich and poor solutions at states 4 and 2. 
State 4. Saturated cold solution from absorber at 

p = 9.21 mm Hg and t = 40°С 

GLiBr, - 0.55 

h4 = 93.5 kJ/kg (From h — & diagram) 
Rich solution concentration of water (refrigerant) 

6, =1– ёв, = 1 0.55 = 0.45 
State 2. Saturated hot solution from generator at 

р = 55.32 mm Hg and = 97°C 

5 bs; - 0.65 

ћу = 248 kJ/kg (From h – 4 diagram) 
Poor solution concentration of water (refrigerant) 

é =1-0.65 = 0.35 
State 1. Saturated solution at condenser pressure and 0.55 LiBr, concentration 

t, = 74°C (From In p-1/T diagram) 

h, = 166 kJ/kg (From h – 4 diagram) 
State 3. Saturated solution at evaporator pressure and 0.65 LiBr, concentration 

t, = 60°C 

һу = 180 kJ/kg 
State 3a has the same enthalpy, temperature and composition as state 3. But it is at 
the generator pressure. It represents a state subcooled from 2 to 3 at 55.32 mm Hg 
pressure 
State 4a. t = 4°C and бізг; = 0.55 

hy, = Па = 93.5 kJ/kg (Neglecting pump work) 


Note Тһе enthalpy is read against temperature and composition for all solution states as 
it is independent of pressure. It may be noted that point 4a after pumping represents a 
subcooled state at 55.32 mm Hg pressure. 


Specific solution circulation rates 
f= EU = 6.5 kg/kg vapour, f – 1 = 5.5 kg/kg vapour 
0.45 — 0.35 
Heat available in hot solution for transfer 
= (f— 1) (h, – hy) = 5.5 (248 – 180) = 374 kJ 
Heat required by cold solution for heating 
= f (h; — h4) = 6.5 (166 – 93.5) = 471 KJ > 374k 
Hence, cold solution at 4a cannot be heated to 1. Let it be heated to la. 
State la. Energy balance of the liquid-liquid heat exchanger gives 


fa - ћ,) = (f- 1) (hy ad ћа) 


ahon ha =h M = D yh) = 93.54 = (248 — 180) = 151 kJ/kg 





The McGraw-Hill companies 


Vapour-Absorption System 427 


State 5. Itis that of water vapour at 55.32 mm Hg pressure and 97°C temperature. 
At these conditions it represents a superheated vapour state. The enthalpy of water 
vapour above the reference state of saturated water at 0°C can be found either from 
steam table having reference state л, = 0 at т = 0°C or from the empirical relation 
h = (2501 + 1.88 0 kJ/kg 

Using the latter procedure 

hs = 2501 + 1.88 (97) = 2683 kJ/kg 
State 6. Saturated water at 40°C 

he = 4.1868 (40) = 167.5 kJ/kg 


State 7. p =9.21 mm Hg and f= 10°C (liquid + vapour) 
h, = he = 167.5 kJ/kg 
State 8. p =9.21 mm Hg at t = 10°C (saturated vapour) 


hg = 2501 + 1.88 (10) = 2520 kJ/kg 
(b) Refrigerating effect 
до = hg — № = 2520 – 167.5 = 2352.5 kJ/kg 
Heat added in the generator per unit mass of vapour distilled 
аһ = hs — hy + f(h, - hy) 
= 2683 – 248 + 6.5 (248 – 151) = 3066 kJ/kg vapour 


- qy 23525 
Coefficient of performance COP = = — = ——— = 0.77 
(c) Water vapour distilled per ton refrigeration 
D= al = EM - 0.09 kg/min 


Mass flow rate of cold solution from the absorber 
Е =fD = 6.5 (0.09) = 0.585 kg/min 
Mass flow rate of hot solution from the generator 
Ғ-П-0.585-0.09- 0.495 kg/min 


(d) Head rejected in the condenser 


— 


D 0.09 
= — (hs — hg = — (2683 - 167.5) = 3.77 kW 
voee eripe 
Heat rejected in the absorber 
Ол = Рад = Dihg — hg) + f (h3 — h4)] 
_ 0.09 


Zu [(2520 — 180) + 6.5 (180 — 93.5)] = 4.35 kW 


Heat supplied in the generator 
Q, =Dq,= сын. (3066) = 4.6 КУ 


Heat absorbed by chilled water (per ton refrigeration) 
Qo = 3.5167 kW 
Net heat received = О, + О = 4.6 + 3.5167 = 8.12 kW 
Net heat rejected = Qc + Q4 = 3.77 + 4.35 = 8.12 kW 
Again, the energy balance checks very closely. 
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12.8 un. DOUBLE-EFFECT ЊО - LiBr; ABSORPTION SYSTEM 
A single-stage like the single-effect absorption system is not suited to utilize a heat 
source at a temperature higher than a certain point unlike other heat-operated refrig- 
erating machines that follow the Carnot trend, viz., the higher the temperature of the 
heat source, the higher the COP. In fact, the COP decreases as the heat source tem- 
perature increases beyond a point. This is because the absorption system is not a 
reversible refrigerating machine. Because of the mixing process of refrigerant and 
absorbent, a degree of irreversibility is involved. That is why, the COP of an absorp- 
tion system levels with the increase in generator temperature, and then it starts 
decreasing. 

It is found that the single-effect system gives best results upto a heat source 
temperature of 105?C. Above that temperature, it is worthwhile to switch over to 
double-effect system as illustrated in Figs 12.15 and 12.16. 





Example 12.5 Calculations for Double-Effect H,O-LiBr, System 

The high pressure generator of a double-effect H,O-LiBr, vapour absorption 
system, shown in Fig. 12.15 operates on steam supplied at 8 bar pressure. The 
following conditions are specified: 


Pressure in high-pressure generator 100 kPa 
Temperature in high-pressure generator 1509С 
Condenser temperature 40°C 
Absorber temperature aC 
Evaporator temperature 10°C 


The water vapour from the high-pressure generator I is condensed in the low- 
pressure generator II. The temperature of solution leaving generator II is 95?C. 
(i) Show all the thermodynamic states on In p — I/T diagram. 
(п) Find enthalpies at all state points. 
(tii) Determine the heat added in generator I per kg of water in refrigerant circuit. 
(iv) Determine COP. 
(v) What would have happened if a single-effect system were to be used? 


Solution (i) The thermodynamic states are shown on In p — 1/T diagram in 
Fig. 12.16. АП states are saturation states except За and 4a. 
(ii) Condenser pressure at 40°C = 55.32 mm Hg 
Evaporator pressure at 10°C = 9.27 mm Hg 
Solution Circuit (Enthalpy is found from composition and temperature) 
State 1 p, = 9.27 mm Hg, t; = 35°С = стави = 0.525, ono = ё 20475 
һу = 77.4 kJ/kg = №, 
State 3 рз = 55.32 mm Hg, ёв, = 0.525 => 5 = 68°C 
h, = 146.5 kJ/kg 
State 4 P4 = 100 kPa, liBn = 0.525 > ty = 137°C 
hy = 295.7 kJ/kg 
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State5 ps = 100 kPa, ts = 150°C => & ipn, = 0.578, 4,0 = 6 = 0.422 
hs = 324.5 kJ/kg 
State6 р, = 55.32 mm Hg, білу, = 0.578 = 1, = 80°C 
ће = 184 kJ/kg = hy 
State7 ру = 55.32 mm Hg, t = 95°C — Å ipn, = 0.642, a.o 6 = 0.358 
h, = 240 KJ/kg 
State 8 рв = 9.27 mm Hg, в, = 0.642 = 1 = 59°С 
hg = 162.9 kJ/kg 
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Fig. 12.15 Double-effect vapour absorption system 
Refrigerant Circuit (Enthalpies of Water) 
hio = 2776.4 kJ/kg (Superheated vapour at 100 kPa, 150°C from steam table) 
hi, = (Лдуоокра = 417.5 kJ/kg = Л (Liquid- Vapour Mixture at 55.32 mm Hg) 
ћу; = 2501 + 1.88 (95) = 2680 kJ/kg (Low pressure vapour) 
а = (hp) 40°C = 167.6 kJ/kg = 1,5 
hi6 = (h,) 10°C = 2501 + 1.88 (10) = 2519.8 kJ/kg 
Gii) Solution Circulation Rates Rich in refrigerant (weak in LiBr,) solution 
circulation rate 
f = т = т = т = т 
Д _1-& 11-0358 
“fet, dies. 0475—0358 
Poor in refrigerant (strong in LiBr,) solution circulation rate 
f- 1 =m = mg = m = 5.487 — 1 = 4.487 kg/kg refrigerant 








= 5.487 kg/kg refrigerant 
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Fig. 12.16 In p-1/T diagram for double-effect НО – LiBr, system for Example 12.3 


Mass Balance of Generator II 

то-стц-ті-і1- ту) => то-1-тю 

ту = тү) + 4.487 = 1 — туо + 4.4487 = 5.487 – ту 
Enthalpy Balance of Generator II 

Mio hio + my; hy; = My Nyy + туз hj + ту ћу 
Substituting values and solving, we get 

mo = 0.774 kg 

ту = 1 — ту = 0.226 kg 

ту = тә + 4.487 = 4.713 kg 
Heat added in Generator I (From enthalpy balance) 


(Ос): = ms hs + mio hg — m, hy 
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= 4.713 (324.5) + 0.774 (2776.4) – 5.487 (295.7) 
= 2065.2 kJ/kg refrigerant 
(iv) Refrigeration produced 
Qo = his - д = 2519.8 – 167.6 = 2352.2 kJ/kg refrigerant 


О, 23522 
- = 1.14 
(Qg); 20652 








COP = 


(v) If asingle-effect system were used, then we would find: 


(a) Line 5-6 when extended to absorber pressure-since the solution is very 
strong in LiBr,-would end up at point 8’. 


(b) Further, &, would be 0.422 instead of 0.358. Degasification breadth 
would be very small. Hence, COP would be very low. 





12.9 OM ELECTROLUX REFRIGERATOR 
Electrolux principle works on 3-fluid system. There is no solution circulation pump. 
Total pressure is the same throughout the system. The third fluid remains mainly in 
the evaporator thus reducing partial pressure of refrigerant to enable it to evaporate 
at low pressure and hence low temperature. 

The schematic diagram of the electrolux refrigerator working on NH4-H;O 
system with H, as the third fluid is shown in Fig. 12.17. Liquid NH, evaporates in 
the evaporator in the presence of H5. Hydrogen is chosen as it is non-corrosive and 
insoluble in water. 

A thermosyphon bubble pump is used to lift the weak aqua from the generator to 
the separator. The discharge tube from the generator is extended down below the 
liquid level in the generator. The bubbles rise and carry slugs of weak NH4-H;O 
solution into the separator. 

Two U-bends are provided as vapour-locks to prevent Н, from getting into the 
high side or solution circuit. 

Partial pressure of H, provides the pressure difference of МН; between the con- 
denser and the evaporator. Accordingly, we have: 

In condenser Pure NH, vapour pressure - Total pressure 

In evaporator NH, vapour pressure = Total pressure — Partial pressure of H, 


For example, consider the condenser temperature as 50?C, and evaporator 
temperature as — 15?C. The corresponding vapour pressures of NH, are: 


Condenser, p, — 20.33 bar 
Evaporator outlet, Po, = 2.36 bar 
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Fig. 12.17 Electrolux refrigerator 


The approximate pressures in various parts of the system, then will be as given in 
Table 12.2. 


Table 12.2 Partial pressures in electrolux refrigerator in bar 


Section 





Condenser 


Evaporator inlet 
Evaporator exit 
Generator top 





It has been assumed that vapours leaving generator top are in equilibrium with 
entering rich solution at 40?C, at which temperature saturation pressure of NH, is 
15.54 bar. It has also been assumed that the temperature at evaporator inlet is – 25°C 
at which temperature saturation pressure of NH, is 1.516 bar. 


12.10 ТУ! .. NEW MIXTURES FOR ABSORPTION SYSTEM 


~ = 


We know that NH, and H,O do not form an ideal pair for absorption system because 
the difference in their N.B.Ps is not large enough. And, although, H,O and LiBr, 
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form a very good pair from the points of view of solubility and N.B.P. requirement, 
but the system suffers from the problems of corrosion, and of maintaining high 
vacuum both on the low pressure side as well as on the high pressure side. Hence, the 
efforts are on to find the most suitable pair for the system. 

Zellhoeffer et а1.2! determined the solubility of R 21 and R 22 in a number of 
solvents such as ethers, esters, amides and amines. They found that dimethyl ether of 
tetraethylene glycol (OME-TEG) with chemical formula СНО (CH,CH,O),CH; is 
an extremely good solvent for these refrigerants. Mastrangelo made a further study 
of the solubility of various fluorocarbons in DME-TEG. 

Ever since the pioneering work of Zellhoeffer et al., the investiga- 
tors” 5.6 10, 17, 18 have been trying to find suitable R 22 based refrigerant-absorbent 
mixtures to replace NH4-H5O system. For a study, Arora et al'. chose DME-TEG, 
isobutyl acetate, dimethyl formamide (DMF) with the chemical formula HCO. 
N (CH), and diethyl formamide (DEF) with the chemical formula HCON (C; Hs), 
as absorbents for R 22. The basic In p—1/T data for the study was obtained for МН;- 
H50 and R 22 - Isobutyl acetate systems from Sellerio”, for В 22-DME-TEG sys- 
tem from Mastrangelo and R 22-DMF and R 22-DEF systems from Thieme апа 
Albright’. 


Table 12.3 Solution circulation rates 


System A(N.B.P.), °C 


NH; + H,O 133 
R 22 + DME-TEG 316.6 





R 22 + Isobutyl 

Acetate 158.8 
R 22 + DMF 193.8 
R 22 + DEF 218.3 





Calculations were done for the operating conditions 
t, = 120°C, tç = ty = t, = 40°C, ty = 5°C 

It was assumed that only pure refrigerant circulates in the refrigerant circuit. The 
rectification losses were assumed negligibly small. Table 12.3 gives the differences 
between the N.B.Ps of refrigerant and absorbent, and the results of calculations for 
rich solution circulation rates. From the table, DMF with minimum solution circula- 
tion rates appears to be the best absorbent. Another suitable asbrobent is DME- 
TEG. Using Eisman method of calculation, it was also shown by Arora et al., that 
R 22-DMF system gives high COP. Recently, Bapat? and Das? have done detailed 
study of properties and analysis of R 22-DMF and R 22-DEF respectively. 

Many studies have, however, been conducted on the use of solid adsorbents/ 
dessicants. 

Ammonia as refrigerant in combination with solid adsorbents such as calcium 
chloride, sodium thiocyanate, lithium thiocynate, lithium nitrate, etc., is being tried 
in vapour absorption system. All these solid adsorbents are, however, highly 
corrossive in nature. 
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® 
К А Revision Exercises 


12.1 For a simple ammonia-absorption system, the following are given: 
Condenser pressure 12.5 bar 
Evaporator pressure 1.8 bar 
Rich solution concentration 0.36 
Poor solution concentration 0.25 
Find on the basis of 1 ton refrigerating capacity: 

(a) The temperature at the end of the evaporator if the vapour is assumed to 
be dry saturated. 
(b) The mass rate of flow of the refrigerant absorbent mixture in the evapo- 
rator. 
(c) The mass rate of circulation of the rich and poor solution. 
(d) Generator and absorber temperatures. 
(e) Heat added in the generator if the rich solution is assumed to be heated 
in the heat exchanger to 80?C. 
12.2 (a) Foran ammonia absorption system: 
p, = 10 bar, t, = 130°C, ё. = 0.38 
fg, =- 12°C, po = 2.75 bar 
Find the temperature and concentration of the vapour leaving the gen- 
erator-analyser. Assume the specific heats of the rich and poor solutions 
as same. Calculate the cooling energy ratio for a system in which there is 
no rectifier. 
(b) Calculate the same if there is a rectifier which cools the vapours to 60°C 
and the evaporator pressure is raised to 3.4 bar. 

12.3 Ina lithium bromide-water system the condenser and evaporator temperatures 
are 35 and 8°C respectively. The generator temperature is 85°C and the ab- 
sorber temperature is 30°C. Assume a pressure drop of 2.5 mm Hg between the 
generator and condenser and 1 mm Hg between the evaporator and absorber. 
Determine the heat rejection rates in the condenser and absorber per unit of 
refrigerating capacity. Also find the heat input to the generator, and COP. 

12.4 Let an analyser be added in the system of Prob. 12.1, and do the calculations 
for (a) to (e). 

12.5 For an NH; absorption cycle, we have 

Condenser pressure 14 bar 
Evaporator pressure 1.4 bar 
Absorber temperature 36°C 
Generator temperature 110°C 
(a) Find out if such a cycle is possible or not. 
(b) Change the evaporator pressure to 2.8 bar. Check if the cycle is possible 
now. 
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(c) Assume temperature leaving evaporator is fg, = 5°C. What is the refrig- 
erating effect? 


(d) Also find the COP. 
(e) Add analyser in the system, and find COP. 
(f) Add a dephlegmator which cools the vapour to 40°C. Determine the 
effect on COP. 
12.6 (a) Find the temperature range through which liquid ammonia containing 
(a) 1% water, (b) 10% water will evaporate at a pressure of 2 bar. 
(b) It is proposed to design a solar refrigeration NH,—H,O vapour absorp- 
tion system operating under the following conditions: 
Condenser pressure 16 bar 
Evaporator pressure 2 bar 
Absorber temperature 35°C 
Hot water from flat plate solar collector can be obtained at a temperature 
of 80°C at the most. Examine the feasibility of operating the refrigera- 
tion system with this hot water. 
(c) If not feasible, then suggest suitable measures to make it feasible. 
12.7 (a) The operating conditions in a H,O – LiBr, vapour absorption system are 
as follows: 
Condenser and absorber temperatures 45°C 
Evaporator temperature 5°C 
Determine the minimum temperature of heat source required to produce 
any refrigeration at all. 

(b) Saturated liquid mixture of 80% МН; plus 20% H,O at 16 bar is throttled 
to 2 bar pressure. What is the temperature after throttling, and the 
temperature after complete evaporation of the mixture after throttling? 

12.8 Introduce double-effect generation in Prob. 12.3, and find the new COP. 
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Hjector-Compression System 


13.1 Cha -. WATER AS A REFRIGERANT 
= 
Ejector compression can be used as an alternative to centrifugal compression. In 
general, the thermodynamic characteristics of refrigerants employed in both are the 
same. The fact that so far only water has been used merely points out to the fact that 
steam is readily available as a source of motive power for driving the ejector. Some 
work has been done on the use of fluorocarbons in ejector compression sys- 
tem^? > +, The system using water as the refrigerant іп a vapour-compression cycle 
in which compression is achieved by the principle of jet compression employing its 
own vapour as the motive vapour, is generally known as water-vapour refrigeration 
or steam-ejector system. 

In a steam-ejector system, refrigeration is obtained by direct evaporation and 
subsequent self-cooling of water. This is possible because the latent heat of 
vaporization of water is high compared to its specific heat (530 kg of water can be 
cooled by 1°C by the evaporation of only 1 kg of itself). Also, there is no need to use 
a secondary refrigerant. Thus, irreversibility due to additional secondary refrigerant 
between primary refrigerant and cooled body is eliminated. Besides, water as a 
refrigerant possesses the most desirable physical and physiological properties. 

Notwithstanding these, water has certain limitations also. These are: 

(i) Enormous volume to be handled, e.g., at 8°C, 665 m°/hr/TR аге required, 
whereas for R 123 it is only 30.3 m/hr/TR. Centrifugal compressors could 
also be used with water vapour but they would be expensive. Ejector 
compression is the most economical to use with water as refrigerant. 

(ii) High operating vacuum, e.g., at 8°C evaporator, the pressure is 0.01072 bar 
and the same at 35?C condenser, 15 0.0595 bar. 

(iii) High freezing point; it can be used for refrigeration above 0°C only, such as is 
required for air conditioning. 

Accordingly, water is found suitable as a refrigerant with ejector compression, 
and not with centrifugal compressors for air conditioning. 

Though the overall COP of the system is low, the steam-jet refrigeration system 
has proven its utility in applications such as air conditioning for comfort where steam 
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is available and safety is the prime consideration. It is also suitable for applications 
where direct vaporization is used for the concentration or drying of heat-sensitive 
foods and chemicals. In such cases, the use of certain heat exchangers is eliminated. 


13.2 un STEAM EJECTOR SYSTEM 
A simple water vapour refrigeration system and its thermodynamic cycle are shown 
in Figs 13.1 and 13.2. Water at 9 expands to 11 through throttle openings into the 
flash chiller. Due to vaporization (flashing) of a part of it, the remaining water is 
chilled to the required temperature Tọ. The pressure in the flash chamber is main- 
tained at py which corresponds to the saturation pressure at Ty. The chilled water at 
7 can be recirculated after taking up the load in the cooling coil of the air-condition- 
ing equipment. Corresponding to the amount of water vaporized, the make-up water 
at 6 is added to the flash chamber through a throttle valve. Water vapour at 0 can be 
compressed to 4 by an ejector driven by steam (motive vapour) at 1. The processes 
taking place within the ejector are shown in Fig. 13.3. The compressed water vapour 
(steam) at 4 is finally condensed to 5 and is pumped to the boiler. 
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Fig. 13.1 Simple water-vapour refrigeration system 
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Fig. 13.2 Thermodynamic cycle of water-vapour refrigeration system 
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It is seen that steam ejector system is another kind of heat-operated refrigerating 
machine. The processes between boiler pressure p, and condenser pressure p, form 
the heat engine part of the cycle. And the processes between evaporator pressure po 
and p, form the refrigeration part of the cycle. 


Note The control of capacity in the steam ejector system is possible either by throttling 
the steam inlet pressure, or by providing more than one nozzle operating in parallel, each 
driving a certain amount of vapour from the flash chamber. 
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Fig. 13.3 Schematic diagram of steam ejector 


13.3 Cha ... THEORETICAL ANALYSIS OF THE STEAM EJECTOR 


It can be seen that because of the extremely low pressure in the flash chamber, 
the suction vapour consists of a very large volume which makes even a centrifugal 
compressor uneconomical to use. The suction vapour, therefore, in water vapour 
refrigeration is invariably compressed by an ejector using steam as the motive vapour. 

A schematic steam ejector is shown in Fig. 13.3 and pressure variation along its 
length in Fig. 13.4. The high-pressure motive vapour at 1 expands to a pressure slightly 
above the pressure of the suction vapour at 0. The high velocity jet at 2 entrains the 
suction vapour and mixing takes place at constant pressure. The state after mixing at 
За is still at a very high velocity (supersonic). The mixing chamber is followed by a 
constant area section where a normal shock may occur. After the shock at 3b, the fluid 
stream consisting of both the motive and suction vapours is compressed to the con- 
denser pressure to state 4 in the diffuser section. The thermodynamic states at various 
points are shown on the temperature-entropy diagram in Fig. 13.5. The following 
analysis of the ejector is based on the work of Kalustian et al. 
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Fig. 13.4 Pressure variation along ejector 
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Fig. 13.5 Thermodynamic processes within ejector 


Nozzle If П, is the efficiency of the nozzle, then the jet velocity С; is given by 


C, = A2 n, (h — №) (13.1) 


Mixing Section Неге m and C denote the mass flow rate and velocity. The continu- 
ity equation for the mixing section is 
m, + mo = та (13.2) 
Тһе momentum equation is 
(ту + mg) C4, = тС – тС = 0 (13.3) 
Since the process is at constant pressure, the force acting is zero (frictional force 
has been neglected in this equation). Considering velocity C, of the suction vapour 
as negligible, we have 
m4C4, = m, C, (13.4) 
This equation assumes no loss of momentum in the mixing process. Actual 
mixing process is accompanied with entrainment loss of mechanical energy as 
defined by Eq. (13.11). 
Finally the energy equating for the mixing process is 





2 


Shock Diffuser Since the velocity at За is supersonic, it is necessary to design the 
ejector assuming the presence of a shock at this point. A constant-area section is also 
provided to stabilize the shock. We have the following equations for the shock: 


2 
mh, + moho = m, С + =) (13.5) 





C4,A CA 
Continuity: та = —2®— = 3b (13.6) 
Оза 03 
where 0 is the specific volume 
Momentum: (рзь — P3a)A = (C4, — Су)та (13.7) 
2 2 
Energy: ha, + E = ћур + = (13.8) 


Equation of state: Steam property tables may be used. (13.9) 
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The solution of the above four equations 
for the shock may be obtained by drawing 
two curves as shown in Fig. 13.6. The solu- 
tion of Eqs (13.6), (13.8) and (13.9) is rep- 
resented by a Fanno line and, the solution of 
Eqs (13.6), (13.7) and (13.9) is represented 
by a Rayleigh line. The intersection of the 
two lines, then, gives a solution of all the = 
four equations. Consequently, we obtain 
state 3b after the shock. If the vapour before 
shock (at 3a) is dry saturated or superheated, 
shock tables may be used and the value of 
the adiabatic index ymay be taken as 1.33 
for steam. E 
Diffuser | After the shock at 3b, the velocity Fig. 13.6 Process in shock diffuser 
is subsonic. The kinetic energy at 3b is con- 
verted into enthalpy in the subsonic diffuser section. Neglecting the velocity at the end 
of the diffuser and taking 77, as the diffuser efficiency, we have 

2 , 

ha- fgg = С% = fa — hw „_ АЊ, (13.10) 

2 Па Па 
where h4 is the enthalpy after isentropic diffusion to рд, and АЙ; is the isentropic 
enthalpy rise. The significant quantities in this analysis are the mass ratio of the 
motive vapour to suction vapour and the cross-sectional areas at various sections. 
The method of solution involves two iterations, one for the mass ratio and the other 
for the shock equations. The solution is checked by the pressure developed at 4 
which should be equal to the required condenser pressure. Example (13.1) illustrates 
the calculation procedure. 

When simplifications are made such that the shock is not considered (1.е., state 3b 
is the same as 3a or say 3) and the efficiency of the mixing process with entrainment 
efficiency 7, is considered, defined by a mechanical energy balance equation 

С © 
7), m, 2 m3 2 
which replaces the momentum Eq. (13.3). Then the solution of Eqs (13.1), (13.11), 
(13.5) and (13.10) gives for the mass ratio 






Rayleigh 











(13.11) 


1 а (13.12) 


т = = 
ты (ћ = hy) Пуђећа - (hy T hz) 
or defining the overall ejector efficiency by 
7] = 1, Ne Па, We have 
h; - 
- Желілі (13.13) 
(h – 5) n — (hy — №) 
For the case of ап ideal ejector, 7) = 1, so that 
ћ, — 
т = Dp (13.14) 
h-h, 
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Thus, we find that to keep the mass ratio low, and to maintain the COP high, the 
enthalpy Л, and hence the temperature and pressure of the motive vapour should be 
as high as possible. We note the following: 

Refrigerating effect, ау = hy — ho 

Heat supplied, 4, = m (h, — hs) 


cop = fia fece 
qn mh, — hs) 





Example 13.1 In a steam-jet refrigeration system, the motive vapour is 
saturated at 150.3°C, and the chilled water temperature is 6°C. The mass ratio 
of the motive vapour to refrigerant vapour is 2.5. Find the saturated discharge 
temperature of the ejector. Assume the nozzle, entrainment and diffuser 
efficiencies as 0.85, 0.65 and 0.8 respectively. 


Solution From the steam tables 


рі = 0.048 bar at 150.3°C ро = 0.00935 bar at 6°C 
һу = 2745.7 kJ/kg 5, = 6.833 kJ/kg К 
At 6°C, 
s, = 0.091 kJ/kg К s, = 9.001 kJ/kg К 
hy = 25.2 kJ/kg К h, = 2512.6 kJ/kg = hg 


Nozzle After isentropic expansion, the dryness fraction is 
6.833 – 0.091 _ 9 7567 


9.001 – 0.091 
Enthalpy after expansion 


№ = 25.2 + 0.7567 (2512.6 – 25.2) = 1907.4 kJ/kg 
Velocity of motive vapour leaving nozzle 


, 
х = 





С = J2n,(h — h) = \[(0.85)(2)(2745.7 – 1907.4)10° = 1193.8 m/s 
Mixing Section Тһе momentum equation gives 
],mC; = (т + 1)C%, 
0.65(2.5)(1193.82) = (2.5 + 1)C%, 
> C4, = 813.4 m/s 


The energy equation gives 


Сс? 
mh, + hy = (m + 1) м + 5. 


8134? 
(2.5) (2745.7) + 2512.6 = (3.5) | №, + ——z 
2 x10 
whence Рза = 2348.3 kJ/kg 
Dryness fraction at 3a 
hy, — h = 
Te За Fa 2348.3 – 29.2 – 0.932 





hy 2487.4 
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The state 3a corresponds to a dryness fraction of 0.932 at 6°C saturation tempera- 
ture. Its specific volume can be found 
Оза = XU, + (1 — x)v¢= 0.932(137.8) + (1 – 0.932) (0.001) = 128.5 m/kg 
Shock Diffuser Тһе continuity, momentum and energy equations are 
та Cy Са 8134 








= = = 6.33 1 
А Оз Оза 128.5 (b 
j 6.33 
Pas = Poa + (Coa — Сз) = = 0.00935 + “= (8134 – Cy) (II) 
2 2 2 2 
hy EU ДЕ SO С» (Ш) 
2 2 2x10 2x10 


Equations (1), (IT) and (III) are to be solved in conjunction with the steam tables 
for the four variables, рз, 03, Пау and Сз. The following iterative procedure may be 
adopted. 

() Assume С,,. 

Gi) Calculate v3, from Eq. (1). 
(iii) Calculate р», from Eq. (1I). 
(iv) Find ћу from the steam tables for the calculated values of p}, and ©з. 
(v) Again calculate ћу, from Eq. (Ш). 
(vi) Compare the two values and if necessary, repeat the procedure. The solution 
obtained is 


Са = 222 m/s 04, = 35.07 m?/s 
Pap = 0.0468 bar һа, = 2654.5 kJ/kg 
At 0.0468 bar pressure, the saturation properties are as follows: 
t =31.7°C v, = 30.056 m*/kg < 35.07 m°/kg 
h, = 2559.4 kJ/klg 5, = 8.42 kJ/kg K 


Hence, the vapour after the shock is superheated. The ratio of temperatures is 


Т, 2» _ 3507 _ у үє7 


T, v, 30056 





Temperature after shock 
Ту = (273 + 31.7) (1.167) = 365.5 К or 82.5°C 
Degree of superheat 
At = 82.5 – 31.7 = 50.8°C 
Enthalpy after shock 
hy, = h, + С, At = 2559.4 + 1.885 (50.8) = 2655.2 kJ/kg 


Note Тһе above value of enthalpy agrees well with the value of 2654.5 kJ/kg calculated 
from Eq. (Ш). Hence the assumption of velocity is correct. 


Entropy after shock 


Sa, =S, + n —— = б. + 1. п 1. шө. . 
C,l Ty 8.42 + 1.885 In 1.167 = 8.711 kJ/kg.K 
3b g p T 
8 
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Diffuser | Enthalpy rise after actual diffusion to 4 (pressure p, = р) 





с _(222\ 1 
Ah = hy— hyp = => -( 3 Т = 24.6 kJ/kg 


Enthalpy rise after isentropic diffusion to 4’ (same pressure) 
Ah; = h4 – hs, = N4 Ah = (0.8) (24.6) = 19.7 kJ/kg 
Enthalpy after isentropic diffusion to 4’ 
hi, = hy, «АЙ; = 2655.2 + 19.7 = 2674.9 kJ/kg 
Entropy after isentropic diffusion 
$4 = 54 = 8.711 kJ/kg. K 
For the state after isentropic diffusion, we follow an iterative procedure. For the 


purpose we assume the saturated discharge temperature and check for entropy after 
diffusion. The calculations are given in Table 13.1. 


Table 13.1 Iterations for saturation temperature and pressure after diffusion 


Sat. Discharge/Condensing Temp. 
%- 32°С 33°С 33.8°С 34°С 





Saturation properties at 1, 
р, bar 0.0475 0.05035 
h,, kI/kg 2560.0 2561.8 
Sg, KJ/kg К 8.414 8.394 
Superheat enthalpy 
Ah = № –ћ, = 2674.9 —h, 114.9 113.1 


Degree of superheat 


_ Ah Ай 


AT = 
C, 1885 


Superheat entropy 


T, + AT 
As = 1.885 In Pr c 


5 
Entropy 


s=s,+As 8.7315 8.711 8.7056 





Since the entropy after isentropic diffusion s; is 8.711 kJ/kg.K, we find by inter- 
polation that the saturated discharge temperature and hence the required condensing 
temperature is 33.8°C. This corresponds to a condensing pressure of 40.1 mm Hg 
(5.57 kN/m?). 


Note Тһе condensing temperature attained is too low for a cooling water temperature of 
30°С. Mass ratio of motive vapour has to be increased. 


The McGraw-Hill companies 


Ejector-Compression System 445 


Ф References 


1. Arora СР, ‘Prospects of using refrigerant ejectors’, J. of Refrigeration, Vol. 
7, No. 6, Nov./Dec. 1964, pp. 117-121. 

2. Arora C P, ‘Other refrigerants in ejector compression system’, Air Condition- 
ing and Refrigeration in India, Dec. 1966. 

3. Badylkes I S, I.I.R Bulletin, Annexe 1958, J. of Refrigeration, Vol. 1, No. 7, 
Nov/Dec. 1958, pp. 168, 169 and 176. 

4. Cavallini A, G Lovison and G Trappanese, ‘Experimental research on a 
fluorinated hydrocarbon jet refrigeration plant’, Proc. ХИ International 
Congress of Refrigeration, 1967. 

5. Kalustian P, ‘Analysis of the ejector cycle’, Refrigerating Engineering, Vol. 
38, No. 4, Oct. 1934, pp. 188-193, 208. 

6. Martinovsky V S, ‘Use of waste heat for refrigeration, Kholodilnaya 
Tekhnika, Vol. 30, No. 1, Jan./March, 1953, p. 60. 


R 
À Revision Exercises 


13.1 (а) Ina steam jet refrigeration system, the evaporator temperature is 5°C and 
the condensing temperature is 35°C. The motive vapour is dry saturated 
steam at 120°C. Assuming ideal processes, find the mass ratio of the 
motive vapour to the refrigerant vapour. 

(b) Find the same if the nozzle, entrainment and diffuser efficiencies are 
0.85, 0.65 and 0.8 respectively. Assume no shocks. 

13.2 Repeat the calculations in Problem 13.1 (b) above assuming a normal shock 

in the constant area section. 

13.3 Find the dimensions of the various sections of the ejector in Problem 13.2 for 

a 5,000-ton refrigerating capacity. 
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Properties of Moist Air 


14.1 un BRIEF HISTORY OF AIR CONDITIONING 
The art of air conditioning developed only gradually from the predecessor arts of 
cooling, cleaning, heating and ventilating. 

Leonardo da Vinci had built a ventilating fan by the end of the 15th century. 
Later, Boyle in 1659 and Dalton in 1800 discovered the laws that are very well 
known. The first text on heating and ventilating was written by Robertson Buchanan, 
a Glasgow civil engineer, in 1815. Fans, boilers and radiators had been invented by 
the middle of the 19th century. Refrigeration technology was soon to follow. In 
1853, Professor Alexander Twining of New Haven produced 725 kg of ice a day 
using a double-acting vacuum and compression pump, employing the 1834 inven- 
tion of the vapour compression cycle by Jacob Perkins. He used sulphuric ether as 
the refrigerant. While quick developments took place in the manufacture of ice, 
a few machines appeared which chilled air by blowing it over brine or direct- 
expansion pipe coils. 

Towards the latter half of the 19th century, the developments in the art of humidi- 
fying air went along with the progress of textile industry in England. Devices for 
measuring pressure, temperature, humidity and flow of air were perfected during 
this period. To bring the various groups of engineers together, societies such as the 
American Society of Refrigerating Engineers (ASRE) in 1904 were formed. 

Itis worth mentioning here the name of A.R. Wolff who designed air-condition- 
ing systems for as many as hundred buildings during his life-time. But it is W.H. 
Carrier (1876-1950) who is known as the ‘Father of Air Conditioning’. While Work- 
ing with Buffalo Forge Co., he developed formulae for optimizing the application of 
forced-draft fans, developed ratings of pipe-coil heaters and set up a research labo- 
ratory. He engineered and installed the first year-round air-conditioning system, 
providing for the four major functions of heating, cooling, humidifying and dehu- 
midifying. He made use of air washers for controlling the dew point of air by heating 
or chilling recirculated water. In 1911, Carrier presented his remarkable paper 
*Rational Psychrometric Formulae' in an ASME meeting. The paper related the dry 
bulb, wet bulb and dew point temperatures of air with its sensible, latent and total 
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heats, and presented a theory of adiabatic saturation. These formulae, together with 
the accompanying psychrometric chart, laid the subject of air conditioning on a firm 
thermodynamic basis. Carrier also employed the centrifugal compressor for refrig- 
eration in 1922. 

After Carrier, there was a tremendous increase in the use of air conditioning in 
cotton, silk, rayon, tobacco, paper, pharmaceuticals, candy and printing industries. 
As far as air conditioning for comfort is concerned, it got off the ground in motion- 
picture theatres in 1920 in Chicago employing CO, machines and in 1922 in Los 
Angeles employing NH, compressors. In the last 30 years, the industry has grown 
in leaps and bounds all over the world, using various new refrigerants. 

In the following chapters, attention will henceforth be focussed on the art and 
science of air conditioning which is the greatest single application of refrigeration, 
in addition to that of heating and ventilation. For this purpose it is necessary to study 
the properties of the working substance in air conditioning, viz., moist air. 


14.2 Ты .. WORKING SUBSTANCE IN AIR CONDITIONING 


An important thing for the student of air conditioning is to appreciate that the work- 
ing substance under study, viz., moist air, is a mixture of two gases. One of these is 
dry air which itself is a mixture of a number of gases and the other is water vapour 
which may exist in a saturated or superheated state. 

One might ask whether moist air can be considered as a pure substance. But a 
pure substance is homogeneous and invariable in chemical composition. Thus, a 
homogeneous mixture of gases is a pure substance until its components do not 
change in phase. Dry air is a good example of such a kind of pure substance. Water 
vapour is certainly a pure substance. But moist air is not a pure substance in any 
process in which condensation or evaporation of moisture occurs. In such a case, 
regular charts have to be developed to describe the thermodynamic properties of the 
mixture under different conditions and compositions. 

It is, thus, seen that moist air consists of two parts: one, comprising dry air, con- 
sidered as the fixed part, and the other, solely of water vapour, considered as the 
variable part. 

The dry air part is a mixture of a number of permanent gases with approximate 
compositions as given in Table 14.1. 


Table 14.1 Composition of dry part in atmospheric air 


Component Molecular Part by 
Mass Volume 





N, 28.02 0.7803 
о, 32.0 0.2099 


Аг 39.91 0.0094 
44.0 0.0003 
2.02 0.0001 
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Both dry air and water vapour can be considered as perfect gases since both exist 
in the atmosphere at low pressures. Hence, perfect gas laws can be applied to them 
individually. In addition, Gibbs-Dalton laws for non-reactive mixtures of gases can 
be applied to the dry air part only to obtain its properties as a single pure substance, 
before establishing the properties of moist air. 


14.2.1 Dalton's Law of Partial Pressures 


Consider a homogeneous mixture of non-reacting Temperature T 


ideal gases 1, 2, etc., at temperature Т, pressure p Pressure p 
and occupying volume V as shown in Fig. 14.1 (a). 9 
Let the number of moles of individual gases be n, 
по, ++: etc., and their respective masses be ту, m», --- Gases 1 and 2 
etc. Then we have for total number of moles n and Volume V 
total mass m 

п=п+п + = Уп, (14.1) 














Fig. 14.1(а) Gas mixture 


m-m,tm,t--Xm; (14.2) 
where i is the number of each gas. 
In the Dalton's model, each gas is conceived of as existing separately at the 
temperature Т and total volume V of the mixture as shown in Fig. 14.1 (b). 








Temperature T Temperature T 
Ф Pressure p4 Ф Pressure p2 
Volume V Volume V 
Gas 1 Gas 2 




















Fig. 14.1(b) Figure illustrating Dalton's model 


If one were to measure the pressures exerted by individual gases, they would be 
found to be ру, р», >>: etc., viz., less than the total pressure p of the mixture. These 
are referred to as partial pressures. Considering mixture and each component gas 
existing separately at T and V, we have for a binary gas mixture: 








Mixture рУ-п ЕТ d 
RT 
ту рҮ 

Сотропепіѕ V=n RT п, = “= 
р РІ 1 1 RT 
т рУ 

V=n, RT n = = 
P2 2 25 RT 

Substitution in n, + n; =n gives 
p-pytpaoorpz-Xipi (14.3) 


Thus, for a mixture of ideal gases, the total pressure p is equal to the sum of the 
partial pressures. This is known as the Dalton's law of partial pressures. 
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14.2.2 Amagat Law of Partial Volumes 


In the Amagat model, each component gas is considered as existing separately at the 
total pressure p and temperature T of the mixture as shown in Fig. 14.1 (c). 


Temperature T Temperature T 





























< Temperature T > Pressure 
Pressure p 9 @) Pressure p @ p 
Volume V = V4 + V2 - M " сами Vo 
Gas 1 * Gas2 V 4 as 





























Fig. 14.1(c) Figure illustrating Amagat model 


Let the volumes of individual gases under these conditions be Vj, V5, >> etc. 
These are referred to as partial volumes. Again, applying the ideal gas equation of 
state to mixture and components, we have: 


Mixture pV=n RT йэ A 
RT 

p РМ 

Components Vian, RT п, = == 
р PY) 1 1% RT 

p pV, 

У; =пп RT По = ===== 

PY2 2 2 RT 


Substitution in n, + n, = п gives 
V=V,+V,0r V=2, У, (14.4) 
Thus, we see that the total volume is equal to the sum of the partial volumes. This 


is known as ће Amagat law of partial volumes. The ratios V,/V, УУ, --- etc., are 
referred to as volume fractions. 


14.2.3 Mole Fractions of Component Gases 
It is seen from the above section that 
V n 
PBLLIu.m.ly (14.5) 
р У n 
Thus, the ratio of partial pressure to total pressure, and volume fraction are equal 


to the mole fraction y, of the gas. It also shows that both Dalton’s law and Amagat 
law are equivalent. 


14.2.4 Molecular Mass of Mixture 
Since т = ту +m), and m= Mn, m, = M, пі, m; = M, no, we have 
Mn = Mn, + m,n, 
We have 
M =y; M; +y: M, or M = У, y; М; (14.6) 
where M represents the molecular mass of the mixture. Note that n, = m,/M,, 
n, = ту) Мо, etc. Similarly, for the mixture, n = m/M. 
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14.2.5 Gibbs’ Theorem 


Gibbs’ Theorem further enunciates that the internal energy of a mixture is equal to 

the sum of internal energies of the individual components, taken each at the tempera- 

ture and volume of the mixture. Thus, we have for the internal energy of the mixture. 

ти = MU, + три (147) 

It can also be shown that the enthalpy and specific heat of the mixture сап, simi- 
larly, be written as 

mh = m,h, + mh, (14.8) 

mC = m,C, + тС, (14.9) 


14.2.6 Molecular Masses and Gas Constants for Dry Air and Water Vapour 


From the respective mole fractions and molecular masses of component gases, the 
molecular mass of the dry air part may be computed. For the purpose, it may be 
observed from Eq. (14.16) that a part by volume represents the mole fraction. Thus 
using the values for mole fractions from Table 14.1, we have 
M, = УМу (14.10) 
= 28.02 (0.7803) + 32 (0.2099) 
+ 39.91 (0.0094) + 44 (0.0003) + 2.02 (0.0001) 

= 28.966 
where subscript а denotes dry air. Knowing that the value of the universal gas 
constant is 8.3143 kJ/kg mole K, the gas constants for the two parts of moist air are 





as follows: 
Dry air M, = 28.966 
„= 25189 = 0.2871 kJ/kg.K 

28.966 

Water vapour M, = 18.016 
314 
К, = Rr = 0.461 kJ/kg.K 
18.016 


where subscript 0 refers to water vapour. 





Example 14.1 One cubic metre of H, at 1 bar and 25°C is mixed with опе 
cubic metre of № at 1 bar and 25°C. For the mixture at the same conditions, 


find: 
(a) Mole fractions of components. (b) Partial pressures of components. 
(c) Mass fractions of components. (d) Molecular weight of the mixture. 
(e) Gas constant of the mixture. (f) Volume of the mixture. 


Solution Molecular weights 
М, = My, = 4.003, and M, = Му, = 28.02 
Gas constants 


314 
R = Rc = 2.077 kJ/kg.K 
4.003 
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8.3143 





R, = ——— = 0.2967 kJ/kg.K 
28.02 
Masses 
V, 1 x 10) 
те ал. U 
RT, (2.077 х 10°)(298) 
1x 10°) 
жез = Se ie 





R,T, (0.2967 x 10?)(298) 


m = m, + т = 0.1616 + 1.131 = 1.2926 kg 
Number of moles 


0.1616 
п = Z = >> — 0.0404 
M, 4003 
1131 
n, = —7- = =~ = 0.0403 
M, 2802 


n =n; +m, = 0.0807 
(a) Mole fractions 





m _ 00404 2, 





"^ a 00807 ы 
nm 00403 _ 
Y= a 00807 


(b 


— 


Partial pressures 
Pı = ур = 0.5 (1) = 0.5 bar 
P2 = yop = 0.5 (1) 0.5 bar 
(c) Mass fractions 





m, а 0.1616 — 0.125 
т 1.2926 

mi. TH wide 
m 129906 ` 


(d 


— 


Molecular weight of mixture 
М = у, M, + y; M, = 0.5(4.003) + 0.5(28.02) = 16.01 
(e) Gas constant of mixture 


К = RIM- BOE = 0.5193 kJ/kg.K 
16.01 


(f) Volume of mixture 


mRT _ 12926(0.193 x 10°)(298) — 2? 
р 1x10? 
Also, from Eq. (14.4) 


V=V,+V,=1+1=2m 


V= 
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14.3 un PSYCHROMETRIC PROPERTIES 

2 
Dry air and water vapour form a binary mixture. A mixture of two substances 
requires three properties to completely define its thermodynamic state, unlike a pure 
substance which requires only two. One of the three properties can be the composi- 
tion. The properties of moist air are called psychrometric properties and the subject 
which deals with the behaviour of moist air is known as psychrometry. 

Water vapour is present in the atmosphere at a very low partial pressure. At this 
low pressure and atmospheric temperature, the water vapour behaves as a perfect 
gas. The partial pressure of dry air is also below one atmosphere which may also be 
considered to behave very much as a perfect gas. The Gibbs-Dalton laws of perfect 
gas mixtures can, therefore, be applied to the case of moist air. 

In air-conditioning practice, all calculations are based on the dry air part since the 
water vapour part is continuously variable. For defining and calculating the relevant 
psychrometric properties, we may consider a certain volume V of moist air at pres- 
sure p and temperature T, containing m, kg of dry air and m, kg of water vapour as 
shown in Fig. 14.2. The actual temperature t of moist air is called the dry bulb tem- 
perature (DBT). The total pressure p which is equal to the barometric pressure is 
constant. The other relevant properties will now be discussed. 


Volume V 
Mass m 
Pressure p 
Temperature T 











Dry Air: 
Mass = т, kg 
Sp. vol. = v4 m3/kg 


Water Vapour: 


Mass - m, kg 
Sp. vol. = v, m3/kg 


Fig. 14.2 A mixture of dry air and water vapour (moist air) 


14.3.1 Specific Humidity or Humidity Ratio 


Specific or absolute humidity or humidity ratio or moisture content as it is variously 
called denoted by the symbol cis defined as the ratio of the mass of water vapour 
(w.v.) to the mass of dry air (d.a.) in a given volume of the mixture. Thus 





V/ 
бе Та а, а (14.11) 
m, Vlo, Vy 
where the subscripts a and v refer to dry air and water vapour respectively. 
R R 
Now v= —T У =m, —T 14.12 
Pa a M, Ра а М, ( ) 
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R R 
py PV =m та 


Substituting for m, and m, from these expressions in Eq. (14.11), we obtain 


Мур, 1801 
= Мер» _ 18016 Po L 0.622 Pe (14.14) 
M,p, 28966 Pa Ра 


The units of æ are kg of water vapour per kg of dry air. If multiplied by 1000, it 
can be expressed as 


T (14.13) 


v © 





@ = 622 = g w.v./kg d.a. (14.15) 
Also, since p denotes the actual total atmospheric pressure, then from Dalton's law 
P = Ра + Ро (14.16) 
so that 
ф = 0.622 —P2— (14.17) 
P— Po 


Considering that the total atmospheric pressure remains constant at a particular 
locality, we can see that 


O=f (Py) 
viz., the specific humidity is a function of the partial pressure of water vapour only. 
Accordingly, if there is no change in specific humidity or the moisture content of air, 
the partial pressure of water vapour also does not change. 

It may be noted that since p, is very small and p, which is the barometric pressure, 
is constant, the denominator in Eqs (14.14) and (14.17) remains more or less con- 
stant, 1.e., 

Pa-P-Po*P 
Hence wis approximately a linear function of p,. 
The concept of specific humidity is that if we take 1 kg of dry air, viz., 
т. = 1 Ка 
then the mass of water vapour associated with this dry air, іп the same volume is 
т, = okg 
so that the total mass of this volume of moist air is 
m=(1+o)kg 
Thus specific humidity is not a mass fraction of water vapour which would have 


been @/(1 + 0), but a ratio of the mass of water vapour to that of dry air in a certain 
volume of the mixture. 


14.3.2 Dew Point Temperature 


Figure 14.3 shows the normal thermodynamic state 1 of water vapour in moist air. 
The water vapour existing at temperature Т of the mixture and partial pressure p, of 
the vapour in the mixture is normally in a superheated state. Moist air containing 
moisture in such a state is considered as unsaturated air. 
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Super heated state 
of water vapour in 
unsaturated air 





Т--- 


Si 
o 


О 
Та 











5--- 


Fig. 14.3 Thermodynamic state of water vapour in moist air 


If a sample of such unsaturated moist air containing superheated water vapour is 
cooled (at constant pressure), the mixture will eventually reach the saturation tem- 
perature 1; of water vapour corresponding to its partial pressure р,, at which point 
the first drop of dew will be formed, i.e., the water vapour in the mixture will start 
condensing. This temperature 1, is called the dew point temperature (DPT). It is, 
therefore, the temperature to which moist air must be cooled at constant pressure 
before condensation of moisture takes place. 

Moisture can be removed from humid air by bringing the air in contact with a 
cold surface or cooling coil whose temperature is below its dew point temperature. 
During the process of cooling, the partial pressure p, of water vapour and specific 
humidity @remain constant until the vapour starts condensing. 

It is seen that the dew point temperature can be found by knowing, from the steam 
tables, the saturation temperature f, at the partial pressure р, of the water vapour. 





Example 14.2 In a dew point apparatus a metal beaker is cooled by gradu- 
ally adding ice water to the water initially at room temperature. The moisture 
from the room air begins to condense on the beaker when its temperature is 
12.8?C. If the room temperature is 21?C and the barometric pressure is 1.01325 
bar, find the partial pressure of water vapour in the room air and parts by mass 
of water vapour in the room air. 


Solution Partial pressure of water vapour at DPT of 12.8°C 


p, = 1.479 kN/m? 
Partial pressure of dry air 

p, = 101325 – 1479 = 99846 N/m? 
Specific humidity 


m, 


Posts 
o= ™. 2062 Ре =0.622 x 1479 0.009214 5E V *- 
nm, 


а Ра 99846 Ко d. a. 
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Parts by mass of water vapour 


ту _ о _ 0.009214 = 0.00913 kg w.v. 
m 1- 0 1.009214 kg mixture 








14.3.3 Degree of Saturation 


Figure 14.4 again shows the superheated thermodynamic state 1 of water vapour 
in unsaturated moist air representing the control volume V in Fig. 14.2. The water 
vapour exists at the dry bulb temperature T of the mixture and partial pressure р,. 












T 
Saturated Water 
Vapour in 
< Saturated Air Superheated 
Water Vapour in 
Ta Unsaturated Air 











5------ 
Fig. 14.4 Ап imaginary isothermal process representing change of state 


of water vapour in unsaturated air to that of saturated air at 
the same temperature 


Consider now that more water vapour is added in this control volume V at tem- 
perature T itself. The partial pressure p,, will go on increasing with the addition of 
water vapour until it reaches a value p, corresponding to state 2 in Fig. 14.4, after 
which it cannot increase further as p, is the saturation pressure or maximum possible 
pressure of water at temperature Т. The thermodynamic state of water vapour is now 
saturated at point 2. The air containing moisture in such a state is called saturated 
air. In this state the air is holding the maximum amount of water vapour (the specific 
humidity being @,, corresponding to the partial pressure р,) at temperature T of the 
mixture. The maximum possible specific humidity, @, at temperature 7 is thus 


o, = 0.622 ты: (14.18) 
P— р; 
The ratio of the actual specific humidity cto the specific humidity c, of saturated 
air at temperature Т is termed as the degree of saturation denoted by the symbol ш. 
Thus 





1- 
из 2 = а ИА (14.19) 
о,  ps| 1- р/р 


We thus see that the degree of saturation is a measure of the capacity of air to 
absorb moisture. 


The McGraw-Hill companies 


456 Refrigeration and Air Conditioning 


14.3.4 Relative Humidity 

Relative humidity denoted by the symbol фог RH is defined as the ratio of the mass 
of water vapour т, in a certain volume of moist air at a given temperature to the 
mass of water vapour m, in the same volume of saturated air at the same tempera- 
ture. Thus, referring to Fig. 14.4 again, if v, and v, are the specific volumes of water 
vapour in the actual moist air and saturated air respectively at temperature 7 and in 
volume V, viz., at points 1 and 2 respectively, we see that 


_ ту _ PyVIRT _ рь 








= ie 14.20 
ту, рУ/ЕТ р, ( ) 
V/o 0 
Also, ф = a= (14.21) 
Vio, 0, 
Using the perfect-gas relationship between points 1 and 2, viz., 
D104 = роу OF Py 0, = р;0; (14.22) 
we have 
© 
ф= 22 = == (14.23) 
Ps Vy 


Thus relative humidity turns out to be the ratio of partial pressures of water 
vapour in a certain unsaturated moist air at a given temperature T to the saturation 
pressure of water vapour (or partial pressure of water vapour in saturated air) at the 
same temperature T. It is usually measured in percentage. When p, is equal to p,, gis 
equal to unity, and the air is saturated and is considered to have 100 per cent RH. 

In general, since partial pressure is a direct measure of the moisture holding of 
dry air, relative humidity is considered to be a more commonly understood measure 
of the degree of saturation of air. 

From Eqs (14.14) and (14.23), it can be shown that 


o = 0.6226 Ps (14.24) 
эе dis (14.25) 
0.622 p, 
Also, from Eqs (14.19) and (14.23), we get 
1 EN 
Peor (14.26) 
l- p/p 
џи 
ф= — A (14.27) 
1- (l=) p/p 


14.3.5 Enthalpy of Moist Air 


According to Gibbs’ law, the enthalpy of a mixture of perfect gases is obtained by 
the summation of the enthalpies of the constituents. Thus the enthalpy of moist air h 
is equal to the sum of the enthalpies of dry air and associated water vapour, i.e., 

ћ=ћ, + oh, (14.28) 
per kg of dry air, where h, is the enthalpy of the dry air part and ch, is the enthalpy 
of the water vapour part. 
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Considering the change in enthalpy of a perfect gas as a function of temperature 
only, the enthalpy of the dry air part, above a datum of 0°C, is expressed as 


ha = C, t = 1.005 t kJ/kg (= 0.24 t Btu/lbm where tis in °F) (14.29) 


where C, = 1.005 kJ/(kg.K) is the specific heat of dry air, and f is the dry-bulb 
temperature of air in °C. 











Reference State 








5---- 


Fig. 14.5 Evaluation of enthalpy of water vapour part 


Again, taking the reference state enthalpy as zero for saturated liquid at 0°C, the 
enthalpy of the water vapour part, viz., at point A in Fig. 14.5, is expressed as 
hy = h; = Ср ta + Фра + Cp, (t- ty) ki/kg (14.30) 
where 
С, = specific heat of liquid water 
tq = dew point temperature 
(йа = latent heat of vaporization at DPT 
C в. = specific heat of superheated vapour 
Taking the specific heat of liquid water as 4.1868 kJ/(kg.K) and that of water 
vapour as 1.88 kJ/(kg.K), in the range 0 to 60°C, we have 


hy = 4.1868 1, + (Л) + 1.88 t- ta) (14.31) 
This expression for enthalpy is rather unwieldy for the purpose of calculations. It 
may, however, be pointed out that at low pressures for an ideal gas, the enthalpy is a 
function of temperature only. Thus in Fig. 14.5, the enthalpies at points B and C are 
also the same as the enthalpy at A. Accordingly, enthalpy of water vapour at A, at 
DPT of г; and DBT of t, can be determined more conveniently by the following 
two methods: 
(1) һа = ће = (hy), (14.32) 
(ii) hy = hg = (hj)gc + С, (t 0) (14.33) 
Thus, employing the second expression and taking the latent heat of vaporization 
of water at О°С as 2501 kJ/kg, we obtain the following empirical expression for the 
enthalpy of the water vapour part 
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h, = 2501 + 1.881 kJ/kg ( = 1061 + 0.444 t Btu/Ibm, where f is in °F) 


(14.34) 
and combining Eqs (14.29) and (14.34), we have for the enthalpy of moist air 
h = 1.005: + @(2500 + 1.88 f) kJ/kg d.a. (14.35) 


(= 0.24t + w(1061 + 0.4447) Btu/Ibm d.a. where 1 is in °F) 


14.3.6 Humid Specific Heat 
Equation (14.35) for the enthalpy of moist air can also be written in the form 
h= (Ср, + 0C, ) t+ O(Np)orc 
= Сї + Ø (hi) (14.36) 
where 
C, = C, + ФС,, 


= (1.005 + 1.889) — l __ © 0.245 Btu/Ibm d.a.R) (14.37) 


(kg d.a.)(K) 

is termed as the humid specific heat. It is the specific heat of moist air (1 + @)kg per 
kg of dry air. The term C, t governs the change in enthalpy of moist air with tempera- 
ture at constant specific humidity, and the term @ (Лус governs the change in 
enthalpy with the change in specific humidity, i.e., due to the addition or removal of 
water vapour in air. 

Since the second term 1.88 0 15 very small compared to the first term 1.005, an 
approximated value of C, of 1.0216 kJ/(kg d.a.) (K) may be taken for all practical 
purposes in air-conditioning calculations. 





Example 14.3 A mixture of dry air and water vapour is at a temperature of 21°C 
under a total pressure of 736 mm Hg. The dew-point temperature is 15?C. Find: 
(i) Partial pressure of water vapour. 
(ii) Relative humidity. 
(iii) Specific humidity. 
(iv) Specific enthalpy of water vapour by the three methods of Fig. 14.5. 
(у) Enthalpy of air per kg of dry air. 
(vi) Specific volume of air per kg of dry air. 


Solution (1) From steam tables, the partial pressure of water vapour at 15°C DPT is 
D, = 12.79 mm Hg = 12.79 (133.5) = 1707.5 N/m’. 
(ii) Saturation pressure of water vapour at 21°C DBT 
р, = 18.65 mm Hg = 18.65 (133.5) = 2489.8 N/m? 





Relative humidity 
12.79 
ф= P» х 100 = х 100 = 68.58% 
Ds 18.65 


(iii) Specific humidity 


127 127 
paien eaog с Ж ТЕЛ?) 
Pa (736 — 12.79) 72321 


= 0.011 kg у у Ка d.a. 
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(iv) Latent heat of vaporization of water at dry bulb and dew-point temperatures 
of air 


(Apgdaiec = 2452 kJ/kg 
(hg)1s«c = 2466.2 kJ/kg 
Specific enthalpy of water vapour from Fig. 14.5 by the three methods 
he = (4.1868) (21) + 2452 = 2540 kJ/kg w.v. 
ha = (4.1868) (15) + 2466.2 + 1.88 (21-15) 
= 2540.3 kJ/kg w.v. 
hg = 2501 + 1.88 (21) = 2540.5 kJ/kg w.v. 


Note Тһе three values are extremely close to each other. 
(v) Enthalpy of air using the value of specific enthalpy of water vapour from the 
empirical relation 
h=h,+ oh, 
= 1.005 (21) + 0.011 (2540.5) 
= 21.1 + 27.9 = 49.0 kJ/kg d.a. 
(vi) Specific volume of air is equal to the volume of 1 kg of dry air or 0.011 kg of 
water vapour. Based on the dry air part 
ART _ 287.3273 + 21) 
^ p, 7 (723.21)(133.5) 


= 0.875 m*/kg d.a. 








14.4 un WET BULB TEMPERATURE (WBT)!? 


A method of measuring humidity by a psychrometer may now be described. A 
psychrometer comprises of a dry bulb thermometer and a wet bulb thermometer. 

The dry bulb thermometer is directly exposed to the air and measures the 
actual temperature of air. The bulb of the wet bulb thermometer is covered by a wick 
thoroughly wetted by water. The temperature which is measured by the wick- 
covered bulb of such a thermometer indicates the temperature of liquid-water in the 
wick and is called the wet bulb temperature. Let it be denoted by the symbol t’. 

Referring to Fig. 14.6, when unsaturated moist air at A flows over water in the 
wick at f, the partial pressure p, of the water vapour in the mixture is too low for 
equilibrium with the liquid which exerts the saturation pressure р,. As a result the 
liquid evaporates into air, increasing the vapour pressure to p,.. The enthalpy of 
vaporization is derived from liquid water itself as well as air. Accordingly, the state 
of water drops to Ју, its vapour pressure to p, , and the state of leaving water vapour 
(and also temperature of air) moves to 1. 

The process is repeated until the equilibrium temperature 1^ is reached in the 
wick, when the water in the wick is at f’ and the water vapour in the air after leaving 
the bulb is saturated at g’. The leaving temperature of air is also t’. At this equilibri- 
um state, the enthalpy of vaporization is completely derived from air. Thus, we have 
at this point the heat required to evaporate water to saturate air equal to the heat 
surrendered by air. 
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Process in 
Wet Bulb 
Thermometer 
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Fig. 14.6 Change of state of water vapour in air flowing over a 
wet bulb thermometer 


The vapour pressure of water рт air is now equal to the saturation pressure p; at 
the temperature 1' of the wet bulb. There is only one possible equilibrium wet bulb 
temperature t’ for the complete saturation of a given initial state A of the moist air. 
The change of state of water vapour is from A to g’. 

The difference between the dry bulb and wet bulb temperatures is called wet bulb 
depression (WBD).Thus 

WBD = (t- t?) 

If the ambient air is saturated, viz., the RH 
is 100 per cent, then there will be no evapora- 
tion of water on the bulb and hence WBT and 
DBT will be equal. The wet bulb depression 
will be zero. Thus WBT is an indirect measure 
of the dryness of air. 

The wet bulb temperature is essentially not a 
thermodynamic property. It is the temperature AreaA ^ 
of equilibrium reached by heat transfer from air 
to water in the wick due to the temperature dif- intial — | 
ference (7 — 1’) causing the evaporation of water Air а! 
and the consequent diffusion of water vapour ы nod 
into air due to the partial pressure difference h 
(р; — Po), where p; is the saturation water 
vapour pressure at temperature f'. Referring Fig. 14.7 Flow of air over the wick- 





to Fig. 14.7, this equilibrium condition can be covered bulb of a wet 
expressed by the energy balance equation bulb thermometer 
fRA (t-t) = m, hg = КА P3- Po) hg (14.38) 


where ў, = Heat-transfer coefficient of the air film around the wetted surface 
А = Area of the wetted surface 
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m, = Rate of evaporation and diffusion of water vapour 


k, = Mass transfer coefficient of water vapour through the film of air and 
water vapour mixture 


hye = Enthalpy of vaporization at the wet bulb temperature 
Rearranging Eq. (14.38), we obtain for the wet bulb temperature 


е =1- 58. (рур) (14.39) 
fe 

As the specific humidity is solely a function of vapour pressure, the vapour 
pressure difference in Eq. (14.39) can be replaced by the corresponding specific 
humidity difference (@’ — а) and with suitable modification of the units, the mass- 
transfer coefficient к, may be replaced by the mass transfer coefficient k,, based on 
the specific humidity difference so that the expression for the wet bulb temperature 
becomes 


, k ^ , 
t =t- hy,(o' – а) (14.40) 
fe 
It is thus seen that the equilibrium wet bulb temperature depends on the heat and 
mass-transfer coefficients f, and kọ respectively and the initial state of air. Further, 
the units of the mass-transfer coefficient k,, can be obtained from Eq. (14.40) as 


— [di]  [KIUs' m? K^] kg 
[kj] = = =I Z^ 2 
Па] [0] [J kg] [kg ke] sm 

Comparing Eqs (14.39) and (14.40), we see that 





ky p; Py) = ko (9 – 9) = 0.622 К, = 
1 ЕТ 
? Ко 0622 Paka= 0622 Ма 14.41 
sgg ты, (14.41) 


14.5 un THERMODYNAMIC WET BULB TEMPERATURE OR 
“~~ TEMPERATURE ОЕ ADIABATIC SATURATION 


For any state of unsaturated moist air, there exists a temperature г“ at which the air 
becomes adiabatically saturated by the evaporation of water into air, at exactly the 
same temperature 17. Figure 14.8 is a schematic representation of this process, called 
the adiabatic saturation process. The leaving air is saturated at temperature 1". The 
specific humidity is correspondingly increased to 2". The enthalpy is increased from 
a given initial value h to the value Л*. The weight of water added per kg of dry air is 
@* — which adds energy to the moist air of amount equal to (@* — о) hy, where hj 
is the specific enthalpy of the injected water at г. 
Therefore, since the process is strictly adiabatic, we have by energy balance 


h + (à - œ) hë -h* (14.42) 
Now h=C, t+ ah, 
and h* = С, + аў ћу 


where h,” = ћу + hg. (saturated vapour) 
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Adiabatic 
2 222222 Enclosure 








Inlet Air Outlet Air 





w 
h 





t* 


һ T Feed Water 
f 








-(о%-о)) per kg of Dry Air 
Fig. 14.8 Adiabatic saturator 


and, h, can be expressed in terms of 12, such that 
h,=hž + C, (ғ- б) = р + + C, - t“) 
Substituting these values in Eq. (14.42), we obtain 
C, t olh” + ћу +C, t- 
+ (@* — аў) hë =C, 1 + a [hy + hg] (14.43) 
Simplifying Eq. (14.43) we get 
* * * * 
(С, + 0C, ) t- (Cs. + 0 С) t= hg, (о — о) 
ог С,1- C, = (0 - а) (14.44) 
Considering the humid specific heats С, and С | as approximately the same, we 
can simplify Eq. (14.44) to 
C, (t - 1*) = hg* (а – а) 
* h; g * 
whence t =t- --- (o - 0) (14.45) 


p 

It can be seen from Eq. (14.45) that there is only one solution for г“, and it 

depends only on ѓ and w which аге the thermodynamic properties representing the 

initial state of air. Thus, the temperature of adiabatic saturation is a thermodynamic 
property of moist air. 


14.5.1 Difference between ť and t* 


Let us compare the expressions for the wet bulb temperature 1” and the temperature 
of adiabatic saturation г“, i.e., 


^ 


k 7, , 
t =t- hp (0 – а) 


Ж 
fa ЛЕ (о – Q) 
С 
It follows that if 
Ко _ 1 
k G 
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or 





2/3 
ЖЕН dps (2) (14.46) 
koCp D 

then г = г“, i.e., the two temperatures are equal. The dimensionless quantity лс, 
is called the Lewis питђег 7 Fortunately, for the air and water vapour mixture at 
low pressures, this number is approximately equal to unity (Le = 0.945). 

Thus by an entirely fortuitous circumstance, the measurable wet bulb temperature 
is equal to the thermodynamic wet bulb temperature. There is no theoretical basis, 
however, to assume that the two temperatures are the same. For any other kind of gas 
and vapour mixture these would not be the same. In a way, it is also somewhat 
unfortunate that in the case of air and water vapour mixture, the two temperatures 
are exactly the same and they are confused as meaning one for the other. 


14.5.2 Measurement of Psychrometric Properties 


It may be seen that there is no convenient way of measuring c, 4 or 0. They are 
properties which have to be calculated. The measurable properties are dry bulb, wet 
bulb and dew point temperatures. 

To define the complete thermodynamic state of the air and water vapour mixture, 
one needs to know three properties. Usually, two of these are the total pressure (ba- 
rometer pressure) and dry bulb temperature. The third measurable property is either 
the dew point temperature or the wet bulb temperature. 

The dew point temperature is measured by cooling a bulb in a stream of air until 
the first dew appears on the bulb. The wet bulb temperature is measured by rotating 
the wick-covered bulb of a thermometer at 160 to 660 rpm in air. 

From the dew point temperature, the saturation pressure of water can be obtained 
from the steam table which in turn is equal to the actual partial pressure of water 
vapour in the air. It is generally difficult to accurately measure the dew point 
temperature. 

The wet bulb temperature is easily measured with the help of a psychrometer. 
The wet bulb temperature, as stated earlier, is not a thermodynamic property. There- 
fore, no analytical expression can be derived to relate WBT with p, or other thermo- 
dynamic properties. Nevertheless, since WBT happens to be equal to the tempera- 
ture of adiabatic saturation, it can be considered as a thermodynamic property. It is 
thus an easily measurable property, and empirical relations exist to obtain the value 
of p, in terms of 1". They аге: 

(i) Modified Apjohn equation 


, l8p(t-r) 
=р == ue (14.47) 
акы 2700 
(ii) Modified Ferrel equation 
1.81 
= p, – 0.00066p (t — t^) | 1 + — 14.48 
Po = Py р ( | У ( ) 


(iii) Carrier equation 

‚_ (p - pit = 19018) 
^ 2800- 1.3(1.8¢ + 32) 
where all the temperatures are in °C, and p; is the saturation pressure at the wet bulb 
temperature t’. The pressures p, p, and p, may be in any consistent units. 





Po =P (14.49) 
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Example 14.4 Calculate, (i) relative humidity, (ii) humidity ratio, (iii) dew 
point temperature, (iv) density and (v) enthalpy of atmospheric air when the 
DBT is 35°C, WBT is 23°C and the barometer reads 750 mm Hg. 


Solution (i) From the saturation properties of water, at a WBT of 23°C 
p, = 21.06 mm hg 
Then from Eq. (14.49) 
, (р-р24-1718) 
"^ 2800 — L3(1.8t + 32) 
(750 — 21.06)(35 — 23)(1.8) 
2800 — 1.3(1.8 x 35 + 32) 
= 21.06 — 5.88 = 15.18 mm Hg 


From saturation properties of water, at a DBT of 35°C 
р; = 42.4 mm Hg 





Py =P 





= 21.06 – 





Relative humidity 
15.18 
ф= 25 х 100 = х 100 = 36% 
Ds 42.2 
(ii) Humidity ratio 
@= 0.622 — === 0.622 м. = 0.01285 kg w.v./kg д.а. 
р-р, (750 – 15.18) 


(iii) Dew point temperature 
tı = 17.7°C (Saturation temperature at 15.18 mm Hg pressure) 
(іу) Partial densities 
D, _ (750 — 15.18)(133.5) 
R,T  (287.1)(273 + 35) 


a 


р, Ру _ (15.18)(133.5) — 0.0143 kg/m? 


"RT (461073 + 35) 
Density of moist air 
p = p, + p, = 1.1086 + 0.0143 = 1.1229 kg/m? 


- 1.1086 kg/m? 





Ра = 





(у) Enthalpy 
h = 1.005: + (2500 + 1.887) 
= 1.005(35) + 0.01285(2500 + 1.88 x 35) = 68.15 kJ/kg d.a. 


14.6 PSYCHROMETRIC CHART’? 


All data essential for the complete thermodynamic and psychrometric analysis of 
air-conditioning processes can be summarised in a psychrometric chart. At present, 
many forms of psychrometric charts are in use. The chart which is most commonly 
used is the 0 — t chart, i.e., a chart which has specific humidity or water vapour 
pressure along the ordinate and the dry bulb temperature along the abscissa. The 
chart is normally constructed for a standard atmospheric pressure of 760 mm Hg or 
1.01325 bar, corresponding to the pressure at the mean sea level. A typical layout of 
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this chart is shown in Fig. 14.9. The procedures for drawing various constant 
property lines on this chart will now be described. 








Temperature 






Wet Bulb 









Dew Point 
Temperature 





Moisture 


Specific Humidity, o ———- 





Content 


Water Vapour Pressure, p, = Қо)-- 











Dry-bulb Temperature, t — —- 


Fig. 14.9 Constant property lines оп a psychrometric chart 


14.6.1 Saturation Line 


The saturation line represents the states of saturated air at different temperatures. As 
an example of fixing such a state on the chart, consider an atmosphere A at 20?C and 
saturation as shown in Fig. 14.10. From the steam tables at 20°C, water vapour 
pressure 

р, = p, = 17.54 mm Hg = 2342 N/m? 


Partial pressure of dry air 
Pa = р-р, = 101325 – 2342 = 98983 N/m? 
Specific humidity at 20?C saturation 


па о таван 


À Pa 98983 
Knowing f and @, point А can be plotted. In a similar manner, saturation states 
at other temperatures can also be plotted to draw the saturation line on the 


psychrometric chart. 


























2%% 
Q? Saturated Air 
| At 20°C | 
Condition of os = 0.01472 2 
Water Vapour at 2 
20°C Saturation 5 
= 20°C t—- 
(а) t-s Diagram of water (b) Psychrometric Chart 


Fig. 14.10 Saturated air at 20°C 
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14.6.2 Relative Humidity Lines 


Relative humidity is the ratio of the actual vapour pressure to the vapour pressure 
which would exist in a saturated mixture at the temperature of the air. The saturation 
line on the chart is, therefore, the line of 100 per cent RH since for all points on this 
line p, = p,. The lines on this chart for any other desired value of RH can be соп- 
structed as follows. 

Taking 50 per cent RH as an example, the point on the 20°C line corresponding to 
this RH must be at the intersection C (Fig. 14.11) with the line representing a vapour 


pressure of 
p, = 0.5 х 2342 = 1171 N/m? 

















> 
0.01472 Э 
8 
0.00727 
@ = 0, 0% RH 





20°C t —> 
Fig. 14.11 Drawing 50 per cent RH line 


At this point 
Ра = 101325 – 1171 = 100154 N/m? 


gs О аулет ke t.a. 
100154 
Likewise, points for other temperatures can be plotted to construct the complete 
50 per cent RH line. It may be noted that the w= 0 line also corresponds to zero per 


cent RH. 


14.6.3 Constant Specific Volume Lines 
Consider a line corresponding to a specific volume of, say, 0.85 m? /kg d.a. as shown 
in Fig. 14.12. One point on this line is A which is on the saturation curve. To locate 
this point, the following trial and error procedure is to be followed: 
(i) Assume t at A and find p, = р,. 
(ii) Find p,- 
(iii) Calculate v and check. 
In this case, an assumed value of t = 20°C is taken initially at which 


р, = Dy = 2342 N/m? 
p, = 101325 – 2342 = 98983 N/m? 
_ 287.3(273 + 20) 


v, = R, Пра = EE - 0.85 m*/kg d.a. 
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0.01472 


0.00597 


о, kg/kg — 














20°C 25 С 


| 


Fig. 14.12 Drawing 0.85 m?/kg d.a. constant-volume line 


It checks with the required value. If it does not agree with the required value, a 
new value of t may be assumed. Now to plot point A, we calculate 
_ 0.622(2342) 


98983 
Thus point A can be plotted. Consider now another point B on this line ata DBT 
of 25°C. For this point with the same specific volume 


= 0.01472 kg w.v./kg d.a. 





- RT _ 287.3273 + 25) — sooo Nha? 
Va 0.85 
p, = 101325 – 100724 = 601 N/m? 
_ 0.622(601) 


= 0.00597 kg w.v./kg d.a. 
100724 


Thus point B can also be plotted. Likewise, a number of other unsaturated states 
can be plotted up to w= 0, to give the complete constant-volume line. It may be 


noted that at any point on this line 
V =V, = 00, 


14.6.4 Constant Thermodynamic Wet Bulb Temperature Lines 
Consider the energy balance equation (14.41) for the adiabatic saturation process, viz., 
h + (9 – oh = h” 
Rearranging, we have 
һ- oh, =h*- ah; — const. 
Now in Fig. 14.13, point A at 20°C DBT also has a WBT of 20°C. For any other 
point on the 20°C constant WBT line, we must have 
L=h- oh; =һ*— а hy -X'-const (14.50) 
where È is called the sigma heat function which is constant along the constant WBT 
line. All states on this constant wet bulb temperature or constant sigma heat function 
line have a combination of and @which must satisfy Eq. (14.50). Now for point A 
@ = 0.01472 kg w.v./kg d.a. 
h” = (1.005 + 1.88 w*) t“ + 2501 а 
= (1.005 + 1.88 x 0.01472)20 + 2500 (0.01472) 
= 57.45 kJ/kg d.a. 


The McGraw-Hill companies 


468 Refrigeration and Air Conditioning 


ћу = 83.9 kJ/kg (at 20°C) 
ж ж жү ж 
E* =h“ а hy 
= 57.45 – 0.01472 (83.9) 
= 57.45 – 1.24 = 56.21 kJ/kg d.a. 









о)“ = 0.01472 




















2 
? 
0 = 0.01072 E 
і- -20% і-30%С 
| ————> 
Fig. 14.13 Drawing 20°C constant WBT line 
Then for point B, say at 30°C 
L=h- @һ = >“ = 56.21 

= (1.005 + 1.88 œ) 30 + 25010 — 83.9 w= 56.21 

whence æ = 0.01072 kJ/kg d.a. 

and h=X+ oh, = 56.21 + 0.01072 (83.9) = 57.11 kJ/kg d.a. 


Similarly, the points at the other dry bulb temperatures for a sigma heat function 
of 56.21 kJ/kg d.a. can be plotted to enable the construction of the 20°C WBT line as 
shown in Fig. 14.13. 


14.6.5 Constant Enthalpy Lines 


It may be observed from the preceding calculations that the difference of the 
enthalpies at the saturation point A and another point B on the constant WBT line is 
very small. This difference denoted by the symbol D is called enthalpy deviation 
and is given by 
D=h-h* =(0- a) hë 

In spite of the small enthalpy deviation, separate lines of constant wet bulb tem- 
perature and constant enthalpy can be shown on the psychrometric chart, if it is made 
sufficiently large. Many psychrometric charts follow this practice. Another method 
suggested by Palmatier and Wile? uses constant wet bulb lines and also shows constant 
enthalpy deviation lines as shown in Fig. 14.14. The enthalpy deviation at B is 

D=h-h* = 57.11 – 57.45 = – 0.34 kJ/kg d.a. 

Thus the enthalpy scale only gives the values of enthalpies л“ for points on the 
saturation line (Fig. 14.14). To find the enthalpy at any other point we go along the 
constant WBT line, and determine the enthalpy by the expression 


h=h*+D 
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Fig. 14.14 Enthalpy deviation line 


14.6.6 Psychrometric Charts for Low and High Temperatures and High 
Altitudes 


The particular psychrometric chart given in the appendix is for the normal DBT 
range of 0 to 50°C and a humidity ratio of 0 to 0.03 kg/kg of dry air. Psychrometric 
charts are also prepared for subzero temperatures for extreme winter-heating calcu- 
lations, and for high temperatures for calculations of drying processes. In a subzero 
temperature chart, the water vapour pressure is that of sublimated vapour over ice 
since 0.01°C is the triple point of water. Also, the latent heat used for enthalpy 
calculations is that of sublimation instead of vaporization. 

Psychrometric charts are to be specially constructed for localities at higher 
altitudes and consequently lower barometric pressures. An idea of the variation of 
barometric pressure with altitude is obtained from values given in Table 14.2. 


Table 14.2 Barometric pressure with altitude 





Height above MSL Barometric Pressure 
m mm Но 
Seal level 760 
760 693 
1520 633 
2280 577 





14.7 un APPLICATION OF FIRST LAW TO A PSYCHROMETRIC 


е 


PROCESS 


The change of state of moist air is referred to as a psychrometric process. Such a 
process may involve any one or a combination of the following processes. 
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(i) Cooling. 

(1) Heating. 
(11) Dehumidifying. 
(iv) Humidifying. 

By far, a combination of cooling and dehumidifying is mostly used in summer air 
conditioning. On the contrary, winter air conditioning commonly involves heating 
and humidifying of air. 

For the analysis of equipment involving psychrometric processes, the first law in 
the form of SSSF energy equation can be conveniently applied. For the purpose, the 
specific volume, enthalpy, etc., of moist air are either calculated from fundamental 
procedures as outlined in Example 14.5, or are obtained from the psychrometric 
chart. The following example illustrates the calculation procedure. 





Example 14.5 Cooling and Dehumidification of Moist Air 
Moist air at standard atmospheric pressure is passed over a cooling coil. The 
inlet and exit states are as follows: 


Number 








Show the process on a psychrometric chart. Determine the amount of heat 
and moisture removed per kg of dry air. 


Solution Figure 14.15 shows the schematic diagram of the cooling coil, and 
Fig. 14.16 shows the cooling and dehumidification process on a psychrometric chart. 
Consider air around the cooling coil as forming the control volume in which moist 
air enters at 1 and leaves at 2. The condensed moisture leaves at 3. Applying 
continuity equation we have, by dry air and moisture balance 
Та = Mg, = Та 
Ту, = Та (01 – 05) 
Steady-state steady-flow (SSSF) energy equation: 
О + tig hy = rh hy + iy, hy, 
Dividing the equation by m, we get for 1 kg of dry air 
qth, =h,+(@,- 0) hy, 
q thy + Oh, = ha, + 05h, + (0, — 95) hy, 
Saturation pressures of water at 25°C and 15°C from steam tables are 
Po, = Psa)30°c = 4-246 kPa, Po, = (Psat)isoc = 1.7051 kPa 
Partial pressures of water vapour in air at inlet and outlet 
Po, = фр, = 0.5 (4.246) = 2.123 kPa 


Po, = É Ps, = 0.8 (1.7051) = 1.3641 kPa 
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Vapour Liquid 
Refrigerant Refrigerant 
Out In 
Cooling Coil 






Moist 
Air In 


Moist 
Air Out 


15°C 
90% RH 






































10°C 15°C 30°C 


t—— 


Fig. 14.16 Cooling and dehumidification process on psychrometric chart in 
Example 14.5 


Specific humidities 


212 
а) = 0.622 Pov = 0,622 ___--123___ = 0.01331 kg w.v./kg d.a. 
Ра, 101.325 – 2123 
1.3641 
о» = 0.622 Pos 0,622 — 13041 __ = 0,00849 kg w.v./kg d.a. 
Pa, 101.325 — 1.3641 


Specific enthalpies of water vapour and condensed moisture are: 
hy, = (Р, )зос = 2556.3 kJ/kg 
hy, = (Ag) 15°¢ = 2528.9 kJ/kg 
hy, = (hp)isec = 63 kJ/kg 
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Substituting values in SSSF energy equation, we get 
q = (ha, -h,) + Og Ny, — Фу Ny, + (0, – 00) No, 
= 1.005 (15 – 30) + 0.00849 (2528.9) – 0.01331 (2556.3) 
+ (0.01331 – 0.00849) 63 = – 27.3 kJ/kg d.a. 
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È 
Ф Revision Exercises 


14.1 For a dry bulb temperature of 25°C and a relative humidity of 50 per cent, 

calculate the following for air, when the barometric pressure is 740 mm Hg. 
(a) Partial pressures of water vapour and dry air. 

(b) Dew point temperature. 

(c) Specific humidity. 

(d) Specific volume. 

(е) Enthalpy. 

14.2 A sample of moist air has a dry bulb temperature of 43°C and a wet bulb 
temperature of 29°C. Calculate the following without making use of the 
psychrometric chart: 

(a) Partial pressure of water vapour. (b) Specific humidity. 

(c) Relative humidity. (d) Dew point temperature. 
(e) Humid specific heat. (f) Enthalpy. 

(g) Degree of saturation. (h) Sigma heat function. 
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14.3 А sample of air has dry and wet bulb temperatures of 35°C and 25°C respec- 
tively. The barometric pressure is 760 mm Hg. Calculate: 

(a) Humidity ratio, relative humidity and enthalpy of the sample. 

(b) Humidity ratio, relative humidity and enthalpy, if the air were adiabati- 
cally saturated. The use of steam tables only is permitted. 

14.4 Investigate the effect of humidity on the density of moist air by computing the 
vapour density for an air water vapour mixture at 26°C and relative humidi- 
ties of 0, 50 and 100 per cent. Also, for each case, compare the values of the 
degree of saturation to the values of relative humidity. 

14.5 Air at a condition of 30°C dry bulb, 17°C wet bulb and a barometric pressure 
of 1050 m bar enters an equipment where it undergoes a process of adiabatic 
saturation, the air leaving with a moisture content of 5 g/kg higher than what 
it was while entering. Calculate: 

(i) Moisture content of air entering the equipment. 

(ii) Dry bulb temperature and enthalpy of the air leaving the equipment. 

14.6 (a) Moist air is at 25°C temperature. Its dew point is measured as 20°C. The 

barometric pressure is 755 mm Hg. What are the values of specific and 
relative humidities of the air? 

(b) If this air is cooled to 15°C dry bulb temperature and 50% relative 
humidity, what will be the amount of total heat removed per unit mass of 
dry air? What will be the corresponding amount of moisture removed? 

14.7 (a) The temperature of air entering an adiabatic saturator is 42°C, and the 

leaving air temperature is 30°C. Compute the humidity ratio and relative 
humidity of entering air. 

(b) The conditions inside a room are 25°C and 50% degree of saturation. 
The inside surface temperature of the glass window is 10°C. Will the 
moisture condense from room air upon the window glass? 

14.8 Using tables and applying first law of thermodynamics, estimate the heat 
transfer rates in the following two cases: 

(a) Heating of 1.2 m/s of air at 15°C and 90% RH to 50°C without the 
addition of moisture. 

(b) Cooling of 1.5 m/s of moist air at 30°C and 60% RH to 15°C and 80% 
RH. The condensate leaves at 20°C. 
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Psychrometry of 
Air-Conditioning Processes 


This chapter presents the psychrometry of common air-conditioning processes 
showing how the state of moist air is altered as the respective processes take place. 


15.1 OM MIXING PROCESS 


Let us consider the adiabatic mixing of different quantities of air in two different 
states at constant pressure. Let subscripts 1 and 2 refer to the two streams of air, and 
let m, refer to the mass of dry air in the stream. Then by moisture balance, we have 
for the specific humidity of the mixture 
Ma, Фа = та, д + а, 05 
Mg, 0i + Ma, 0) 
> 03 = ——— (15.1) 


та, 


where by dry air mass balance, 


та, 


= Ma, + Па, 
is the mass of dry air in the mixture. 
Also, by energy balance, we similarly get the expression for the enthalpy of the 
mixture 
та hı + тй) 
h, = —————_ (15.2) 
Ma, 
Substituting expressions from Eq. (14.36) for the enthalpies in the above 
equation, we have 


т, 
а» 





m, 
(C, t4 + һо) = т (C, fj + hy, 01) + (C, t5 + ћ >) 


a3 a3 


Simplifying, we get an expression for the temperature of the mixture 





m, +m, t А 
pa Al hey Ра | Ma, @ + ey 0) — 0, 
з т, С, | т т | 


84 P аз аз 
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The second term in the above expression being negligible, we can write 


е ы (15.3) 
та, 

The sign of approximation has been used since an assumption has been made that 
the humid specific heat C, is the same for all three streams. 

Thus, if the psychrometric chart had been plotted on a @—h coordinate system, 
the state point for the mixture would lie on the straight line joining the two states. On 
the @—1 coordinate system (Fig. 15.1) it is only approximately so. The position of 
the mixture state is such that it divides the straight line joining states 1 and 2 in the 
inverse ratio of the masses m, and m,, of the two dry air streams. 

















2 
% 
Х РА 
“ 
Ж 
та; 
“a 1---- 8 
Fig. 15.1(a) Adiabatic mixing of Fig. 15.1(b) Mixing process on psychrometric 


air streams chart 





Example 15.1 30 т//тіп of a stream of moist air at 15°C DBT and 13°C 
WBT are mixed with 12 т?/тіп of a second stream at 25°C DBT and 18°C WBT. 
Barometric pressure is one standard atmosphere. Determine the dry bulb and 
wet bulb temperatures of the resulting mixture. 


Solution From the psychrometric chart: 
For the first stream 


= 15°С, г{ = 13°С, 0, = 0.827 m?/kg d.a., 
Q, = 0.0084 kg w.v./kg d.a., ћу = 36.85 kJ/kg d.a. 
For the second stream 
ty = 25°C, 6 = 18°C, v, = 0.859 m*/kg d.a., 
а» = 0.01 kg w.v./kg d.a., hy =51.1 kJ/kg d.a. 
Dry air mass flow rates 
Та = X - 36.2 kg d.a./min 
та, = = а = 13.9 kg d.a./min 
?^ 0.859 


For the mixture 
та, = 36.2 + 13.9 = 50.1 kg d.a./min 
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= 36.2(0.0084) + 13.9(0.01) 








= 0.00886 kg w.v./kg d.a. 
5001 
2(3685) + 13.9(511 
p У == EOL! ~ ава 


From the psychrometric chart for calculated values of @; and h, 
DBT of mixture, t, = 17.5°C 


WBT of mixture, 1; - 14.59С 





Example 15.2 А stream of moist air at 2°C dry bulb and 80 per cent relative 
humidity mixes with another stream of moist air at 30°C dry bulb and 10°C dew 
point in the-ratio by mass of one part of the first to two parts of the second. 
Calculate the temperature and specific humidity of the air after mixing. 


Solution For the first stream 
0 = 0.0035 kg w.v./kg d.a. 
h, = 10.78 kJ/kg d.a. 
Mass of dry air per unit mass of moist air 
m, = : kg = Бо МА = 0.9955 kg 
1+0 1.0035 
For the second stream 
а» = 0.00765 kg w.v./kg d.a. 
hy = 49.67 kJ/kg d.a. 
Mass of dry air per two-units mass of moist air 
2 


= kg = = 1.9848 Ко 
14 0 1.00765 











та, 


For the mixture 


| 10.7 1.9848(49.67 

h= 0.9965(10.78) + 1.9848(49.67) = 36.68 kI/kg d.a. 
0.9965 + 1.9848 

"TR 0.9965(0.0035) -- 1.9848(0.00765) 


0.9965 -- 1.9848 








= 0.00627 kg w.v./kg d.a. 





15.1.1 Mixing with Condensation 


When a large quantity of cold air mixes with a quantity of warmer air at a high 
relative humidity, there is a possibility of condensation of water vapour, as seen in 
Fig. 15.2, and the mixture will then consist of saturated air and the condensate. 

If the DBT of the mixture falls below 0°C, the condensate may eventually freeze. 

It may be noted that due to condensation, the specific humidity of the mixture ад, 
will be reduced to below @, given by Eq. (15.1), as shown in Fig. 15.2 (b). Corre- 
spondingly, the temperature of the air would be increased to t4 from t, due to the 
release of the latent heat of the condensate. Now, if а), represents the mass of the 
condensate per unit mass of the mixture, we have by moisture and energy balance 

0), = 03 – 0) 
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Mg QO + Та 02 


ог Ор = —> - а. (15.4) 
т, + тл, 
апа та, hy + та, ©. hy, = та, ћа 
та hı + та h» 
or h, = —————— - 0, hg (15.5) 
m, + та, 


where hy, is the enthalpy of the condensate at temperature t4 of the mixture. The two 
variables to be solved from Eqs (15.4) and (15.5) are t, апа @,. By assuming differ- 
ent values of t, and substituting for @,, h4 and ћ,, the two equations сап be solved by 
trial and error to obtain the final state after mixing. 


Жж 
1 
7—74—— Adiabatic 
































2—74—- Mixer 
ji = 
Fig. 15.2(a) Adiabatic mixer with Fig. 15.2(b) Mixing process with 
condensation condensation 


Mixing with condensation rarely occurs in air-conditioning processes. However, 
during winter it is acommon phenomenon in nature for fog or frost to form. It is due 
to the mixing of cold air near the earth’s surface with the humid and warm air which 
develops towards the evening or after rains. 


15.2 OM BASIC PROCESSES IN CONDITIONING OF AIR 


Four basic thermodynamic processes and four combinations of processes by which 
the state of moist air can be altered are shown in Fig. 15.3. They are: 
(і 


(ii) Sensible cooling – process ОВ 


— 


Sensible heating — process OA 


(iii) Humidifying – process OC 
(iv) Dehumidifying – process OD 
(v 
(vi) Cooling and dehumidifying - process OF 


~ 


Heating апа humidifying — process OE 


(vii) Cooling and humidifying — process OG 
(viii) Heating and dehumidifying — process OH. 
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Fig. 15.3 Basic psychrometric processes 


The first two processes, viz., sensible heating and cooling, involve only a change 
in the dry bulb temperature, whereas the processes of humidifying and dehumidify- 
ing involve a change in the specific humidity. Thus, when the state of the air moves 
from O to A or to B, there is no change in the moisture content of the air; if the state 
changes from O to C or to D, the DBT remains constant. However, most practical 
moisture-transfer processes involve a change in temperature as well. The last four 
fundamental processes listed above involve both changes in temperature as well as 
in humidity. 

We shall, now, consider calculations for processes involving changes in 
temperature and humidity. 


15.2.1 Sensible Heat Process-Heating or Cooling 


When the state of moist air is altered along һв 


the 0 = constant line such as AB іп 
Fig. 15.4, the heat has to be transferred which 
goes to change the temperature of the air. The 
heat transfer, is given by 
Qs = m, (hg — ha) B 
-m, C, (tg — t4) 
= m, C, (fg - t4) + m, OC, (tg — t4) 
= m, (1.005 + 1.88 æ) (tg—1,) (15.6) la na ів 
where С, is the humid specific heat. This Ru 
heat, denoted by the subscript S, is called the 
sensible heat. If a building to be air conditioned receives or loses heat due to trans- 
mission or other reasons, it is supposed to have sensible heat load. Heat gain in 
buildings will require the conditioning of air to lower temperatures, causing a cool- 
ing load on the air-conditioning equipment. However, heat loss in buildings will 
require the heating of air causing a heating load on the equipment. 
In Eq. (15.6), т, denotes the mass flow rate of dry air. Generally the flow rate of 
air is measured in terms of cubic metres of air per minute (cmm). Then the mass flow 
rate of dry air can be calculated from 


т, = Ор (15.7a) 


ha 


OA = ОВ 
0) ———> 








Fig. 15.4 Sensible heat process 
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where Q, is the volume flow rate of air. Expressing this іп cmm, we have 
_ (cmm)p 
“ 60 
For the purpose of calculations, standard air is taken at 20°C and 50 per cent RH. 
The density of standard air is approximated to 1.2 kg/m? d.a. The value of humid 
specific heat is taken as 1.0216 kJ/(kg d.a.) (K). Substituting these in Eq. (15.6), 
we obtain 





kg d.a./s (15.75) 





js (cmmY12X1.0216) д, 


60 
= 0.0204 (cmm) At, KW (= 1.08 (cfm) At Btu/h) (15.8) 


In English units, A t is in ?F. 

It may be noted that, whereas, simple heating of moist air can be done to any 
desired temperature, simple cooling can be done only up to the dew point tempera- 
ture, viz., up to t4 in Fig. 15.4. Cooling below this temperature will result in the 
condensation of moisture. 


15.2.2 Latent Heat Process-Humidification or Dehumidification 


When the state of air is altered along the hc 
t = constant line, such as BC in Fig. 15.5, 
moisture in the form of vapour has to be hg 
transferred to change the humidity ratio of Фс 
the air. This transfer of moisture is given by 
G =m, (@c – Фр) (15.9) 
Because of this change in the humidity 
ratio, there is also a change in the specific 
enthalpy of the air given by (Ac — Ag) as 
shown in Fig. 15.5. In air-conditioning 
practice, this change in enthalpy due to the 
change in the humidity ratio is considered 
to cause a latent-heat transfer given by 


O, =m, hc — hg) = m, (C, te + ћу, Oc) - (Cy tp + ћу, 0) 
= Ma ћ (де = Әв) 
= Оту, = 2500 G (15.10) 


In the above derivation С, has been taken as the same for both В and С. it is 
evident that though the term latent heat appears to be a misnomer, the quantity Q, is 
proportional to the latent heat of vaporization hye, It implies that if water is to be 
evaporated or condensed at the temperature of air, the required heat transfer would 
be Qr. 

Accordingly, if a building gains or loses moisture, it is supposed to have a latent- 
heat load. А gain of moisture will require the condensation of moisture for the dehu- 
midification of air in the conditioning apparatus, and hence a cooling load. On the 
other hand, a loss of moisture will necessitate the evaporation of water for the 
humidification of air in the apparatus and hence a heating load. Substituting 2500 
for hye, in Eq. (15.10) and using the expression for m, from Eq. (15.7b) we obtain 


0) —- 








t- Њ= tc 


t — 


Fig. 15.5 Latent heat process 
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_ (cmm)(1.2)(2501) ne 

60 
= 50 (cmm) Ло, kW (= 0.68 (cfm) Ao Btu/h) (15.11) 
In English units, Ac is in grains/Ibm d.a. Note that 7000 grains = 1 Ibm. 


0, 


15.2.3 Total Heat Process 
Consider now a change in the state of air along the path AC as shown in Fig. 15.6. 
This involves both a change in temperature as well as in the humidity ratio. The 
change in temperature causes a sensible heat load given by 

Qs =m, (ћр—ћ,) 

=", С, (tc - t4) (15.12) 
The change in the humidity ratio causes a moisture transfer given by 
G = m, (де — 0) 

and a latent heat load given by 

О, = т, (hc — hg) 


-m, hy (де — д) (15.13) 
Adding Eqs (15.12) and (15.13) we obtain an expression for total heat load as 
0-0;%0, 
= m, (ће — hy) (15.14a) 
= m, [С, (tc — t4) + ћ (де — 03)] (15.145) 


Again, expressing the mass flow rate in cmm, we get 
Ò – (cmm)(1.2) АЛ 
60 


= 0.02 (cmm) Ah, (15.15а) 
which is the same as 


О = (cmm) (0.0204 At + 50 Ло), kW (15.155) 


15.2.4 Sensible Heat Factor (SHF) 


The ratio of the sensible heat transfer to the total heat transfer is termed as the sensi- 
ble heat factor. Thus 





sup- —2s_ = 2s 
Qs + Q, Q 
Substituting from Eqs (15.8) and (15.15), we obtain 
SHF = hg — ВА Е hg = Na 
(hg — h4) + (hc — hg) | hc -ha 
0.0204 At _ 0.0204At 





= = (15.16) 
0.0204At + 50Л0 _ 0.02АР 


It may be observed from Fig. 15.6 that point B divides the total enthalpy change 
(ће = Рд) in the ratio of SHF and 1 – SHF. The sensible heat transfer taking place 
along AB is proportional to SHF and the latent heat transfer along BC is propor- 
tional to 1 – SHF. The process line AC is called the sensible heat factor line or 
process or condition line. 
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ФА 




















Fig. 15.6 Total heat process 


It is obvious that a sensible heat factor of unity corresponds to no latent heat 
transfer and the SHF line is horizontal on the psychrometric chart. However, a zero 
SHF line is vertical on the psychrometric chart and implies no sensible heat transfer. 
An ӚНЕ of 0.75 to 0.8 is quite common in air-conditioning practice in a normal dry 
climate. A lower value of SHF, such as 0.65, implies a high latent heat load, which is 
quite common in a humid climate. 

Simplifying Eq. (15.16), we have 

1 1 





SHF = ЖОЕ (15.17) 
1+ 2451202 1+ tin 
At 
where (ап 0 = Bg 
At 
1 1 
= —— (ss - ) (15.18) 
2451 \ SHF 


We see that @is the slope of the SHF line AC on the psychrometric chart, which 
is purely a function of SHF. 

Thus, when a process line is to be drawn on the psychrometric chart, the 
following two things have to be known: 

(i) Initial state of air 

(ii) Sensible heat factor 

The following are the ways in which the SHF line can be drawn on the 
psychrometric chart with this data: 

(i) In the first method, we can calculate tan Ө. Then move vertically a certain 

distance A @ from the initial state, and then horizontally a distance 
At = (Ло) (tan 0) 
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Finally, join the point obtained to the initial state point. However, this method 
is prone to grave error since Ao is numerically small, and tan Ө tends to a 
value close to zero. The method is given here only to illustrate the principle 
involved. It is never used. 

(ii) In the second method, move vertically a certain enthalpy change Ah,. This is 
proportional to the latent heat change. Then move horizontally equivalent to 
the sensible heat change in terms of enthalpy given by 


SHF 
Ahs = (Аһ) | >= 
pco) (AX) 


Again, join the final point to the initial point. 

(ш) The third method uses a nomographic method with some charts in which a scale 
is provided for SHF. There is also a reference point provided which is joined to 
the appropriate SHF on the scale. Then a line from the initial state point can be 
drawn parallel to the above line which will give the required SHF line. 

(iv) The fourth and the best method is by calculation. In the case of cooling and 
dehumidification of air, we have from Eq. (15.16) 

0.0204(tc — tapp) 
0.0204(tc — tapp) + 50(0с — Mapp) 


where, іс, @ are the conditions at C, and fapp is the apparatus dew point 
temperature (see Chap. 19). It is the temperature at S where the SHF-line CA cuts 
the saturation curve when extended. This equation can be solved by iteration. Once 
15 = tapp İS found, the point on saturation curve can be joined to the initial state point 
C to give the SHF line. Or, in general, take any value of tp on the line and find а), by 
iteration. 





= 5НЕ 


15.3 uv PSYCHROMETRIC PROCESSES IN AIR- 
7-7 CONDITIONING EQUIPMENT 


Eight basic psychrometric processes are listed in Sec. 15.2. However, all of them 
cannot be achieved in practice by the use of known air-conditioning equipment. 
Even if a certain process can be carried out in a particular range, it may not be 
possible to achieve it in the complete range. The limitations of practical 
psychrometric processes and the types of equipment used for them are discussed 
below. But we will discuss the concept of bypass factor first which is a vital para- 
meter signifying the performance of air-conditioning equipment. 


15.3.1 Bypass Factor 


Figure 15.7 shows the process that the moist air undergoes while flowing over a 
surface. The air enters at 1 and leaves at 2 when the surface is maintained at S. In the 
transfer of heat and water vapour, in any conditioning process, the particles of air 
stream come in contact with a surface. The state of the contacted air is that of satu- 
rated air at the temperature of the surface. There is thus the equivalent of perfect 
contact of a definite portion of the air particles with the surface or no contact or an 
equivalent bypass of the remaining particles. The uncontacted air remains at the 
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entering state. The end state of the air is the same as that produced by the complex 
mixing of contacted and uncontacted particles, viz., 2 as shown in Fig. 15.7. 


hy 





























ts t2 t 


t — 


Fig. 15.7 Bypass factor and leaving air state 


Thus one can define a bypass factor (BPF) of the apparatus representing the frac- 
tion of “uncontacted” air in terms of the states 1, 2 and 5, as 
yo is 2 бат 22-15 
1-і 0-0; А-1 
Conversely, one can define а contact factor (1 — X) representing a fraction of 
the contacted air. Thus the bypass factor can be defined in terms of temperature or 
specific humidity or enthalpy of air. In the absence of any specific data, values from 
all the three may be considered to be the same. It may be seen in Fig. 15.7 that the 
resulting state 2 divides the line joining 1 to S in the ratio of X and 1 — X. 





15.3.2 Cooling and Dehumidifying Coils and Apparatus Dew Point of Coil 


Moist air can be made to flow over a battery of cooling coils which may be of the 
direct-expansion type, or may carry chilled-water or brine as the secondary 
refrigerant (Fig. 15.8). 





Refrigerant Out 
1 2 


о о о 
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Rows of Cooling Coil 
Fig. 15.8 Cooling and dehumidifying coil 
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Sensible or simple cooling of air takes place when it flows over dry cooling coil 
whose surface temperature 1 is lower than the dry bulb temperature of the air as 
shown in Fig. 15.9. The air is cooled along the constant DPT line. The leaving air 
state depends on the bypass factor of the coil. Thus in Fig. 15.9, the leaving air state 
is 2 for a bypass factor of X. The bypass factor can be decreased and the leaving air 
state can be made to approach the coil surface temperature by increasing the number 
of rows in the coil thus improving the contact between air and surface. There is a 
minimum limit to the coil temperature for simple cooling, viz., t, which is equal to 
the dew point temperatures of entering air. 





























Sprayed Coil 
S SED. 
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eZ 
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Fig. 15.9 Simple cooling, and sprayed сой processes 


Figure 15.9 also shows a process along a broken line 1 — S, the leaving air state 
being 2’. Such a process would, however, occur if the coil were wet, say, it were 
sprayed with water at temperature fs. It is seen that the cooling process is accompanied 
with humidification. Such coils are used, often, in the air conditioning of textile mills. 

There is no method by which one can obtain simple dehumidification of air. 
Dehumidification processes are accompanied with either simultaneous cooling or 
heating of air. 

Dehumidification will take place along with cooling if moist air flows over a 
cooling coil, whose mean surface temperature f, is below the dew point temperature 
t4 of the entering air, as shown in Fig. 15.10. 

This temperature t; of the cold surface is named apparatus dew point of the coil, 
or simply as coil ADP. Between the air and the surface, both sensible and latent heat 
transfers will take place. For sensible heat transfer, the driving potential is the tem- 
perature differential (t — t5). For latent heat transfer, the driving potential is the par- 
tial pressure difference (p, — P) or the corresponding specific humidity difference 
(00 — аҳ), where Po, is the partial pressure of water vapour in the air in the immediate 
vicinity of the cold surface at temperature ts. The actual path followed in the process 
will be a curve 1 — S depending on the heat and mass transfer coefficients. We shall 
assume this path to be a straight line 1 — S. The leaving air state will then be at 2 as 
a result of the bypass factor of the coil. 
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Fig. 15.10 Cooling апа dehumidification 


There is, however, a limitation to the practical limit of this process. This limit is 
up to the condition line 1 — S’ in Fig. 15.10, where it becomes a tangent to the 
saturation line. A sensible heat factor lower than that of the line 1- S' cannot be 
achieved in any conditioning process with the given entering air state at 1. Even for 
the process 1 — S’, a very low value of the cooling surface temperature г; would be 
required, resulting in a low coefficient of performance of the refrigeration unit. Such 
a situation arises when the latent heat load is high and the SHF line is steep (very low 
value of SHF). 





Example 15.3 39.6 cmm of a mixture of recirculated room air and outdoor 
air enter a cooling coil at 31°C DB and 18.5°C WB temperatures. The effective 
surface temperature of the coil is 4.4?C. The surface area of the coil is such as 
would give 12.5 kW of refrigeration with the given entering air state. Determine 
the dry and wet bulb temperatures of the air leaving the coil and the coil bypass 
factor. 


Solution Refer to Fig. 15.10. 

At the apparatus dew point 0, = 5.25 g/kg d.a. 
hs = 17.7 kJ/kg d.a. 

State of entering air @ = 8.2 g/kg d.a. 
0, = 0.872 m*/kg d.a. 
h, = 52.5 kJ/kg d.a. 


Mass flow rate of dry air m, = Qo = 226. = 44.41 kg d.a./min 
о 0.872 
Cooling load per kg of dry air. h; – А, = 9 = Gea) = 16.89 kJ/kg d.a. 


m, 4441 
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Enthalpy of air leaving the сой Л, = 52.5 — 16.89 = 35.61 kJ/kg d.a. 


Equation for the condition line ba ШЕ байы; 
1 -hs O- Os 

525-3561 82- о; 

525—177 %2-525 


whence 0) = 6.77 g w.v./kg d.a. 








Dry and wet bulb temperatures of air leaving the coil for calculated values of Л», 
а» from psychrometric chart 
t, = 18.6°C 
t = 12.5°C 
x= ћу = hy 35.61 — 17.7 


= = 0.515 (very high) 


Coil bypass factor 
hj — hs 52.5 — 17.7 








15.3.3 Heating Coils 


Sensible or simple heating of air takes place 
when it flows over a heating coil similar 
to the cooling and dehumidifying coil of 
Fig. 15.8, whose surface temperature f, is 
higher than the dry bulb temperature of air 
(Fig. 15.11). There is no critical limit to the 
coil temperature for sensible heating. The 
heating medium flowing through the coil is 
usually steam, or hot gases from a furnace. 
In general, three methods are commonly 5 me fs 
employed for winter heating of air. 
(i) Hot water or steam coils 
(ii) Direct-fired furnace gases coils 
(iii) Finned electric strip heaters. 
In hot water coils, boilers are run on light fuel oil. The boiler provides hot water 
at about 92°C to the heating coils. The water returns to the boiler at about 70°C. 
Furnaces are either oil-fired (at 75% efficiency) or gas-fired (at 80 – 85% efficiency) 


1 2 01702 


0) —— 








Fig. 15.11 Simple heating 


15.3.4 Air Washer 


Figure 15.12 shows the schematic representation of an air washer. It involves the 
flow of air through a spray of water. During the course of flow, the air may be cooled 
or heated, humidified or dehumidified, or simply adiabatically saturated, depending 
on the mean surface temperature of water. The water is, accordingly, externally 
cooled or heated or simply recirculated by a pump. Make-up water is added for any 
loss in the case of humidification of air. Eliminator plates are provided to minimise 
the loss of water droplets. 
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Fig. 15.12 Air washer 


Figure 15.13 shows the thermodynamic changes of state of air along paths 1-2 in 
an air washer, depending on the mean surface temperature of water droplets t; which 
is equal to the actual temperature of water t. 

Thus, the droplets of water act as wetted surface, and both sensible and latent heat 
transfers take place. Their directions depend on the temperature and vapour pressure 
potentials. The following processes are possible: 

Process 1-2 A: Heating and humidification (ts > 1) 

The mean surface temperature of water is greater than the dry bulb temperature of 
air. The water is externally heated. 
Process 1-2B: Humidification (ts = 1) 

The mean surface temperature of water is equal to the dry bulb temperature of air. 
The enthalpy of air increases. Hence the water is required to be externally heated. 
Process 1-2C: Cooling and humidification (t| < ts < 1) 

The mean surface temperature of water is less than the dry bulb temperature of air 
but greater than the wet bulb temperature of air. Though the air is cooled, its enthalpy 
increases as a result of humidification. The water is, therefore, required to be exter- 
nally heated. 

Process 1-2D: Adiabatic saturation (t, = ts) 

This is the case of pumped recirculation of water without any external heating or 
cooling as discussed in Sec. 14.5. The recirculated water reaches the equilibrium 
temperatures which is equal to the thermodynamic wet bulb temperature of air. 
Process 1-2E: Cooling and humidification (ty < ts < t{) 

The process is similar to 1-2C with the difference that the enthalpy of air 
decreases in this case. Accordingly, water is required to be externally cooled. 
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Fig. 15.13 Range of psychrometric processes with an air washer 


Process 1-2F: Cooling (1; = t4) 

The temperature of water is equal to the dew point temperature of air. Water is 
required to be cooled. 

Process 1-2G: Cooling and dehumidification (1; < t4) 

The mean water surface temperature is lower than the dew point temperature of 
air. Airis simultaneously cooled and dehumidified. The process is exactly similar to 
that of a cooling and dehumidifying coil. Again, the limiting process is along the 
condition line tangent to the saturation line drawn from initial state 1. 

Itis thus seen that the air washer affords means for an year-round air-condition- 
ing system. 

Consider the energy balance of an air washer, the mass balance of which is shown 
in Fig. 15.14. Let т, and m, be the mass flow rates of dry air and water respec- 
tively. The energy balance gives 


Mg (hy т hy) = Ту Cp, hwy, ~ [ту = ma (Q, a @,)] Cp, fy, 
ог Ma (hy E hi) = №, Cp, (hy, т ty,) жат, (ф = а) Cp, tw, 


Neglecting the effect of the temperature of water in the last term, we obtain by 
combining it with the left-hand side term 


ri, (> > | С С, бызбы) (15.19а) 
Thus for any section of the air washer 
т. dÈ =- m,C, dt, (15.19b) 


For the case of the adiabatic saturation process, dÈ = 0. 
Hence dt, =O and t, = tyy 


The McGraw-Hill companies 





Psychrometry of Air-Conditioning Processes 489 


(3) 


| Water, Ту 











"E (2 
Air In, mg Е > Air Out, m, 























у 
и т Та (02 —-04)] 


Fig. 15.14 Mass balance of an air washer 


Thus we can make the following conclusions: 
() Ifthe spray water is heated external to the washer, the WBT of air increases. 
(ii) If the spray water is cooled external to the washer, the WBT of air decreases. 
(iii) If the spray water is neither heated nor cooled external to washer, the WBT of 
air is not changed. It is an adiabatic saturation process. 
We define the humidifying efficiency of an air washer as 
_ђ-ћ 0-0, 
hg-h, 6-0 





Пн 
It сап be seen that the bypass factor Х сап be expressed as 
Os - 0) Qs — 0 


Х- 





=1- "ту 
Thus the humidifying efficiency is the same as the contact factor. 


15.3.5 Use of Hygroscopic Solutions in Air Washer 


Hygroscopic solutions, such as brines, glycols, etc., exert lower vapour pressures as 
compared to pure water at the same temperature as shown in Fig. 15.15. The satura- 
tion curve A on the psychrometric chart represents the vapour pressure of water Ро, 
Representative vapour-pressure curves for certain hygroscopic solutions are shown 
as B, C, D, E., etc. The vapour pressures Pow Рос» 610» of the solutions are lower than 
the vapour pressure Po, of water at the same temperature 1. 

Now, if a hygroscopic solution such as C at temperature f is circulated in an air 
washer instead of water at the same temperature, the condition line will be 1-C 
instead of 1-A for the initial state 1 of air. Thus, a spray of the hygroscopic solution 
is more effective for dehumidification. The solution after absorbing moisture, 
however, becomes dilute and has to be regenerated again by heating and driving off 
the water vapour. 
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Fig. 15.15 Dehumidification of air by hygroscopic solutions 


15.3.6 Adiabatic Dehumidifier 


Adiabatic dehumidification is based on the principle of adsorption, viz., capillary 
action. The vapour which is condensed at the surface of the adsorbent is drawn into 
capillaries, thereby reducing the vapour pressure at the surface causing a pressure 
gradient, and hence a mass transfer from the passing air stream to the absorbing 
surface. As the capillaries get filled with water, the attraction decreases and the rate 
of dehumidification falls off. 
Thermodynamically, an adsorption 
process is the reverse of the adiabatic 
saturation process as shown in Fig. 15.16. 
As the air passes over the adsorbing sur- 
face, water vapour flows to the surface 
through the air film, condenses and 
releases its latent heat which raises the 
adsorbent and air temperatures. Thus the 
heat of condensation supplies the sensible 






Adsorption 
Dehumidification 






Constant 
WBT Line 








heat for the heating of air. . t . ЕН 
In actual practice, however, the proc- Fig: 1545 .. ына 


ess is accompanied with a release of an 
additional heat called the heat of adsorption. This heat, with adsorbents, such as 
silica gel and activated alumina, is very large. Thus the sensible heat gain of air 
exceeds the loss of latent heat and the process line 1-2 lies above the constant WBT 
line, as shown in Fig. 15.16. 

It is to be noted that after adsorption, the material becomes saturated and has to 
be reactivated by heating as in the case of hygroscopic solutions. 


15.3.7 Water Injection 


Let liquid water at temperature г; be injected and sprayed into a flowing air stream 
with the help of nozzles. The condition of the air will change depending on the 
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amount of water that evaporates. The enthalpy of vaporization will come from the 
enthalpy of the air. 

Let us consider that the amount of water that has been evaporated m, is 
exactly equal to the amount injected. The process line is as shown in Fig. 15.17. The 
air flow rate is m,. The mass and enthalpy balances give 


0, = 0, + 7. (15.20) 


m, 


т. 
m, 


= + (0) – a)hy (15.21) 


where h,is the enthalpy of liquid water. It is evident from Eq. (15.21) that if water is 
injected at the wet bulb temperature of the air, the sigma heat function is constant, 
and the process follows the constant WBT line 1-2b. Otherwise, the process follows 
line 1-2a or 1-2c, depending on whether the temperature of water is lower or higher 
than the WBT of air. Nevertheless since the term (00, — @,) h, is extremely small 
compared to h, and h,, lines 1-2a and 1-2c are very close to line 1-2b, irrespective of 
the temperature of the injected water. 








Co 
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Fig. 15.17 Process with liquid water injection 


Note Іп recent years, this method of evaporative cooling has gained popularity specially 
in places where there is shortage of water since it eliminates at least 2-3% water loss which 
occurs in air washer equipment. Also, it provides for individual control of supply condi- 
tions for different spaces. And the equipment is simple and economical. 


15.3.8 Steam Injection 
Steam is normally injected into fresh outdoor air which is then supplied for the con- 
ditioning of textile mills where high humidities have to be maintained. The process 
сап be analysed by considering mass and energy balances. If т, is the mass of steam 
supplied with enthalpy л, and т, the mass of dry air, then the leaving air state is 
given by 
т, 
ду = 0, + — (15.22) 
m, 
m =h + 2 h, (15.23) 
m 


а 
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Fig. 15.18 Process with steam injection 


The process is shown in Fig. 15.18. The dry bulb temperature of air changes very 
little during the process. 


Note The reference state for zero enthalpy for h,, h and h, must be the same. 





Example 15.4 Moist air enters a chamber at 5°C DBT and 2.5°C thermodynamic 
WBT at a rate of 90 cmm. The barometric pressure is 1.01325 bar. While passing 
through the chamber, the air absorbs sensible heat at the rate of 40.7 kW and 
picks up 40 kg/h of saturated steam at 110°C. Determine the dry and wet bulb 
temperatures of the leaving air. 


Solution This is a case of simple heating and humidification of air by the addition 
of steam as shown in Fig. 15.19. The air mass flow rate is 


_ (cmm)60 90 x 60 











4 = 6820 kg d.a./h 
© 0.792 
Steam 
Y 
Eom Q — 19, 
ihe H @ in 
че 














Fig. 15.19 (a) System for Example 15.4 


The McGraw-Hill companies 


Psychrometry of Air-Conditioning Processes 493 


S Icy 


041-0» 
- 0.0036 











Fig. 15.19 (b) Psychrometric processes for Example 15.4 


where 0.792 m/kg d.a. is the specific volumes of the entering air. 
By moisture balance 
m, (04— @,) = 40 


4 4 
03 = 0, + = = 0.0036 + А 
Ma 6820 
= 0.00947 kg w.v./kg d.a. 


By energy balance 
ta (h4 — ћу) = (40.7) (3600) + 40 h, 
where h, = 2691.3 kJ/kg is the enthalpy of saturated steam at 110°C. 


Thus 
1 
h, = 13.82 + 6820 [146,540 + 40 (2691.3)] = 51.1 kJ/kg d.a. 
From psychrometric chart, at 3 
DBT = 26.5°С 
WBT = 18.1°С 





15.4 ТУ! ... SIMPLE AIR-CONDITIONING SYSTEM AND 
“~~ STATE AND MASS RATE OF SUPPLY AIR 


The problem of air-conditioning a space essentially reduces to the calculation of the 
state and mass rate of air to be supplied to the space-necessary to pick up its sensible 
and latent heat loads. For the simplest air-conditioning system, consider a space 
which is to be maintained at the room or inside conditions of, say, dry bulb tempera- 
ture t; and humidity ratio 0. 

Let Q, represent the sensible heat gain and С, the moisture gain of the room from 
internal and external sources. In the usual nomenclature we may denote the room 
sensible heat and the room latent heat as RSH and RLH respectively. Thus the room 
total heat, viz., RTH is 

RTH = RSH + RLH 


The McGraw-Hill companies 


494 Refrigeration and Air Conditioning 


In the case of the air-conditioning apparatus, the return or recirculated air from 
the room is conditioned to a supply dry bulb temperature of t, and a humidity ratio of 
o,. Air is then supplied to the space by a supply air fan. The schematic diagram of 
the whole system is shown in Fig. 15.20. Assuming steady-state conditions and the 
supply air flow rate as (cmm),, we have the following two equations by sensible and 
latent heat balances. 





Return or Recirculated = Qs 


Air at tj, а; Room at 
< tj, oy 





Air-conditioing 


Apparatus 
| Supply Air 
Fan 
> 


Supply Air at ts, % 














Fig. 15.20 Simple air-conditioning system 


Sensible Heat Balance 
RSH = 0; = 1h, C, (t; — t,) 
= 0.0204 (cmm), (t; — t.) (15.24) 
Moisture or Latent Heat Balance 


КІН = 0, = №, пр (9; — 09) 
= 25006 = 50 (cmm), (@; – @,) (15.25) 


We thus have only two equations and three independent variables, viz. /,, @, and 
(cmm), to solve. Hence one of the three variables is to be known in advance or fixed 
from experience. Generally, it is either the supply air flow rate or the supply air 
temperature. The other two parameters can then be calculated. 

Thus, we find that there will be one supply air state corresponding to each supply 
air rate. An innumerable number of such combinations are possible. But for all these 
states we have from Eqs (15.24) and (15.25) 


0.0204(t, — t,) Os 


0.0204(t; — t,) + 5000; - @,) 0; +Q; 





(15.26) 


which is the same as Eq. (15.16) for the SHF line. Thus all the supply air states lie on 
a line, the slope of which is governed by Eq. (15.26). The locus of these states is the 
sensible heat factor or the condition line drawn from the room state. Figure 15.22 
shows a number of such supply air states, 51, 82, “>, etc., in a summer air-condition- 
ing plant, that satisfy the governing equations. 

A similar treatment is possible for a winter air-conditioning system. The following 
example gives an illustration of the calculation procedure for an industrial problem in 
which an adsorption type of dehumidifier is used. 
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Example 15.5 А room for process work is maintained at 20°C DBT and 25% 
RH. The outside air is at 40°C DB and 25°C WB temperatures. Twelve cmm of 
fresh air is mixed with a part of recirculated air and passed over the adsorption 
dehumidifier. It is then mixed with another part of recirculated air and is sensi- 
bly cooled in a cooler before being supplied to the room at 14°C. 

The room sensible and latent heat gains are 6 and 0.8 kW respectively. Calcu- 
late the volume flow rate of the air entering the dehumidifier and the amount of 
heat removed in the cooler. The performance of the adsorbent material is as 
follows: 

Entering 2.86 429 57 7.15 857 100 1143 12.86 14.29 
moisture 

content, 

g/kg d.a. 

Leaving 0.43 0.57 1.0 1.57 2.15 2.86 э] 4.57 523 
moisture 

content, 

g/kg d.a. 

The heat of adsorption may be taken as 390 kJ/kg of the moisture adsorbed. 








Solution The schematic arrangement of the plant is shown in Fig. 15.21 (a) and 
its processes in Fig. 15.21(b). 
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Fig. 15.21(a) System for Example 15.5 


Supply air rate 
m, = 0; = E 
Б C,(t; - 5) (10216)(20 – 14) 
Latent heat balance gives the value of œ, which is the same as (03. 
m, (0; – @,) 2500 = О, 
whence 0, = 00 – E 
m, (2500) 
0.8 


= 0.00365 - = = 0.0033 kg w.v./kg d.a. 
(0.979)(2500) 





= 0.979 kg d.a./s 
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Fig. 15.21(b) Psychrometric processes for Example 15.5 
Ò, 12 


Fresh air Mm, = — = —————— 
° оо  (60%0.91) 


= 0.22 kg d.a./s 
Total recirculated air 

та, = та, — та, = 0.979 — 0.22 = 0.759 kg d.a./s 
Of this (m, ), is added before the dehumidifier, and (т) after the dehumidifier. 

Mixing before the dehumidifier 
Ma, y + (та) 0; = [Ma + (та) ] Q, 
0.22 (15.5) + (m,,); (3.65) = [0.22 + (т, )ı] @, 
0.220) - 341 
=> A a-——————— I 
(madi = 365 — 0, Фф 
Mixing after the dehumidifier 
(та) Qj + ig, Фу = т, 0, 


[0.759 – (та )] (3.65) + [0.22 + (tity, )1] @ = 0.759 (3.3) 


А 0.220, + 0.195 
i дер. (eg t e) 
? 2 


Equating (I) and (ID, we have 
0.220, – 341 0220; + 0.195 
365-0, 365-0, 
The relationship between the entering moisture content а) and the leaving 
moisture content @, is given in terms of the performance data. Solving Eq. (Ш) 
simultaneously or graphically with the tabulated data, we get 
@ = 8.1 g w.v./kg d.a. 
ф = 1.96 g w.v./kg d.a. 





(Ш) 
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From Eq. (0 

: 0.22(8.1) — 3.41 

СВ =. os 
| 3.65 – 8.1 

апа (та) = та — (тыд = 0.759 – 0.366 = 0.393 kg d.a./s 


Dry ап flow through the dehumidifer 
Та = Ma, — (тл) = 0.979 – 0.393 = 0.586 kg d.a./s 


Heat liberated due to the condensation of moisture 


= 0.366 kg d.a./s 


: . 8.1 — 1.96 
Ола = Та (0 – фућ у, = 0.586 (41-19) (2500) = 9.0 КУ 


Heat of adsorption 
8.1 — 1.96 


Ò = m, (0, – 390) = 0.586 
ads та ( 1 ао») ( ) | 1000 


јего =1.5 kW 


Temperature rise of air in the dehumidifier 
——À A > 
mC,  (0.586)(10216) 
Temperature of air entering the dehumidifier 
_ (fita Jiti + Ту (0.366)(20) + 0.22(40) 
Е Ӯ, i 0.586 
Temperature of air leaving the dehumidifier 
b =t; + 17.4°C = 27.5 + 17.4 = 44.9°C 
Specific volume of air through the dehumidifier from the psychrometric chart 
0, = 0.86 m?/kg d.a. 
Volume flow rate of air through the dehumidifier 
0, = тло; = (0.586) (0.86) (60) = 30.2 cmm 
Temperature after mixing after the dehumidifier 
_ Тај + (fi )oti 0.586(44.9) + 0.393(20) 
т т, i 0.979 


5 





=27.5°C 








f 


- 34.99С 








From the рзусћготе с chart 
h, = 44.6 kJ/kg d.a. 
h, = 22.4 kJ/kg d.a. 

Heat removed in the cooler 


О = та, (h3 – ћу) = 0 .979 (44.6 – 22.4) = 21.7 kW 





15.5 У SUMMER AIR CONDITIONING-APPARATUS DEW POINT 


In summer, the outside air temperature and humidity are both high. The room, there- 
fore, gains heat as well as moisture. It is thus required to cool and dehumidify the 
recirculated room air in the air-conditioning apparatus either by the use of a cooling 
coil or by an air washer in which chilled water is sprayed. The process follows the 
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room sensible heat factor (RSHF) line. The room sensible heat factor is the ratio of 
the room sensible heat to the room total heat 


RSH RSH 


RSH + RLH RTH 

In a cooling and dehumidification process, the temperature at which the RSHF or 
condition line intersects the saturation curve is called the room apparatus dew point 
(Room ADP). Thus грр in Fig. 15.22 denotes the effective surface temperature fy. 
The condition line i-S represents the locus of all possible supply air states. One 
extremity of the condition line is i which would be the supply air state with an infi- 
nite quantity of supply air. The other extremity is S which is the supply state with the 
minimum supply air requirement corresponding to the given condition line. It is not 
possible to have any other supply air state with a DBT lower or higher than the ADP 
on the saturation curve which would satisfy the given condition line. 


RSHF = 





4 


















(1-Х) 


























ts = tapp ts 151 tsp із 
Fig. 15.22 Locus of supply air states for cooling and apparatus dew point 


The minimum quantity of supply air will then be given by either of the following 
three equations: 


RSH 


(cmm), min = (15.27a) 
' 0.0204(t; — tapp) 
= (15.27b) 
50(@; - Mapp) 
he RN (15.270) 
0.02, - happ) 


In the case of an actual coil with a bypass factor of Х, the leaving air state will be 
at s. It is seen that the effect of the bypass factor is to decrease the difference in 
temperature between the room air and supply air, and hence to increase the supply 
air quantity over its minimum value. 

For any supply air state, the temperature difference (t; - т) available to 
counteract the room sensible heat load is called the dehumidified rise and the corre- 
sponding dehumidified air quantity (cmm), which is equal to the quantity of the 
supply air, is obtained by the equation for sensible heat balance, and considering the 
effect of bypass factor 
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RSH _ RSH 
0.0204 (t; — t) 0000405 = Бреј = X) 


It can also be found from the equations of latent heat or total heat balances. 





(cmm), = (cmm), = (15.28) 


15.5.1 Summer Air-Conditioning System with Ventilation Air-Zero 
Bypass Factor 


The introduction of fresh outside air for the ventilation of conditioned space is nec- 
essary to dilute the carbon dioxide and odours and other air contaminants for main- 
taining the purity of room air. Accordingly, the simple air-conditioning system of 
Fig. 15.20 is modified, so that the supply air to the room comprises fresh air and 
recirculated room air. An amount equivalent to the fresh air is ejected from the room. 
The schematic diagram of the system is shown in Fig. 15.23, and the processes for 
the cases of cooling and dehumidification are shown in Fig. 15.24. 



































May А m— Qs 
-< -< оот 
стто QL 
Y Ma; cmm; 
Тао | | | 
стто | | | 
1 2 5 
Ғап та, 
Cooling апа стт 
Dehumidifying 
Apparatus 


Fig. 15.23 Schematic diagram of system with ventilation air 


In Fig. 15.24, 0 and i represent the outside and inside air states and | is the state 
of air after the mixing of recirculated room air with ventilation air. The mixture 
entering the conditioning apparatus comprises recirculated room air m,, and venti- 
lation air May The room sensible heat factor (RSHF) line is drawn from the inside 
condition i to intersect the saturation curve at room ADP at 2. Point 2 represents the 
supply air state for a minimum rate of supply air. The line 1-2, therefore, represents 
the condition line for the apparatus and is called the grand sensible heat factor 
(GSHF) line. It is noted that the line i-2 is the condition line for the room or the 
RSHF line and line 1-2 is the condition line for the apparatus or the GSHF line 
intersecting the saturation curve at coil apparatus dew point (Coil ADP). Note that, 
in this case, the coil ADP and the room ADP are the same. 

In the absence of ventilation air the load on the air-conditioning apparatus is that 
due to the room sensible heat and room latent heat. When ventilation air is used, 
there is an additional load on the apparatus named the ventilation load equivalent to 
the change of state of the ventilation air from the outside condition to inside condi- 
tion. This becomes evident when we write for the total load on the air-conditioning 
apparatus in terms of the change of state of the mixture air Ma, from | to 2. Thus 
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S : Surface at ADP 
2 : Leaving air 
s : Supply air 


5, 5,2 ў 
RSHF Line 











ЇАрР ti to 


Fig. 15.24 Summer air-conditioning processes with ventilation air and 
zero bypass factor 


©. 
І 


=", (hy — hy) = (Mg, hi + Та ho) - Та, ha 
Gh, — Mag) hi + Mag Во Та, В, 
= tha, (=) + та Cho — 1) (15.29) 
The first term on the right-hand side in Eq. (15.29) represents the room load and 
the second term, the load due to the ventilation air as explained earlier. Accordingly, 


if (cmm), is the outside ventilation air volume flow rate, then the outside air sensible 
heat (OASH) and outside air latent heat (OALH) loads are 


OASH = Os, = 0.0204 (cmm), (0-1) (15.30) 

OALH = д, = 50 (cmm), (@ – @) (15.31) 
Also for the outside air total heat (OATH), we have 

OATH = Об = OASH + OALH = 0.02 (cmm), (Ag — hì) (15.32) 


Note These equations apply to winter air conditioning as well. 


The break-up of the load on the air conditioning apparatus is now as follows: 








Room Load 

Sensible RSH 

Latent RLH 

Total RTH =RSH+RLH 
Ventilation Load 

Sensible OASH 

Latent OALH 

Total OATH = ОАЅН + OALH 
Air-conditioning Equipment Load 

Total sensible TSH = RSH+OASH 

Total latent | ТІН = RLH+OALH 





Grand total GTH TSH + TLH 


In Fig. 15.24, the process line 1-2 represents the grand sensible heat factor line 
for the process in an air-conditioning apparatus. The grand sensible heat factor is the 
ratio of the total sensible heat to the grand total heat. Thus 
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TSH TSH 


GSHF = = 
TSH + ПН СІН 








Example 15.6 The air-handling unit of an air-conditioning plant supplies a 
total of 4500 cmm of dry air which comprises by weight 20 per cent fresh air at 
40°C DBT and 27°C WBT, and 80 per cent recirculated air at 25°C DBT and 50 
per cent RH. The air leaves the cooling coil at 13°C saturated state. Calculate 
the total cooling load, and room heat gain. 


Solution Refer to Fig. 15.24. From the psychrometric chart the following condi- 
tions are noted: 


Condition Sp. Hu. Enthalpy 
g w.v./kg d.a. kJ/kg d.a. 
Outside 17.2 85 





Inside 10.0 50.8 
ADP 9.4 37.0 





Condition of air entering the cooling coil 
о) = 0.2 (17.2) + 0.8 (10) = 11.44 g w.v./kg d.a. 
h, = 0.2 (85) + 0.8 (50.8) = 57.64 kJ/kg d.a. 
Қ =0.2 (40) + 0.8 (25) -289С 
Specific volume of air entering the cooling coil 
0, = 0.869 m/kg d.a. 
Mass flow rate of air entering the cooling coil 
a 4500 
"' (60)(0.869) 
Total cooling load 
О = m, (hy – hy) = 86.31 (57.64 – 37) = 1781.4 kW 
Fresh air load Qo = ri, (hg — hj) = 0.2 (86.31) (85 – 50.8) = 590.4 kW 
Room heat gain 


RTH = О- О, = 1781.4 – 590.4 = 1191 kW 


= 86.31 kg d.a./s 


Note А point to be noted here is that the fresh air load is a significant part of the cooling 
load. In the present case, it is 33 per cent. In some applications such as operation theatres 
in hospitals where 100 per cent fresh air is taken, it is of overriding importance. In cinema 
halls and theatres also, the predominant load is due to occupancy and fresh air. In such 
cases, the peak load occurs when the outside wet bulb temperature is maximum. This 
usually occurs between 2 and 5 p.m. 





Example 15.7 Ап air-conditioned space is maintained at 27°C DBT and 
50 per cent RH. The ambient conditions are 40°C DBT and 27°C WBT. The 
space has a sensible heat gain of 14 kW. Air is supplied to the space at 7°C 
saturated. 
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Calculate: 
(i) Mass of moist air supplied to the space in kg/h. 
(ii) Latent heat gain of space in kW. 
(iii) Cooling load of the air washer in kW if 30 per cent of the air supplied to the 
space is fresh, the remainder being recirculated. 


Solution Refer to Fig. 15.24. From the psychrometric chart. 


Condition Enthalpy 
kJ/kg d.a. 


Outside : 85 





Inside 56.1 
Supply à 23.0 





(1) Mass of dry air supplied to space 


ту = —28— = 148000 67 kg dadh 
C,At 1.0216(27.7) 
Ratio of moist air to dry air in supply ап = (1 + @,) = 1.0062 
Mass of moist air supplied to space 
т = (1+ œ) m, = 1.0062 (2467) = 2482 kg/h 
(ii) Latent heat gain of space 





О, = m, (0, — 9») Nye, = и (2500) = 8.57 КУ 
(iii) For point 1 
t, = 0.7 (27) + 0.3 (40) = 30.99С 
On the line joining o to i, locate point 1 at 30.9?C. Then, from the psychro- 
metric chart 
h, = 64.9 kJ/kg d.a. 
Cooling load of the air washer 


О = m, (h - hj) = 2467 (64,9 – 23.0) = 28.71 kW 
3600 





15.5.2 Summer Air-conditioning System with Ventilation Air-Bypass 
Factor X 


In the case when the bypass factor of cooling and dehumidifying apparatus is not 
zero, it is evident from Fig. 15.24 that if the surface temperature is fs, viz., equal to 
room ADP, the leaving air state 2 will not be at 5; it will be on the line joining 1 to S. 
Hence the supply air state will not lie on the room sensible heat factor line which is 
essential to satisfy the room sensible and latent heat load requirements. In such a 
case, which usually occurs in actual practice, it will be necessary to lower the appa- 
ratus dew point, 1.е., the effective surface temperature of the air-conditioning арра- 
ratus, as shown in Fig. 15.25, in such a way that the leaving air state 2 lies on the 
RSHF line i-S, and also the new surface temperature г; or coil ADP is such that the 
following condition for the bypass factor X is satisfied 
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^ ^ 
apa Ís _ ccs _ -hs 
1-5 @-@ h-hs 




















5 = taDP coi t—> 


Fig. 15.25 Summer air-conditioning processes with ventilation air and 
finite bypass factor 


It will be seen that the effect of the bypass factor is to lower the ADP of the 
surface, and hence to decrease the coefficient of performance of the refrigerating 
machine. It is also seen that the position of the grand sensible heat factor line is 
changed. This is explained in greater detail in Sec. 19.7. The supply air temperature 
1,18 now increased to the leaving air temperature t,. Further, the dehumidified rise 
now is t; — tj. Тһе dehumidified air quantity may be calculated accordingly, which 
will be found to be more than that of the apparatus with a zero bypass factor. The 
recirculated air quantity can then be calculated by the difference of the dehumidified 
(supply) air and ventilation air quantities. Since ventilation air quantity is fixed 
according to requirement, this leads to a variation in the recirculated air quantity. 
The greater the BPF, the more the recirculated air quantity. As a result, point 1 after 
mixing, shifts closer towards i. 





Example 15.8 A building has the following calculated cooling loads: 
RSH gain = 310 kW 
RLH gain = 100 kW 
The space is maintained at the following conditions: 
Room DBT = 25°C 
Room RH = 50% 
Outdoor air is at 28°C and 50% RH. And 10% by mass of air supplied to the 
building is outdoor air. If the air supplied to the space is not to be at a tempera- 
ture lower than 18°C, find: 
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(a) Minimum amount of air supplied to space in m/s. 

(b) Volume flow rates of return (recirculated room) air, exhaust air, and out- 
door air. 

(c) State and volume flow rate of air entering the cooling coil. 

(d) Capacity, ADP, BPF and SHF of the cooling coil. 


Solution Refer to Fig. 15.25. Room SHF is 0.756. 
Draw room SHF line. Its intersection with t = 18°C vertical gives supply air state 
point s which is the same as coil leaving air state point 2. From psychrometric chart 
h; = 50.5 kJ/ kg d.a., hy = h, = 41.2 kJ/kg d.a., 
©, = 0.836 ту Ке d.a. 
ho = 92.0 kJ/kg d.a. 
(a) Supply air quantity and volume flow rate (minimum) 
_ RTH | 410 
"s h =h, 305-412 
0 , = т, ©, = (44.09) (0.836) = 36.86 m/s 
(b) Quantity and volume flow rate of outdoor/exhaust air 
Та = 0.1 т„ = 0.1 (44.09) = 4.41 kg/s 
О = та, Vo = 441 (0.91) = 4.01 m/s. 
Quantity and volume flow rate of return air 
Mg, = m, — Mag = 44.09 – 4.41 = 39.68 kg/s 
0, = m, Vi = 39.68 (0.86) = 34.05 m/s 
Here, vo = 0.91 and v; = 0.86 m/kg d.a. are the specific volumes of outdoor 
and indoor air respectively. 
(c) State of air entering cooling coil 
1 = 0.9 + 0.1 fj = 0.9 (25) + 0.1 (38) = 26.3°C 
t^ = 19.2°C at 26.3°C DBT on the line joining i to o. 
= 7, = 0.865 from psychrometric chart 
h, = 54.6 kJ/kg d.a. 
Volume flow rate of air entering the cooling coil 
Ò, = m, v, = 44.09 (0.865) = 38.14 m°/s 
(d) Refrigerating capacity of the coil 
Oa = СТН = т, (hy – hy) = 44.09 (54.6 – 41.2) = 591 kW 
Coil ADP is obtained by the intersection of the line joining 1 to 2 with the satura- 
tion curve. Thus 





m 


- 44.09 kg/s 


7, 


tapp = 9°C 
BPF and SHF of the coil 
ВРЕ= 2— ‘app 18-9 052 
ti — Tapp 263-9 
GSHF = TSH E m, Cp (ty - ty) _ 44.09(1.0216)(25 — 18) 
GTH 591 591 








= 0.533 
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Note Room SHF of 0.756 is normal. But GSHF of 0.533 is very low. This is due to high 
OALH; because of the outside air being very humid and hot, @ = 21 g/kg d.a. and 
ho = 92.0 kJ/kg d.a. Low GSHF and high BPF of the coil chosen, viz., 0.52 has resulted in 
low ADP of 9°C. This would result in low evaporator temperature and high power con- 
sumption of the refrigerating machine. It would be better to choose a coil of low BPF. That 
would require a higher coil ADP and evaporator temperature, and hence would give better 
performance. But, then the supply air temperature would be lower than 18°C, and quan- 
tity of supply air would be reduced. 





Example 15.9 Тһе conditioning plant of a room consists of a fresh air intake, 
a cooling coil-followed by a mixing chamber for the cooled fresh air and 
recirculated room air, and a supply fan as shown in Fig. 15.26. The cooling coil 
handles all fresh air and has a BPF of 0.1. (See also Sec. 23.7). 


The ratio of fresh air to recirculated air is determined by modulating 
dampers. The other data is as follows: 
Inside conditions : DBT = 24°C, RH = 50% 
Outside conditions : DBT = 30°C, WBT = 23.3°C 
Heat gains : RSH = 14.7 kW, КІН = 3 kW 
Supply air quantity : 191 cmm 
Neglecting temperature changes in the fan and duct, determine: 
(i) DBT and moisture content of supply air. 
(ii) Mass flow rate of moist air supplied to room. 
(іі) DBT and moisture content of air leaving cooling coil. 
(iv) Load on the cooling coil. 





-< (D Room <— 














: Y 4 
Recirculated 8) 
10 


Room Air 





























Fresh Air : 
--->------ | > > | 
© Mixing © 


Cooling Coil Chamber 
(Modulating Damper) 





Fig. 15.26 Conditioning plant for Example 15.9 


Solution (iii) The processes are shown in Fig. 15.27. 


14.7 14.7 
---------- = 0.831 
14743 17.7 


This is the slope of line i-s—2. However, it is not possible to fix points s and 2 at 
this stage. But, we know that 


КӚНЕ = 


Line 2 – S , 


ВРЕ = — = 
Line 0 – S 


0.1 
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^b s 
0 ~ бо 


0 ——— 











5 DBT —— 
Fig. 15.27 Processes іп Example 15.9 


Accordingly, point 2 can be fixed by trial and error on the КӚНЕ line. However, 
the following construction is simpler and more accurate. Draw line o-i and extend it 
to A such that: 

Linei — A 
Lineo – A 

And then draw AS parallel to КӚНЕ line i – 5. Intersection with saturation curve 
gives coil ADP of 11.1°C at S. Join 0- 8. It cuts i-s extended at 2. Thus, we get 
condition of air leaving coil as: 

ty = 12.2°C, а = 8.5 g/kg d.a., hy = 33.8 kJ/kg d.a. 

(i) DBT and moisture content of supply air 
О, 19/60 
©, Е ©, 

191/60 


= 0.1 








та, - 





RTH = ri, (h; - h) = (48.8 - h) = 177 


5 
This equation сап be solved by trial and error. Thus, point s can ђе located оп 


RSHF line. It is found that: 
0, = 0.856 m*/kg d.a., t, = 20°C, 
h, = 43.8 kJ/kg d.a., 0, = 9.1 g/kg d.a. 
(ii) Mass flow rate of moist air supplied to room 
191/60 
т, = 
0.856 
(іу) Fresh air through coil 





(1 + 0.0091) = 3.753 kg/s 


Ma, 5 + (та = Тр) ti = Ma, ti 
191 191 
m, (12.2) + | ——— – m, |04) = — (20 
pt E | Ыш 


= та, = 76.1 kg/min = 1.268 kg/s = m, 


The McGraw-Hill companies 


Psychrometry of Air-Conditioning Processes 507 


Load on cooling coil 
СТН = т,, (ho – hy) = 1.268 (69.8 – 33.8) = 45.7 kW 





Example 5.10 Given for a conditioned space: 
Room sensible heat gain = 20 kW 
Room latent heat gain = 5 kW 
Inside design conditions: 25°C DBT, 50% RH 
Bypass factor of the cooling сой - 0.1 
The return air from the space is mixed with the outside air before entering the 
cooling coil in the ratio of 4 : 1 by weight. Determine: 
(i) Apparatus dew point. 
(ii) Condition of air leaving cooling coil. 
(iii) Dehumidified air quantity. 
(iv) Ventilation air mass and volume flow rates. 
(v) Total refrigeration load on the air conditioning plant. 


Solution Refer to Fig. 15.25. From the psychrometric chart 


Condition DBT WBT RH Sp. Hu, Enthalpy Sp. Vol. 
°С °С % gw.v/kgd.a.  kJ/kgd.a. m?/kgd.a. 





Outside 43 27.5 17.0 87.5 0.922 
Inside 25 50 10.0 50.8 





Condition of air entering the cooling coil 
@ = 0.8 @,+ 0.2 @ = 0.8 (10) + 0.2 (17) = 11.4 g w.v./d.a. 
һу = 0.8 (50.8) + 0.2 (87.5) = 58.1 kJ/kg d.a. 
t, = 0.8 (25) + 0.2 (43) = 28.6°C 
(i) and (ii). Both parts have to be worked out together. There are two methods. 
One method is to draw the RSHF line and then draw a line from 1 to S on the satura- 
tion curve so that (S — 2)/(1 — 2) are in the ratio of 1 : 9. Another method is to do the 
same thing using calculations as given below. 
Ratio of room sensible and latent heats 


RSH  0020405- 5) 20 











RLH  50(001- а) 5 ч) 
Relations for bypass factor 
h -tar _ h-t арі ш) 
ti —tapp 28.6 — tapp 
Oo — Papp . 02 — Capp дүң (Ш) 


€, — Фарр 0.0114 – Wapp 
Solving Eqs (1), (1) and (Ш) by iteration for fApp, t; and @,, we obtain 
tapp = 11.8?C (Corresponding @,pp = 8.6 g w.v./kg d.a.) 
t = 13.5?C 
а» = 0.0089 kg w.v./kg d.a. 
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(iii) Dehumidified air quantity 
RSH 20 
(cmm), = E = 
0.0204(t; — 5) 0.0204(25 – 13.5) 
(iv) Specific volume of supply air 
0, = 0.822 m*/kg d.a. 
Mass flow rate of supply air 
"m (cmm), = 85.25 
^" (600, (60)(0.822) 
Mass flow rate of fresh air 
Ma, =0.2 т, = 0.2 (1.729) = 0.346 kg d.a./s 
Volume flow rate of fresh air 
Qa, = Та, Vo (60) = (0.346) (0.922) (60) = 19.12 cmm 
(v) Outside air total heat 
OATH = m, (h; — ho) = 0.346 (87.5 — 50.8) = 12.7 kW 
Total refrigeration load on the air conditioning plant 
СТН = RTH + OATH = (20 + 5) + 12.7 = 37.7 kW 








85.25 





= 1.729 kg d.a./s 





15.6 un. WINTER AIR CONDITIONING 

In winter, the building sensible heat losses are partially compensated by the solar 
heat gains and the internal heat gains such as those from occupancy, lighting, etc. 
Similarly, the latent heat loss due to low outside air humidity is more or less offset 
by the latent heat gains from occupancy. Thus in winter, the heating load is likely to 
be less than the cooling load in summer. However, the actual situation both in sum- 
mer and winter depends on the swing of the outside temperature and humidity with 
respect to the inside conditions. 

Further, certain sensible heat gains (negative loads) such as the solar heat may not 
be present at the time of peak load, and hence they are not counted. On the other 
hand, latent heat gains from occupancy, etc., are always present and should be taken 
into account. As a result, the design heating load for winter air conditioning is pre- 
dominantly sensible. 

In general, the processes in the conditioning apparatus for winter air conditioning 
for comfort involve heating and humidifying. Two of the typical process combina- 
tions are: 

(1) Preheating the air with steam or hot water in a coil followed by adiabatic 

saturation and reheat. 
(1) Heating and humidifying air in an air washer with pumped recirculation and 
external heating of water followed by reheat. 

The processes for the two systems are shown in Fig. 15.28. The first system with 
preheating and adiabatic saturation follows processes 1-2 and 2-3 respectively. The 
second system replaces the two processes with heated water spray in the air washer 
and the process line is 1-3. The leaving air state 3 from the air washer may be 
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affected by its saturation efficiency. The reheating process 3-s is common to both. 
The supply air states should lie on the room sensible heat factor line. It is, therefore, 
determined by the RSHF and by the choice of supply air rate which is usually known 
from summer air-conditioning calculations. 








Reheating 






RSH Line 






00 ——- 


Preheating 







Air Washer Process with 
External Heating of Water 








---- 


Fig. 15.28 Winter air-conditioning processes 





Example 15.11 In an industrial application for winter air conditioning, an 
air washer is used with heated water spray followed by a reheater. The room 
sensible heat factor may be taken as unity. The design conditions are: 

Outside: 0°C DBT and dry 

Inside: 22°C DBT and 50% RH 

Room heat loss : 703 kW 

The following quantities are known from the summer design. 


Ventilation air 1600 cmm 
Supply air 2800 cmm 
Spray water quantity 500 kg/min 


The air washer saturation efficiency is 90 per cent. The make-up water is 
available at 20°C. Calculate: 
(i) The supply air condition to space. 
(ii) The entering and leaving air conditions at the spray chamber. 
(iii) The entering and leaving spray water temperatures. 
(iv) The heat added to the spray water. 
(v) The reheat, if necessary. 


Solution Refer to Fig. 15.29. 
(i) Supply air temperature 
TŠ RSH ГЕРИ 703 
* Q.0204(cmm),  ' 0.0204(2800) 
A КӚНЕ- 1 line from the room condition i can be drawn as shown in Fig. 15.29. 


Intersection with the 34.2°C DBT line locates the supply air state. The supply air 
WBT is found to be 19.6?C, and its specific humidity а), to be 0.0082 kg/kg d.a. 


+ 22 = 34.2°C 
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tm = 34°С 






t3 = 11.5 °C = tm 























9.43 22 34.2 
t °C —> 


Fig. 15.29 Figure for Example 15.11 


(ii) Entering air conditions (calculated from the volume flow rates). 


_ (emm), fo + (стт); t; 
i= 











(стт); 
Z (1600)(0) + (2800 - 1600)(22) 2943*C 
2800 
Similarly, ду = Полат 1209090082) = 0.0035 kg w.v./kg d.a. 
2800 
Wet bulb temperature of entering air (from the psychrometric chart) 
ѓ = 4.8°C 


Specific humidity of leaving air 
ф = 0, = 0, = 0.0082 kg w.v./kg d.a. 
Expression for saturation or humidifying efficiency 


о, – 0 
Пн = 2 : 
05 — о 
09- 0.0083 - 0.035 
дұ - 0.0035 


which gives the specific humidity at the wetted-surface temperature 1 as 
ах = 0.00873 kg w.v./kg d.a. 
From the psychrometric chart 
ty = 11.8°C 
Dry bulb temperature of leaving air 
ty = Ny (ty — tj) + t = 0.9 (11.8 – 9.43) + 9.43 = 11.6°C 
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Wet bulb temperature of leaving air (from the psychrometric chart) 
t = 11.5°C 
(iii) Тһе temperature of the leaving spray water and the wet bulb temperature of the 
leaving air may be taken to be the same. Hence, the leaving spray water temperature 
ty, = 11.5*C. 
Energy balance of the air washer 


(cmm), Е 
———-(h-hy)zm,, Ср, (f, - tw) 


5 


— (33.0 — 18.2) = (500) (4.187) (1, — 11.5) 
0.88 ; 
> ty, = 34°C 
(iv) Make-up water 
Am, = a (@,— @) = as (0.0082 – 0.0035) = 14.95 kg/min 
Heat added to make-up water 
О, = 4.187) (34 – 20) = 14.61 kW 
Heat added to raise temperature of spray water 
0, = = (4.187) (34 – 11.5) = 785.1 kW 


Heat added to spray water 
О = О, + О, = 14.61 + 785.1 = 799.71 kW 


(v) Reheat = 0.0204 (стт), (t, — 1) = 0.0204 (2800) (34.2 – 11.6) = 1290.9 kW 


à 
Ф Revision Exercises 


15.1 250 kg/h of air saturated at 2°C is mixed with 50 kg/h of air at 35°C and 80 
per cent RH. Determine the final state of air. 

15.2 Air at 20°C DBT and 19°C DPT enters a heating and humidifying apparatus, 
from which it leaves at 35°C DBT and 28°C DPT. Moisture is supplied as 
liquid water at 25°C to humidify the air. Find the quantity of heat that must 
be added per kg of dry air through the apparatus. 

15.3 500 kg of air is supplied per minute to an auditorium maintained at 21°C and 
40 per cent RH. The outside air at 5°C DBT and 60 per cent RH is first 
passed over heating coils and is heated until its WBT is equal to the room 
WBT. It is then passed through an adiabatic saturator and is finally heated to 
45°C before being supplied to the room. Determine: 

(i) The heat added in both the heating coils. 
(ii) The mass of water evaporated in the air washer. 

15.4 Given: 

Room conditions: 26°C DBT, 19°C WBT 
Outside conditions: 35°C DBT, 27°C WBT 
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Room heat gains: 
Sensible heat = 11.1 kW 
Latent heat = 3.9 kW. 
The conditioned air supplied to the room is 50 cmm and contains 25 per cent 
fresh air and 75 per cent recirculated room air. Determine: 
(a) The DBT and WBT of supply air. 
(b) The DBT and WBT of mixed fresh and recirculated air before the cool- 
ing coil. 
(c) The apparatus dew point and bypass factor of the coil. 
(d) The refrigeration load on the cooling coil and the moisture removed by 
the coil. 

15.5 In an auditorium which is to be maintained at a temperature not exceeding 
24°C, and a relative humidity not exceeding 60%, a sensible heat load of 
132 kW and 84 kg/h of moisture has to be removed. Air is supplied to the 
auditorium at 15°C. 

(a) How many kg of air per hour must be supplied? 

(b) What is the dew point temperature of supply air and what is its relative 
humidity? 

(c) How much latent heat is picked up in the auditorium? 

(d) What is the sensible heat factor? 

(е) What is the ADP of the coil, and what is its BPF? 

15.6 An air conditioned space is maintained at 25°C DBT and 50% RH. The out- 
side conditions are 40°C DB and 25°C WB. The space has a sensible heat gain 
of 24.5 kW. Conditioned air is supplied to the space as saturated air at 10°C. 
The equipment consists of an air washer. The air entering the air washer com- 
prises 25% outside air, the remainder being recirculated room air. 

Calculate: 

(i) Volume flow rate of air supplied to space. 
(ii) Latent heat gain of space. 
(iii) Cooling load of air washer. 

15.7 Given for the air conditioning of a room 
Room conditions: 26.5°C DBT and 50 per cent RH 
Room sensible heat gain = 26.3 КУ 
Room sensible heat factor - 0.82 
Find: 

(i) The room latent heat gain. 
(ii) The apparatus dew point. 
(iii) The cmm of air if it is supplied to the room at the apparatus dew point. 
(iv) The cmm and specific humidity of air if it is supplied to the room at 
17°C. 

15.8 (a) 28.5 cmm of room air at 25.5°C DBT and 50 per cent RH is mixed with 
28.5 cmm of outside air at 38°С DBT and 27°C WBT. Find the ventila- 
tion load and the condition of air after mixing. 

(b) The above mixture of air is passed through an air conditioning equip- 
ment. If the wet bulb temperature of air after the equipment is 14.5°C, 
determine the heat removed by the equipment. 
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15.9 An air washer cools and dehumidifies 18,200 kg of dry air per hour from 
41°C DBT and 24°C WBT. Chilled water enters the washer at 7°C with a 
flow of 18,500 kg per hour. The washer is 88 per cent effective. What is the 
heat removed from the air in kW? 

15.10 Saturated steam at standard atmospheric pressure is injected into a passing 
air stream in an amount sufficient to raise the absolute humidity from 0.0057 
to 0.0143 kg w.v./kg d.a. If the air enters the humidifier at 21°C DBT, deter- 
mine its leaving state. 

15.11 300 cmm of outside air at 5°C and 60 per cent RH are heated and humidified 
to maintain room conditions at 21°C and 40 per cent RH. Devise a suitable 
system for the air conditioning and find the kW of various heaters and the 
moisture added. The supply air temperature is 45°C and the room sensible 
heat factor is 0.75. 

15.12 Moist air at 31°C dry bulb, 22°C wet bulb and 1013.25 mbar barometric 
pressure flows over a cooler coil and leaves it at a state of 10°C dry bulb and 
7.95 g w.v./kg d.a. 

(a) Ifthe air is required to offset a sensible heat gain of 2.5 kW and a latent 
heat gain of 0.35 kW in a room being air-conditioned, calculate the 
mass of dry air which must be supplied to the room in order to maintain 
a dry-bulb temperature of 23.5°C inside. 

(b) What will be the relative humidity in the room? 

(c) If the sensible heat gain is diminished by 1.75 kW but the latent heat 
gain remains unchanged, at what temperature and moisture content must 
the air be supplied to the room? 

15.13 A summer air conditioning plant mixes 70 cmm of outside air at 35°C DB 
and 23°C WB with 210 cmm of return air at 24°C DB and 50% RH. Тһе 
mixture passes over a cooling coil. Air off the coil is 9096 RH. The room 
SHF is 0.7. 

(i) Find the ADP, and air off the coil dew point and dry bulb temperatures. 

(ii) How much cooling in kW is the unit doing? 

(iii) How much of the total load is sensible, and how much is latent? 

15.14 A conditioned room with partial recirculation of room air is to be maintained 
at 24?C DB, 17?C WB. The local outside environment conditions are 35?C 
DB, 26°C WB. The sensible heat load is 48 kW. The latent heat load from 
occupants and infiltration, but excluding ventilation, is 57 kW. Based on the 
occupancy, 36 cmm of ventilation air is required. Find: 

(a) the temperature of air entering the room, 

(b) the volume of air passing through the room, 

(c) the state of air entering the conditioner, 

(d) the required ADP, and 

(e) the system BPF. 
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Design Conditions 


When one refers to design conditions, it is implied that these pertain to the room or 
inside, and the ambient meaning outside conditions. Before proceeding with the de- 
sign, the inside and outside design conditions have to be specified. Also, in most 
cases, the supply air design conditions have to be fixed as well. 


16.1 Цу CHOICE OF INSIDE DESIGN CONDITIONS 
The inside design conditions depend on the particular air-conditioning application. 
Among the many applications of air conditioning, the important ones can be identi- 
fied as: 
(i) Cold storage. 
(ii) Industrial air conditioning. 
(11) Comfort air conditioning. 


16.1.1 Cold Storage 


Though cold storage is understood to be merely an application of refrigeration, it is 
in fact a complete air-conditioning system in which room air is cooled to much lower 
temperature over a cooling coil and supplied back to the storage space. The condi- 
tions maintained inside the storage space depend on the nature of the product stored. 
It is to be noted that in cold storages, often, strict control of both temperature and 
relative humidity is required. Also, the storage life depends a great deal on the tem- 
perature at which a product is stored. The required storage conditions for a number 
of important food products are given in Table 16.1. It is seen that in the case of 
bananas, there is no storage period. Instead, there is a period of ripening. Bananas 
cannot be stored after they have ripened. The best temperature for slow ripening is 
14.5?C. Further, in the case of milk, the storage temperature is 0.5?C, whereas its 
highest freezing temperature is — 0.6?C. Thus, air is to be maintained within a close 
tolerance of 0?C so that milk does not freeze. The same is also true for the pasteuri- 
zation process. Hence, it is necessary to use automatic-expansion valves in milk- 
chilling and storage plants so as to have constant temperature in the evaporator. The 
ice-bank type water chillers are also used which permit the use of a refrigeration 
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system having a considerably less capacity, and to supply chilled water at a constant 
temperature of 0°C. 


16.1.2 Industrial Air Conditioning 


There are various categories of applications requiring varying standards of inside 
design conditions. One category comprises those where constancy of temperature is 
the prime consideration, such as metrology laboratories, precision-machine shops, 
computer centres, etc. In these a variation of #0 to 20 per cent in relative humidity 
will not have much effect. The other category may comprise paper and textile mills 
where the relative humidity is to be maintained constant at a high value, e.g., of the 
order of, say, 70 to 75 per cent in a textile mill. The temperature requirements of 
such spaces are not severe. There is still another category of applications where 
strict control of both temperature and relative humidity is required. These pertain to 
chemical and biological process industries. 


16.1.3 Comfort Air Conditioning and Effective Temperature 


Extensive tests have been conducted on the effects of temperature, humidity and air 
velocity. The results are not in complete agreement. Also, there is the problem of 
measuring comfort in terms of a single parameter which could include all three 
parameters governing comfort, namely, air temperature, humidity and air velocity in 
addition to air purity. Often, a single parameter called the effect temperature is used 
as an index of comfort. 

Effective temperature (ET) is defined as that temperature of saturated air (10096 
RH) at which the subject would experience the same feeling of comfort as experi- 
enced in the actual unsaturated environment. 

Correspondingly, another effective temperature ЕТ” can also be defined as the 
temperature at 50% RH at which the subject would experience exactly same feeling 
of comfort as at ET at 100% RH, and as experienced in the actual environment. 

Because ET and ЕТ” depend on activity and clothing, it is not possible to gener- 
ate a universal ET chart. Figure 16.1, however, shows pairs of constant ET lines (a) 
for activity with 180 W/m? of body surface heat generation, standard clothing, and 
air velocity « 0.2 m/s, and (b) with 3 times heat generation, and with clothing just 
half of (a). Figure 16.1 shows, for example, a line of ET = 22?C or ЕТ" = 25°C for 
activity and clothing as in (b). 

At lower humidities, the DBTs of air can be higher for the same ET and for the 
same feeling of comfort. Thus at a higher DBT, the body would lose more heat in the 
form of latent heat, i.e., by the evaporation of perspiration. An increase in temperature 
can also be compensated by an increase in velocity. For example, an increase of 2 to 
3°C in DBT can be compensated by increasing the air velocity from 0.1 to 0.3 m/s. 

Note that ET or ET. combine temperature and humidity into a single index. 
Accordingly, two environments at same ЕТ” evoke the same thermal response even 
though they may be having different temperatures and humidities provided they have 
the same air velocities. 

The slope of a constant ET” line depends on ‘skin wettedness’, and moisture 
permeability of clothing. Skin wettedness represents fraction of skin that is covered 
with water to account for rate of moisture loss by evaporation. 

Note that activity determines metabolic rate, and hence skin wettedness. 
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Thus, effective temperture for a given temperature and humidity depends on ac- 
tivity and clothing. Figure 16.1 shows ET” lines ‘a’ that correspond to low activity 
levels. That means lower metabolic rates, and hence low skin wettedness. 

At low activity levels, air humidity has little effect, and constant ЕТ“ lines are 
nearly vertical as at ‘a’. As activity and hence metabolic rate and skin wettedness 
increase, the lines become more horizontal as at ‘b’. The influence of humidiy is 
more pronounced. 

Since ET depends on activity and clothing, it is not possible to have a universal 
ЕТ” chart. 

In Fig. 16.1, ЕТ" lines at ‘a’ correspond to metabolic rate ‘1’ which is taken as 
58.1 W/m” of naked body area. Lines ‘a’ also correspond to ‘clothing factor’ of 
‘0.6’. That is equivalent to 60% of some standard clothing. Lines ‘b’ corresspond to 
more normal situations of metabolic rate of ‘3’, viz., 3 х 58.1 = 144.3 Wim, and 
clothing factor of 50% of that in ‘a’. 

According to Malhotra’, the effective temperatures and also the range of DBT at 
50 per cent RH for comfort are as follows: 


Climate ET, Corresponding 
°C DBT at 50% RH, °C 


Hot and dry 21.1 to 26.7 23.9 to 
Hot and humid 22 to 25.6 26.7 








The general practice is to recommend the following optimum inside design 
conditions for comfort for summer air conditioning: 

ET 22°C ог ЕТ = 25°C 

DBT 25 + 1°C 

RH 50+ 596 

The corresponding room air velocity is 0.4 m/s. The points of this equal comfort 
are shown in Fig. 16.1. 
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During winter, the body gets acclimatized to withstand lower temperatures. Con- 
sequently, a DBT of 21?C at 50 per cent RH and 0.15-0.2 m/s air velocity is quite 
comfortable. 

In addition to the maintenance of temperature, humidity and air velocity, it is also 
important to maintain the purity of room air. Even if there are no sources of produc- 
tion of pollutants within the conditioned space, the carbon dioxide content of air 
increases because of the occupants. It is, therefore, necessary to introduce fresh air 
or ventilation air into the space. The requirement of ventilation air is much more 
when some occupants are smoking. In the case of auditoriums, because of very large 
occupancy, the ventilation air requirement is very large. Hence the need to prohibit 
smoking in auditoriums and assembly halls. Table 16.2 gives the ventilation air 
requirements for some applications. 


Table 16.2 Ventilation air requirements 


Application Smoking Recommended Minimum 
Status cmm/person  cmm/person | cmm/m 
floor area 








Apartments Some 0.56 0.28 
Offices and factories Occasional-Some 0.28-0.6 0.21 
Restaurants Some 0.4 — 


Board rooms Very heavy 1.4 0.56 0.03 
Department stores None 0.21 0.14 0.0015 
Theatres None 0.21 0.14 
Hotel rooms Heavy 0.84 0.7 
Hospital wards None 0.84 -- 
Hospital operation 

theatres None All outdoor — 





16.1.4 Comfort Chart 


Studies have shown correlation between comfort level, temperature, humidity, sex, 
length of exposure, etc. For example for exposure for a period of one hour, the 
values of index Y for comfort on ASHRAE thermal sensation scale for men, women 
and both sexes separately are expressed as follows: 


Men Y = 0.22 t + 0.233 p,- 5.673 
Women Y = 0.272 t + 0.248 p, – 7.245 
Both Y = 0.245 t + 0.248 p, – 6.475 


where t is dbt in °C, and p, is vapour pressure in kPa. ASHRAE scale refers to value 
for feeling of comfort of Y as below: 


+3 +2 +1 0 -1 -2 -3 
Hot Warm Slightly Neutral Slightly Cool Cold 
Warm Cool 


It is seen that women are more sensitive to temperature, and less sensitive to 
humidity than men. In genral 3°C change in temperature or a 3 kPa change in water 
vapour pressure is necessary to change thermal sensation index from one to the next. 
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Based on the concept of ET, some ‘comfort charts’ have been developed. 
Fig. 16.2 shows ASHRAE summer and winter comfort zones in the form of comfort 
chart. This chart may be referred to when a compromise in the inside design condi- 
tions is to be achieved. 

The chart in Fig. 16.2 is valid for typical summer and winter clothing during 
primarily sedentry activity. The warmer and cooler temperature borders coincide 
with lines of constant ET”. 

In the middle of zone, a person wearing standard clothing will have comfort sen- 
sation index Y very near to netural zero. 

Near the boundary of the warmer zone, a person would feel about Y = 0.5 warmer. 
Near the boundary of the cooler zone, one would feel about У = – 0.5 cooler. The 
upper and and lower limits of humidity levels of the comfort zones in the chart are 
less precise. 
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Fig. 16.2 ASHRAE summer апа winter comfort zones 


16.2 17 COMFORT? 


The salient features governing human comfort аге discussed below. 


16.2.1 The Metabolic Rate 


The rate at which body produces heat is called the metabolic rate. The heat pro- 
duced by a normal healthy person while sleeping is called the basal metabolic rate 
which is of the order of 60 W. The maximum value may be 10 times as much as this 
for a person engaged in sustained hard work. 

The temperature of the body remains comparatively constant at about 36.9°C 
(98.4°F) for tissues at the surface or the skin and about 37.2°C for the deep tissues or 
the core. It is found that the body temperature in the morning after sleep is about 
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0.5?C less than its temperature in the afternoon. A value of 40.5°C (104.9°F) is 
considered serious and 43.5?C (110°F) is certainly fatal. 

Human comfort is influenced by physiological factors determined by the rate of 
heat generation within the body and the rate of heat dissipation to the environment. 


16.2.2 Mechanism of Body Heat Loss 


The body loses heat to the surroundings mainly by convection C, radiation R, 
and evaporation of moisture Е. In addition, there is heat loss by respiration having 
sensible component C,,, and latest component Е, „„. The total heat loss from the body 
is thus 

Q=(C+R+C 


Tes 


) + (Е + Е 


res) 

There аге two components of this heat loss: C + R + С forms the sensible heat 
component О;, and E + Ees forms the latent heat component Q;. The sensible heat 
component depends on the temperature difference between the surface of the body 
and the surroundings, and the latent heat component, similarly, depends on the 
difference in the water vapour pressures. 

In summer, the temperature difference available for sensible heat transfer is less. 
Thus the convective and radiative heat losses are reduced. To maintain thermal equi- 
librium, the body starts perspiring to increase the evaporative loss. On the other 
hand, in winter, the sensible heat transfer is increased; the evaporative losses thus 
tend toward zero. 


16.2.3 Mathematical Model of Heat Exchange between Man and Environment 


The heat exchange between man and his environment can be expressed by the 
following energy balance equation 
M-WzQ-«S (16.2) 

where 

M - Metabolic rate 

W = Work done by man 

О = Rate of convective, radiative, respirative and evaporative heat losses 

S = Rate of heat storage. 

In summer, the body temperature has a tendency to rise since the stored energy S 
is positive. The blood flow rate through the extremities increases, and the body starts 
perspiring. This is called the condition of vasodilation. In winter, the temperature 
tends to fall, the stored energy may be negative and the blood flow rate through the 
extremities becomes low. This leads to the condition of vasoconstriction resulting in 
shivering. 

For the condition of equilibrium or thermal neutrality of the body, there should 
be no stored energy, and hence no change in body temperature. For a feeling of 
comfort, thermal neutrality is the required condition. Any variation in body tempera- 
ture acts as a stress signal to the brain which ultimately results in either perspiration 
or shivering. 

The net heat release rate of the body due to oxidation is 


H=(M-W)=M(1-n) 
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where 77 is the thermal efficiency of the body heat engine. Work done W is positive 
when the body performs work. Both М and 7 are governed by the activity of the 
man. The values of heat liberated depending on the activity are given in Table 19.1. 
The thermal efficiency in most cases is zero, except in cases of high activity, such as 
when playing outdoor games—it is of the order of 20 per cent. 


16.3 M OUTSIDE DESIGN CONDITIONS 


It is observed that there is a kind of sinusoidal relationship between the air dry bulb 
temperature and the sun time. For example, in the month of June in a certain locality 
where the sunrise is at about 5 a.m. and the sunset at about 7 p.m., the time of mini- 
mum temperature falls at about 4 a.m. and that of maximum temperature at about 
4 p.m., i.e., with a lapse of about 12 hours. 

As regards relative humidity, it is seen that it reaches a minimum value in the 
afternoon. Since the mean daily maximum dry bulb temperature occurs between 
] p.m. and 4 p.m., it is reasonable to assume that the minimum relative humidity 
would occur during the same period. 

Accordingly, meteorological data of the locality may be collected in the form of 
the mean daily or monthly maximum and minimum temperatures, in combination 
with corresponding relative humidities or wet bulb temperatures. 

For the outside design conditions in summer, it is, therefore, recommended to 
use the mean monthly maximum dry bulb temperature and its corresponding wet 
bulb temperature. Very often the value of the wet bulb temperature cannot be 
ascertained from the data provided by metereological laboratories. The wet bulb 
temperatures fall usually at the time of maximum dry bulb temperature. However, 
itis essential to take the value of the wet bulb temperature in this manner, and not 
the value of the maximum wet bulb temperature as that would lead to an errone- 
ously high cooling load. This is because the relative humidity is the lowest when 
the dry bulb temperature is the highest, and vice versa. This does not mean that the 
wet bulb temperature would also be the lowest when the dry bulb temperature is 
the highest during a single day. In fact, the wet bulb temperature remains more or 
less uniform on any particular day. 

As for winter, the concept of degree-days is used. It is found that the fuel con- 
sumption in winter for the heating of buildings varies almost directly as the differ- 
ence between the outside temperature and a reasonably comfortable inside tempera- 
ture of 18.59С (65?F). Thus the fuel consumption would be practically nil if the 
outside temperature is 18.5?C. On the other hand, the fuel consumption, would dou- 
ble if the outside temperature dropped from 13.5 to 8.5?C. A degree-day is obtained 
for every degree when the mean outside temperature is below 18.5?C during the 24- 
hour period. Accordingly, if in a given locality the outside temperature average of 
30 days is 10?C, the degree days for the period would be 


(18.5 — 10)(30) - 255 
This concept enables the calculation of fuel consumption for a given period for a 


building. For example, the steam consumption S can be calculated by the following 
equation 
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_ Qp (degree-days)(24)(3600) 
1055 
where Ор = Heat loss of the building per degree of temperature difference 
between inside and outside in kW, and 
1055 = Approximate amount of heat released by steam in kJ/kg. 


5 





(16.3) 


The value of Qp can be calculated by knowing the total heat loss О of the building 
for a particular temperature difference. Thus 


Q 
Ор = (16.4) 
For the calculation of the outside design temperature take, for example, a typical 
January month for a locality for which the number of degree-days is 677. Then the 


outside design temperature may be obtained as follows: 
31 (18.5 - tọ) = 677 
=> ty =- 3.3°C 


16.4 CAM CHOICE OF SUPPLY DESIGN CONDITIONS? 


Consider a room that is completely sealed having an internal sensible heat gain of 


Q s- The inside dry bulb temperature f; of the room will then rise above the outside 
temperature f, until the heat transferred to the outside is equal to the heat generated 
inside. Under this equilibrium condition 
jog oS (16.5) 
UA 
where U is the overall heat-transfer coefficient of the structure and A is its surface 
area. For example, if for a typical cubical room of side equal to 3.16 m 


Os =2kW, U=1.2 Wm? К, А = 6(3.162) = 60 m? 
then, if the outside temperature is 40°C, the inside temperature іп the absence of air 
conditioning will become 
3 
;-40- a. = 67.89С 
(1.2)(60) 

To improve the situation, it would help to ventilate the room. If the fresh outside 
air is supplied as ventilation air to the room, the temperature attained will be re- 
duced. Let such air supplied be equal to п air changes per hour. One air-change is 
equivalent to the amount of air supplied per hour equal to the volume of the room. If 
Vis the volume of the room, then the temperature attained in the room will be given 
by the energy balance equation 


_ pC,nV(t; — to) 
= 3600 


36000; 
pC,nV + 3600UA 


О; + UA (ti-to) 


whence 1, = 10 + (16.6) 


1 
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In the case of the example of the room taken earlier, if we take n = 10, then 
(3600)(2) 
12 


3 EE 
(1.2)(1.0216)(10)(3.16°) + Boo E jo 


Thus, if the internal heat gain of the room is high, ventilation will help decrease 
the room temperature. 

In practice, however, the situation is not so bad as it appears from the above 
calculations. Due to the effect of fall in the outside dry bulb temperature at night, 
and the storage of heat due to the heat capacity of the structure, the room tempera- 
ture would not rise to the extent shown above, and 1; may even be below the 
instantaneous value of f, if internal heat gain is not much. 

Nevertheless, to maintain conditions of comfort in the room, it is necessary to 
condition the air and supply it to the room, generally, at a lower temperature and 
moisture content in summer, and a higher temperature and moisture content in win- 
ter. It was shown in the preceding chapter that the supply air condition lies on the 
room sensible heat factor line. Thus, thermodynamically, there is a wide choice 
available for the supply air-condition. For each supply air condition, there is a sup- 
ply air rate. Corresponding to the minimum weight of the supply air, the supply 
condition is at the apparatus dew point for summer, or slightly away from it in the 
case of a finite bypass factor of the conditioning apparatus. This minimum weight of 
the supply air may not be adequate from the point of view of good room air distribu- 
tion aiming at equalizing both the temperature and humidity throughout the condi- 
tioned space, in addition to providing a certain air movement at the occupancy level. 
For good room air distribution, it is found necessary to supply the conditioned air 
equivalent to 8-12 air changes per hour. The normally acceptable value is 10 air 
changes per hour. A lower value will cause stagnancy whereas a higher value will 
cause draft, both leading to discomfort. Some consultants in India take supply air 
15 air changes per hour as an insurance against dirty filters. This comes to about 
2.5 cfm/ft? of floor area with a height of about 10 feet. 

In case of evaporative cooling, this value is close to 20 air changes per hour. 

Corresponding to the specified amount of the quantity of supply air, the supply air 
temperature for summer air conditioning would be 12.5 to 7.5?C below the room tem- 
perature. For a room temperature of 25?C, the supply air temperatures is close to 13? 
to 15°C. 

In case, the minimum weight of the supply air does not meet the air change 
requirement, it is possible to increase the quantity of the supply air by mixing it with 
an additional amount of recirculated room air after the A/C apparatus as shown in 





t2 40 + =51.1°C 






































Fig. 16.3. 
After the A/C apparatus 
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Fig. 16.3 Recirculated room air added after the A/C apparatus 
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The effect of such mixing is merely to increase the bulk of the supply air, and 
correspondingly change its temperature and moisture content, but in no way does it 
affect the capacity of this air to meet the room sensible and latent heat loads. In such 
a case, the conditioned air quantity is [(71,); +] but the supply air quantity be- 
comes (оте + Ma t (i, )2l. Accordingly, the supply air condition moves to 8 as 
shown in Fig. 16.4. The dehumidified air rise available is t; - 1. 


Note The supply air temperature for winter heating is kept at about 45-55°C. 





Example 16.1 Ап air-conditioned space is maintained at 26°C DBT and 
50 per cent RH when the outside conditions are 35°C DBT 28°C WBT. 
(a) If the space has a sensible heat gain of 17.6 kW and air is supplied to the 
room at a condition of 8°C saturated, calculate: 
(i) The mass and volume flow rates of air supplied to the room. 
(ii) The latent heat gain of the space. 

(iii) The cooling load of the refrigeration plant if 15 per cent of total weight 
of air supplied to the space is fresh air, and the remainder is recircu- 
lated air. 

(b) If the supply air to the room is to be maintained at a level of at least 6 cmm 
per ton of the cooling load, find: 
(i) The new supply air temperature. 
(ii) The mass and volume flow rates of the supply air, and recirculated air 
added after the A/C apparatus. 


Solution Refer to Figs 16.3 and 16.4. 
(a) From the psychrometric chart 
hg = 90 kJ/kg 
h; = 53.5 kJ/kg 
h, = 25 kJ/kg (8°C saturated) 
hy = 43.8 kJ/kg (8°C DPT, 26°C DBT) 
Point A is obtained by drawing the horizontal from point 2 at ADP, and a vertical 
from i. 
(i) Mass rate of supply air 


| 17. 
0 _ 0790900 _ 3370 kg/h 





Ma = Ri -h 438-25 
Specific volume of air at 2 
© = 0.805 m*/kg 
Volume rate of supply air 
б =n, 0= (3370)(0.805) 
^s ' 60 
(ii) Latent heat gain of space 


= 45.2 cmm 


Ò, = т, (h;— ha) = 2370 (53.5 — 43.8) 29.1 kW 
' 3600 


(iii) Cooling load of the refrigeration plant 
3370 | 





О = т, (hy –ћ) = == 


3600 


2 090) + 1 (535) - 5 - 52.3 kW 
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8°C m 26°C 35°С 


Fig. 16.4 Processes on psychrometric chart for the system of 
Fig. 16.3 and Example 16.1 


(b) In this case, the supply air moves to point s from 2. 
(i) Tons refrigeration 
| 352.3 _ 
225167 — 
Supply air volume flow rate 
О, = 6(14.9) = 89.4 стт 
Supply air temperature is then given by 





О = m, C,(t; - t,) 
89.4 
17.6 = 60v, (1.0216) (26-і) 
Solving by trial and error 
t,=17°C 
0, = 0.828 т/с 
(ii) Mass flow rate of the supply air 
_ (89.4)(60) 
* — 0828 
Recirculated room air added after the conditioning apparatus 
(т,)2 = 6478 – 3370 = 3108 kg/h 
Volume flow rate of this air 


- 6478 kg/h 


а 


(0,9; = (ha )2 v; = уз (0.86) = 44.55 стт 





16.4.1 Purposes of Ventilation 


The fresh air or ventilation air is a must in any comfort air-conditioning system. Its 
purposes are the following: 


(a) To provide oxygen The oxygen concentration is 21% by volume in atmospheric 
air. It should not be allowed to fall below 15% under any circumstances whatsoever. 
The metabolic oxygen requirement of individuals varies between 0.03 mĉ/hr for very 
light work to 0.15 m°/hr for very heavy work. 
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(b) To remove carbon dioxide The CO, concentration in atmospheric air is 0.03% 
by volume. It should not be allowed to rise above 5% under any circumstance. For 
CO, dilution, a minimum fresh air flow of 0.2 cmm per sedentary adult is recom- 
mended. In spaces of heavy activity and smoking, 0.7 to 1.1 cmm per person is 
required. 0.42 cmm of fresh air per person is used as a design standard. 


(с) To remove odours 0.42 cmm of fresh air per person is required to remove body 
odours. The actual air requirement depends on room size and level of activity. 


(d) To remove heat and humidity Removal of body heat and moisture addition by 
ventilation is the controlling factor. If this is accomplished, all other requirements 
will be met. For sedentary adults, the body heat generation is taken as 116 W per 
person. The ventilation requirement can be determined from the room sensible and 
latent heat generation rates using the following equation: 
Qs = Q,, P Cp At (16.7) 
QO, = О, p hy, Ад (16.8) 
where At and Ao are the allowable changes in room DBT and humidity. 
(e) To dilute toxicity This is required when toxic and hazardous fumes/particles 
are being generated in the space. A very detailed study is required for the purpose. 


However, the dilution ventilation is not very effective. In such cases, an outright 
removal by exhaust ventilation is recommended. 


Note During mild weather, e.g., March/April at the beginning of summer, and Septem- 
ber/October at the beginning of winter, recourse to only ventilation calculated froms 
Eqs (16.7) and (16.8) may be a satisfactory substitute for air conditioning. 

1% 6 
16.5 ~. '. CRITICAL LOADING CONDITIONS 


There are five critical loading conditions. Three are determined by the maximum 
values of the three loads, viz., sensible, latent and total, and the other two are deter- 
mined by the maximum and minimum values of the room sensible heat factor. The 
condition lines for the five cases are drawn in Fig. 16.5 for the case of summer air 
conditioning involving cooling and dehumidifying of air. 

It is seen that for a certain minimum quantity of supply air, RSH „ах determines 
the minimum supply air temperature t, in and RLH max determines the minimum sup- 
ply air humidity 4, „ Similarly, the RTH nax determines the minimum supply air 
enthalpy л, . A curve through these three supply air states b, c, d forms the locus of 
the supply air states to maintain the room at i under the three maximum load condi- 
tions, at the assigned constant minimum supply air rate which may be fixed in terms 
of the maximum sensible heat load. 

The other two conditions of maximum and minimum room sensible heat factors 
often occur at partial loads. The supply conditions for these two cases can, simi- 
larly, be determined as e and a for the two cases respectively. Curve a b c d e forms 
the complete locus of supply air states at the minimum supply air rate. A similar 
curvea’ b’ с d' е! canbe drawn corresponding to the maximum supply air rate. 
Between these two curves fall an infinite number of loci corresponding to different 
supply air rates and states. A perfect air-conditioning system should be able to 
handle all such conditions. 
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Fig. 16.5 Five critical loading conditions 


The investigation of each of the above critical loading conditions is the most 
complex task that faces an air-conditioning engineer. In most applications, one or 
more of these critical condition lines will coincide on the psychrometric chart, thus 
simplifying the problem. 

Figure 16.6 shows the four basic types of supply problems. Lobe A represents the 
region of the supply air states for comfort air conditioning for summer which is 
associated with the cooling and dehumidification of air. Lobe B represents the same 
for winter which is accompanied with heating and humidification. Lobes C and D 
are, respectively, for cooling and humidification, and heating and dehumidification. 
These process combinations do not normally arise in comfort air-conditioning, but 
often are of great importance in industrial air-conditioning systems. 





FX. | 


| ———— 
Fig. 16.6 Four types of supply problems 
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16.6 uv. CLEAN SPACES 
Apart from contamination of conditioned spaces from undesirable and obnoxious 
gases which is taken care of by ventilation, the application of clean rooms/spaces 
pertains, primarily, to the problem of particulate contamination. This contamina- 
tion not only poses a threat to human health, but also to certain industrial processes 
involving assembly of microscopically small electronic devices, manufacturing of 
optical instruments, drugs, etc., and medical and biological applications. These proc- 
esses are carried out in clean rooms/spaces wherein airborne particles are limited 
and air flow patterns are regulated. In addition, the temperature and humidity are 
controlled, the space is pressurized so that no outside air can infilterate into the 
space, and special materials of construction are used so as to eliminate generation of 
any particulate matter within the conditioned space. 

The limiting of air borne particles is achieved by using a series of filters of vari- 
ous grades, and selecting air flow patterns as described in Chap. 21. 

The design conditions are specified by particle size and number of particles per 
unit volume as follows: 
Class 100,000 Particles not to exceed 3, 531,000/m? ( 100,000/ft) of size 0.5 um 
and larger, or 24,700/m? of size 5 um and larger. 
Class 10,000 Particles not to exceed 353,000/m? (10,000/ft*) of size 0.5 um and 
larger, or 2,295/m? (65/ft*) of size 5 um and larger. 
Class 100 Particles not to exceed 3,500/m? (100/ft*) of size 0.5 um and larger. 

In these applications, high efficiency particulate air (HEPA) filters are used. 
These filters must have an efficiency of 99.97% for 0.3 um particles as determined 
by Dioctyl Phthalate (DOP) test. Air recirculating through HEPA filters is called 
primary air. The portion of primary air circulated through A/C equipment is called 
secondary air. In addition, we have make-up air which is added through normal 
filters to secondary air for the purpose of ventilation and pressurization. 
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È 
Ф Revision Exercises 


16.1 (a) For an office building in а city having a calculated heating load of 
940 kW, estimate the weight of steam required during the heating season 
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for which the number of degree-days are 3413. The design outside and 
inside temperatures are -17 and 21°C respectively. 

(b) Also estimate the consumption if gas, oil or coal is used instead of steam. 
The heating values of the three alternative fuels are 29,806 kJ/m?, 
4,315,910 kJ/m? and 29,810 kJ/kg respectively. 

16.2 (a) А hermetically sealed room 4 m x4 m x4 m has an internal sensible heat 
gain of 3 kW. The overall heat-transfer coefficient of its walls, floor and 
ceiling is 1.1 W m^? K~! The outside temperature is constant at 37°C. 
Calculate the steady-state temperature of the room. 

(b) What will be the temperature maintained inside the room if the ventila- 
tion air supplied is equivalent to 10 air changes per hour? 

(c) For the above room with other conditions same, calculate the steady 
outside temperature that will result in an inside temperature of 26°C. 

16.3 (a) An air-conditioned building has а space volume of 1000 m? and а room 
sensible heat gain of 20 kW. The room is maintained at 25°C DBT and 
50 per cent RH. The outside design conditions are 43°C DBT and 
26.5°C WBT. The ventilation air is 20 per cent of the supply air. The 
apparatus dew point of the coil is 11°C and its bypass factor is 0.1. De- 
termine: 

(i) The state and mass flow rate of the supply air. 
(ii) The latent heat gain of the room. 
(iii) The cooling load of the refrigeration plant. 

(b) If the supply air rate is to be maintained at 10 air changes per hour, 
determine the mass and volume flow rates of the recirculated room air 
added after the air conditioning apparatus. 
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17.1 Chat .. DISTRIBUTION OF SOLAR RADIATION 

~ ~ 
Solar radiation forms the greatest single factor of cooling load іп buildings. It is, 
therefore, necessary to study the subject not only for the purpose of load calculation, 
but also from the point of view of load reduction. Further, the subject has acquired 
new dimensions in the present-day world in the context of solar energy utilization 
for heating as well as cooling. 

For all practical purposes, the sun is the source of energy for the continuation of 
life on earth. It is a sphere of intensely hot gaseous matter. It is a fusion reactor—the 
most important of its reactions is the combination of hydrogen to form helium, the 
difference in mass being converted to energy. This fusion energy is produced in the 
interior of the solar sphere at a temperature of many millions of degrees. The energy 
is transferred to the surface of the sun by radiation and convection. The surface is 
opaque. For all practical purposes, it may be considered to be radiating energy as a 
black body at an effective temperature of 6000 K. The spectrum of the wavelength 
of radiation stretches from 0.29 to 4.75 um. As a consequence of high temperature, 
the maximum radiation intensity is found to be at a wavelength of 0.5 u m. 

The mass of the sun is about 332,000 times that of the earth and its diameter is 
about 1,392,400 km. The earth is about 12,710 km in diameter. It makes one rotation 
about its axis in 24 hours, and a revolution around the sun in a period of approxi- 
mately 365 1 days. 

The earth revolves round the sun in an elliptical orbit. The earth is closest to the 
sun on January 1, and remotest from it on July 1 (about 3.3 per cent farther away). The 
mean distance of the earth from the sun is 149,500,000 km. The intensity of solar 
radiation outside the earth's atmosphere varies inversely with the square of the dis- 
tance between the centre of the earth and the centre of the sun. Accordingly, the earth 
receives 7 per cent more radiation in January than in July. 

The earth's axis of rotation is, however, tilted 23.5? with respect to its orbit 
around the sun as shown in Fig. 17.1. This angle of tilt is essentially responsible for 
the distribution of solar radiation over the earth's surface and, consequently, the 
change of seasons. 
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Northern Hemisphere) Northern Hemisphere) 


Fig. 17.1 Earth's position with respect to the sun during summer and winter 


17.1.1 Solar Radiation Intensity Outside Earth's Atmosphere 


The solar radiation intensity—normal to the sun's rays incident upon a plane surface 
situated in the outer limits of the earth's atmosphere—varies with the time of the 
year as the distance of the earth from the sun changes. Its value when the earth is at 
its mean distance from the sun is called the solar constant. The presently accepted 
standard value of the solar constant as determined by Thekaekara and Drummond!! 
іп 1971 is 1353 W/m?. The variation of the normal solar radiation intensity outside 
the earth’s atmosphere, denoted as ћу with the time of the year can be obtained by 
applying a correction factor to the solar constant as given in the Smithsoman Physi- 
cal Tables and reproduced here in Table 123. * 


Table 17.1 Solar constant correction factors!? 


Month Day of the Month 
8 15 








January 1.0325 1.0315 
February 1.0263 1.0235 
March 1.0141 1.0103 
April 0.9963 0.9913 
May 0.9792 0.9757 


June 0.9692 0.9680 
July 0.967 0.9680 
August 0.9726 0.9757 
September 0.9862 0.9898 
October 1.0062 1.0087 
November 1.0207 1.0238 
December 1.0305 1.03 





The spectral distribution of this extra-terrestrial radiation is given in Table 17.2. 


Table 17.2 Spectral distribution of extra-terrestrial radiation? 


Region Ultraviolet Visible Region Infra-red 





Wavelength Range 0 — 0.38 um 0.38 — 0.78 um 0.78 — œ um 
Percentage Radiation 7 47.3 45.7 
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17.1.2 Direct and Diffuse Solar Radiation 


From outside the earth’s atmosphere, the solar heat reaches any part of the earth’s 
surface in two ways. A part of the sun’s radiation travels through the atmosphere and 
reaches the earth’s surface directly. This part is called direct or beam radiation. It is 
specular in nature and is incident on a surface at an angle which is determined by the 
line joining the centre of the sun to the centre of the earth. Thus if the orientation of 
the surface is changed, this radition can be increased or decreased. It is maximum 
when the surface is normal to the sun’s rays, and zero when it is parallel to them. 

A major part of the sun’s radiation is scattered, reflected back into space and 
absorbed by the earth’s atmosphere. A part of this radiation is re-radiated and 
reaches the earth’s surface uniformly from all directions. It is called diffuse or sky 
radiation. It is diffuse in nature and does not normally change with the orientation of 
the surface. 

The total solar radiation reaching a surface is equal to the sum of the direct and 
diffuse raditions. 

The difference between the solar radition outside the earth’s atmosphere and the 
total radiation reaching the earth’s surface is governed by the distance travelled by 
the radiation through the atmosphere to reach the surface, and the amount of haze in 
the atmosphere. 

The sky radiation is usually a very small part of the total radiation in a clear sky. 
But with a hazy or cloudy sky, the sky radiation increases while direct radiation is 
depleted considerably. 


17.1.3 Depletion of Direct Solar Radiation by Earth's Atmosphere 


After entering the earth' s atmosphere, the solar radiation is scattered in all directions 
by air and water vapour molecules and dust particles. А part of this radiation is also 
absorbed, particularly by ozone, in the upper atmosphere and water vapour and car- 
bon dioxide in the atmosphere near the earth. To some extent, it is also absorbed by 
oxygen as well. Thus, the depletion of the direct solar radiation is quite large even on 
clear days when most of the air-conditioning load requirement occurs. 

In order to take this depletion into account, the concept of air mass has been 
introduced. Unit air mass corresponds to the condition of a clear sky and the sun at 
the zenith, i.e., when the sun is directly overhead or at an altitude angle of 909. The 
altitude angle is defined as the angle in a vertical plane between the sun's rays and 
the projection of the sun's rays on a horizontal plane. Thus in Fig. 17.2, the angle 
APH is the altitude angle. However, when the sun is at B, then the altitude angle is 
equal to 90? and the distance BP corresponds to an air mass equal to unity. In this 
position, the sun's rays have to travel through the shortest distance through the 
atmosphere, and the depletion of the direct solar radiation is minimum. 

The air mass can now be defined as the path length of solar radiation through the 
atmosphere, assuming the vertical path at the mean sea level as unity. Thus for any 
altitude angle J, we see from Fig. 17.2, that 


AP sin 90? 


BP sing 
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or considering BP as unity, we have for the air mass 












L=AP= E (17.1) 
sin 
B 
Limit of Earth's 
EN Atmosphere 


yBP=1 





Horizontal 





№ ГГ 


Fig. 17.2 Length of path of direct solar radiation through the atmosphere 
and altitude angle 


Thus AP corresponds to the air mass L for an altitude angle of & We see that 
the air mass is a measure of the length of the path the radiation has to travel in the 
earth’s atmosphere. It can be readily seen that for 8 = 0, the air mass L = со. The zero 
value of the air mass corresponds to the solar-radiation intensity outside the earth's 
atmosphere. 

Table 17.3 gives values of air mass and the corresponding solar altitude angles 
along with the values of the direct solar radiation, as given by Moon.’ 

Figure 17.3 shows a plot of these values of the direct normal solar radiation 
against the air mass. The variation can be expressed in the form of an exponential 
relationship. 

1, = In, p (17.2) 
where 1, = Direct solar radiation normal to the sun’s rays at a location 
such as P in Fig. 17.2 
I, = Direct solar radiation normal to the sun’s rays at the outer 
limits of the atmosphere 
К = Solar-extinction constant. 


Table 17.3 Solar radiation Intensity vs. air mass 


Air Mass 0 1.0 1.5 2.0 3.0 4.0 5.0 6.0 8.0 
Solar Altitude 909 419487 30? 19937 14°30’ 11°32’ 9936” 7°14’ 


Radiation, W/m? 1320 925 826 744 616 523 454 384 337 





Equation (17.2) may also be written in the form of a straight-line relationship 
between log 1, and L, viz., 


108101, = 108101, – (К 10810 e)L 
= logio 1, - KiL (17.3) 
уућеге K, = 0.434 К 
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The points from Table 17.3 are plotted in Fig. 17.3. Most of these points satisfy 

the straight-line relationship of Eq. (17.3) if 

Log; Zn, = 3.03 
This gives 
Ту, = 1082 W/m? 

Such an equation is, however, not satisfied by the extreme values corresponding 
to = 0 and L = 8 in Fig. 17.3. Now by taking the values at any other point on the 
line, such as L = 2, І, = 744 Wim’, we can find the value of the solar extinction 
coefficient. Thus 

ee log I, — log I, Е 106 1082 - 102 744 


| = 0.0789 
L 2 
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and since K, = 0.434 К 
= К = (0.434) ' (0.0789) = 0.182 
Accordingly, the equation for the depleted normal solar radiation becomes 
1, = 1082 e 0182 W/m? (17.2a) 


This equation takes care of the absorption of the solar radiation by the 
atmosphere, the length of which is determined by the altitude angle. Besides the 
solar altitude, other factors that can be considered to affect the air mass are the 
atmospheric conditions. 


17.1.4 Variation in Solar Intensity with Altitude of a Place 


The above calculations of the air mass and solar intensity are applicable to the mean 
sea level. However, the intensity increases for places at higher altitudes. The increase 
in intensity with height for different solar altitude angles is given in Table 17.4. 


Table 17.4 Percentage increase in solar intensity with height 


Solar Altitude Angle, Degrees 





Height 
Above Mean 10 25 30 35 40 50 60 
Sea Level, m 


Percentage Increase in Solar Intensity 


12 10 10 9 8 
20 15 17 16 15 
32 30 28 26 24 
33 32 30 28 27 








17.2 un EARTH-SUN ANGLES AND THEIR RELATIONSHIPS! 
At first we shall define the fundamental angles describing the orientation of the earth 
with respect to the sun. This will be followed by the definitions of certain derived 
angles and relationships between these angles. 


17.2.1 Fundamental Earth-Sun Angles 


The position of any point on the earth’s 
surface, in relation to the sun’s rays, is 
described at any instant by the latitude of the 
place /, hour angle h and sun’s declination 
d. These angles are illustrated in Fig. 17.4 
for a point P in the northern hemisphere. The 
point O in the figure represents the centre of Equátorial 
the earth. Plane 
The angle which the line OP makes with 

its projection OA in the equatorial plane is — Fig. 17.4 Latitude angle, hour angle 
the latitude / of the point P. and sun's declination 
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The hour angle h is the angle between the projection OA and the projection OB of 
the line joining the centre of the earth to the centre of the sun. The hour angle is zero 
at solar noon at P. Thus OB represents the projection of the centre-to-centre line, at 
noon i.e., the line of the sun’s rays. The hour angle is a measure of the time of the day 
with respect to solar noon. One hour of time corresponds to 360/24 = 15° of the hour 
angle. Thus at 3 p.m. solar time, the hour angle is 45°. 

The declination d is the angle between the centre-to-centre line and its projection 
OB. It is, thus, the angle between the sun’s rays and the equatorial plane. 


North pole of 


Celestial Sphere Celestial Sphere 


Autumnal 
Equinox 
23.5° i 
наны биттег 
D Solstice 


Equinox 














Equatorial 
Plane 


Fig. 17.5 Relative motion of the sun with respect to the earth 


Parallel of 
Latitude 





Equatorial 
Plane 





S 


Fig. 17.6 Another representation of sun's declination as angle between 
the sun's rays and equatorial plane 


If we take the earth as the centre of the universe, the sun would appear to orbit the 
earth as shown in Fig. 17.5. This orbit would be the same as the earth's own orbit 
around the sun. The sphere with a diameter equal to the distance between the winter 
and summer solstice positions of the sun is called celestial sphere. The declination is 
shown here as the angle between the orbit plane and the equatorial plane. Another 
representation of sun's declination is shown in Fig. 17.6 as the angle between the 
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sun’s rays and the equatorial plane. It will be seen that the sun’s declination is maxi- 
mum at the solstice positions and is equal to 23.5° south (а = – 23.5°) of the equato- 
rial plane at the time of the winter solstice on December 21 and 23.5° north (d = 
+ 23.5°) of the plane at the time of the summer solstice on June 21. At the autumnal 
and vernal equinoxes it is equal to zero. The weekly variation of d over the year is 
given in Table 17.5. During the year d can be approximated by a sinusoidal variation 
360(284 + М) 


365 
where М is the day of the year counted from January 1. 


d = 23.47 sin (17.4) 


17.2.2 Derived Solar Angles 


Some other angles used in solar radiation calculations which can be derived in terms 
of the fundamental angles are the sun’s zenith angle y, altitude angle p and azimuth 
angle y. For a point P on the surface of the earth, these angles are shown in Fig. 17.7. 


А 
Vertical 
үү 





Horizontal 
Plane 
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0 
(Centre of Earth) 


Fig. 17.7 Derived solar angles 


The altitude angle 8 has already been defined in Sec. 17.1.3. It is the angle 
between the sun’s rays and the horizontal plane. The zenith angle is the angle 
between the sun’s rays and the vertical line at P. Thus 


л 
y= > = В. 


Finally, the azimuth angle yis the angle measured from the north direction to the 
projection of the sun’s rays in the horizontal plane. Note that ø= y— zis the azimuth 
angle measured from the south direction. 


17.2.3 Relationship between Angles 


The relationships between the derived and fundamental earth-sun angles are given 
below. 

In Fig. 17.8, the plane x-y corresponds to the equatorial plane and the z-axis 
corresponds to the earth's axis. Vector 1, representing the sun's radiation is in the 
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x-z plane. It coincides with the line joining the centre of the earth to the centre of the 
sun. O-X is then the projection of J, on the equatorial plane. The angle d as shown, 


therefore, represents the sun’s declination. 


AZ N 











Ave 
Fig. 17.8 Relationship between angles 


The projection of P on the equatorial plane x-y is A. The angle POA is, therefore, 
the latitude / at P, and the angle XOA in the x-y plane is the hour angle h. 

The line OP represents the vertical through P, and the line PH the horizontal. The 
line PN is pointing north. It is, therefore, perpendicular to OP as well as the z-axis. 

Now, let а), b, and c, be the direction cosines of OP. Also let а, b, and c; be the 
direction cosines of /,. Then 


a, = cos L cosh; a, = cos d 
b, = соз sin h; 5-0 
c, = 5705 с) = 51 а 
The zenith angle wis the angle between ОР and 1,. Therefore, for the altitude angle 


В, we have 


s P mT 
sin J= sin Е = v) = cos W= aya, + bib, + сүс) 
= cos 1 cos Л cos d + sinl sind (17.5) 
Similarly, it can be shown that the sun’s azimuth angle is given by 
sin h 


tan ф = tan (7– m= 17.6 
á -a sin / cos h — cos / tan d ( ) 





At solar noon, ћ = 0, so that from Eq. (17.6) 
y2mifli»d and у-011<а 
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In the use of Eq. (17.6), the convention followed are given below: 
In the afternoon: The value of h is positive. Equation (17.6) may give either a posi- 
tive or a negative value of (7— л). 
(i) If (7– л) is positive, say д, then #15 measured clockwise from S-direction. 
(ii) If (y — л) is negative, say — Ø, then д is measured anticlockwise from 
N-direction. 
In the morning before noon: The value of h is negative. Again Eq. (17.6) may give 
positive or negative values of (7– л). 
(i) If (y — л) is negative, say — ф, then ф is measured anticlockwise from 
S-direction. 
(1) If (y— л) is positive, say д, then gis measured clockwise from N-direction. 
Another relation for finding the sun's azimuth angle is the following: 
а Е sin В sin! — sind 
cos 8 сов! 
It can be shown by putting л = 0 in Eq. (17.5) that the altitude angle at noon is 
given by 
sin fj = cos Г cos d + sin l sin d= cos (l — d) or cos (d - I) 


= Baoon = $ - (1 - 4) (7.7) 


where 1(1 — d)l is the net positive value of (1 — d). Equation (17.7) makes it possible 
to determine the maximum altitude angle at a particular place and a particular time 
of the year. 

The sunset hour angle họ can be found by setting {= 0 in Eq. (17.5). 

Thus, 

cos hy = – tan Пап d (17.8) 
The hour angle at sunrise is also the same but will be negative of this value. 
Similarly, from Eq. (17.6), the solar azimuth angle at sunset is given by 


tan (fg - 7) = — Sta (17.9) 
sin] cos hg — cos Г tan d 








Example 17.1 


(a) Find out the sun's altitude and solar azimuth angle at 3 p.m. solar time on 
August 1 for a location at 30*N latitude. 

(b) Also, find the maximum altitude angle, sunshine hours and solar azimuth 
angles at sunrise and sunset. 

(c) Determine the solar radiation intensity normal to the sun's rays at 3 p.m. 


Solution Given | = 30?N 
From Table 17.5, on August 1, 
d = 18°12’ 
(a) At 3 p.m., л = 45° 
From Eq. (17.5), for the altitude angle 
sin J = cos L cos h cos d + sin l sind 
= cos 30° cos 45° cos 18°12’ + sin 30° sin 18°12’ = 0.7379 
В=47°33' 
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From Eq. (17.6), for the solar azimuth angle 
sin h 





t = = 
ач у= sin / cosh — cos tand 


— sin 45 = 1028 
sin 30? cos 45? — cos 30? tan 18212” 
ф= y- m= 84°24 
у= 180° + 84°24’ = 264924” 





Note Since y is measured from north, the direction of the sun’s rays is at an angle of 
84724" from south towards west. Thus on August 1, the sun is almost due west at 3 p.m. 


(b) Maximum altitude angle 


Виса = 5 — 1 – dl = 90° — (30° — 18°12’) = 78°12 


Note Тһе sun is almost at the zenith. 
Hour angle at sunset 
cos ho = – tan | tan d = – tan 30° tan 18°12’ = — 0.1898 


hg = 100.9? 
100.9? 
Time at sunset T= DE - 6.73 hours after solar noon 


Sunshine hours — A7 — 6.73 + 6.73 = 13.46 hrs 
Solar azimuth angle at sunset 


sin ho 





tan д) = tan - л) = 
% =% sin / cos họ — cos l tan d 


нен sin 100.9 = _ 2.5889 
sin 30° cos 100.9° — cos 30° tan 18°12’ 
Ø = %- mT =- 68.88° = – 68°53’ 
The solar azimuth angle at sunset is 68253” measured anticlockwise from 
N-direction, i.e., 2197” north of west. 
The solar azimuth angle at sunrise can, similarly, be found as 2197” north of east. 
(c) Normal solar radiation intensity at 3 p.m. 


L, = 1082 e 018 = 1082 e70 182/sin 69.2? = 890.6 Wim? 








17.3 uv TIME 
d Бе 
Solar radiation calculations are made in terms of the solar time. We will now relate 
the solar time to the local time in a particular locality. 
However, first we introduce the Greenwich mean time which is the time at 
Greenwich meridian taken at zero longitude. Midnight at Greenwich is 0 h and noon 
is 12 h. Then we have the local civil time (LCT). On a particular longitude, LCT is 
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more advanced towards the east, and less advanced towards the west. The difference 
amounts to four minutes for each degree of difference in longitude. 

Local solar time (LST) is the time that would be shown by a sun dial. It may be 
pointed out here that whereas a civil day is exactly 24 hours, a solar day is not 
exactly so due to the irregularities of the earth’s rotation, obliquity of the earth’s 
orbit and other factors. The difference between the local solar time and local civil 
time is called the equation of time. Thus 


LST = LCT + Equation of time (17.10) 


Table 17.5 gives the weekly values of the equation of time. 

The actual official time in a locality may be different from the civil time. It may 
be based on the mean longitude of a country. This time is called the central standard 
time (CST). For example, the CST in India is based on 82° 30’ E longitude of 
Allahabad. To find the solar time at 3 p.m. on June 22 at Delhi where the longitude 
is 77°12’ E, we find the difference in LCT of Allahabad and Delhi which is 0 h 21 
min 12 s. Then, at Delhi at 3 p.m. CST, LCT 15 15 h-(0h 21 min 12 s) = 14h 38 min 
48 s. Equation of time on June 22 is - 1 min 40 s. Hence the solar time is 14 h 38 min 
485-0Һ1 min 40s = 14 37 min 8 s. 





Example 17.2 Determination of Local Solar Time 


(a) Determine the local solar time corresponding to 10:00 a.m. central stan- 
dard time on February 8 for a location at 95?W longitude. The central stan- 
dard time is equal to the local civil time at 90°W longitude. 

(b) Determine the same on June 22 for a location at 82.5°W when the central 
standard time is equal to the local civil time at 77.1?W. 


Solution (а) The local civil times at 90? and 95°W longitude 
ГСТо = 4(90) = 360 min (6 h) 
LCT); = 4(95) = 380 min (6 h 20 min) 
The difference in time at the two locations is 20 minutes. At 95°W longitude, 
therefore, LCT is 20 minutes less advanced than LCT at 90°W longitude. Thus at 


95?W longitude 
10: 00 a.m. CST = 9:40 a.m. LCT 


The equation of time, from Table 17.5 on February 8 = – 14 min 14 s = — 14 min 
Local solar time LST = LCT + equation of time 
9:40—0:14 2 9:26 a.m. 
(b) Difference in time at the two longitudes 
AT = 4(82.5 — 77.1) = 22 min 
Thus at 77.1°W 
10: 00 a.m. CST210:00-0:2229:38a.m. LCT 
Equation of time on June 22 = – 1 min: 40s = 2 min 
Local solar time LST =9 : 38-0:02=9: 36am. 
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Note There is a very small difference between LCT and LST. Should the difference 
between CST and LCT be kept to a minimum, the central standard time will be very close 
to the local solar time. 


17.4 un WALL SOLAR AZIMUTH ANGLE AND ANGLE 
“=~ OF INCIDENCE 


We shall now refer to angles which are in relation to the orientation of vertical walls 
of buildings. 

Consider a building block as shown in Fig. 17.9. Also consider the wall facing SW 
direction. Accordingly, the altitude angle Вапа solar azimuth angle y are also shown. 


N 





Fig. 17.9 Solar angles of a building wall, a= ¢+ y 


Now the location of the sun with respect to the wall is defined by the wall solar 
azimuth angle а and angle of incidence Ө. The wall solar azimuth angle a is the 
angle in the horizontal plane between the projection of the sun’s rays and the normal 
to the surface. Also, the sun’s angle of incidence Qon a wall is the angle between the 
sun’s rays and the normal to the wall as shown in Fig. 17.9. 

The angle о сап be found from the solar azimuth angle У and the orientation of 
the wall itself. Note that ais positive when the wall faces west of south and negative 
when it faces east of south. For the angle of incidence Qon a vertical wall, we may 


derive the relation 
cos 0 = cos J cos о (17.11) 


17.5 un DIRECT SOLAR RADIATION ON A SURFACE 

7 ee 
We are now in a position to estimate the intensity of the direct solar radiation 
incident on a surface. It can be determined if the intensity 1, normal to the sun’s rays 
and the angle of incidence @at the point under consideration are known. The direct 
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radiation Iņ, then, is equal to the component of /, perpendicular to the given surface. 
Thus, in general, 
Ip = 1, cos 0 (17.12) 


17.5.1 Ona Vertical Surface 


The direct solar radiation on a vertical surface is shown in Fig. 17.10. It is seen that 
the component of I, in the horizontal plane is Г, cos 2. Its further resolution into a 
component normal to the vertical wall gives 

Љу = 1, cos B cos œ= I, cos Ө (17.13) 
so that cos Ө- cos J cos & as already derived for a vertical wall in Eq. (17.11). 






Horizontal 








0 Vertical 
Р a Surface 








Fig. 17.10 Direct solar radiation on a vertical surface 


17.5.2 Ona Horizontal Surface 


The direct solar radiation on a horizontal surface is shown in Fig. 17.11. The compo- 
nent of 1, normal to the horizontal surface is 


Ipp = 1, Sin B= I, cos 0 (17.14) 





Normal 


P Horizontal Surface 





Fig. 17.11 Direct solar radiation on a horizontal surface 


so that cos Ө- sin Д. The angle of incidence ĝin this case is equal to 


л 
G-5 
17.5.3 Onan Inclined Surface 


Consider a surface inclined to the vertical at an angle ф, away from the sun as shown 
in Fig. 17.12. Let the solar azimuth angle of the surface, in case it is vertical, be o. 
Also let the solar altitude angle be £. 
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Then the horizontal and vertical components of 1, at point P on the surface are 
ВР = 1, cos дсоѕ а and АВ=1, sin f 








Horizontal 





7 


Fig. 17.12 Direct solar radiation on an inclined surface 


Now, their respective components normal to the surface are 
ВС = І, cos J cos acos ó 
апа AD = I, sin Bsin д 
Adding the two terms, we obtain for the direct solar radiation normal to the 
surface at P 
Ip = I, (cos Bcos acos ф + sin В sin 0) 


= 1, cos 0 (17.15) 
so that the angle of incidence for а surface inclined away from the sun is given by 
cos 0 = cos cos acos y+ sin J sin а (17.16) 


It may be observed here that if the surface is inclined towards the sun as P' Q in 
Fig. 17.12, then д will be negative. Then the second term on the right-hand side of 
Eqs (17.15) and (17.16) will also be negative. 

The ratio of direct radiation on a tilted surface to that on a horizontal surface 
Rp is known as the geometric factor. From Eqs (17.14) and (17.16), the geometric 


factor is 
Rp = sin ф + cos «cot f cos ф (17.17) 


17.6 un DIFFUSE SKY RADIATION ON A SURFACE 

с ше 
As stated earlier, a large proportion of the direct solar radiation is either absorbed or 
scatterd by the constituents of the earth’s atmosphere. A part of this radiation also 
reaches the earth in the form of diffuse radiation. The magnitude of this radiation is 
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such that even on clear days it cannot be neglected even though it is quite small 
compared to the direct solar radiation. On cloudy days, the direct solar radiation is 
very much reduced and the diffuse sky radiation increases. 

Diffuse sky radiation mostly consists of short-wavelength radiation as it is more 
readily scattered by the atmosphere. Also, as it is non-directional in nature, it is 
difficult to analyse it. The measurements show that diffuse sky radiation for clear 
days is given approximately by the equation 

1, = СІ, Fs (17.18) 
where C is a dimensionless coefficient given in Table 17.6 and F,, is the angle factor 
between the surface and the sky. For this purpose, the angle factor between the sur- 
face and the ground is given by 


F, = 4 -sin ф (17.19) 


where ø is the angle of tilt of the surface with the vertical. Then, the factor 
between the sky and the surface is 
EIE. (17.20) 
Thus, for a vertical wall, ф= 0, sin ø= 0, F, = 0.5 and F, = 0.5. 
ASHRAE recommends the following empirical coefficients C derived by 
Stephenson, given in Table 17.6. 


Table 17.6 Dimensionless coefficient for sky radiation 


Date 
Jan. 21 
Feb. 21 
March 21 





April 21 
May 21 
June 21 





Example 17.3 Calculate the direct and diffuse sky radiation intensities on a 
roof with a 30? angle of tilt to the horizontal facing south-east at 3 p.m. solar 
time on July 21 at a location of 30°N latitude. 


Solution Given: 1230? 
ћ = 459 
ф = 60° 


From Table 17.5, on July 21 d = 20°25’ 
Altitude angle sin f = cos / cos Л cos d + sinl sind 
= сов 30° cos 45° cos 20° 25’ + sin 30° sin 20°25’ = 0.7482 
B = sin ! 0.7482 = 48.4? 
1 1 


------ = 1.3365 
sin sin 48.42 


Air mass L= 
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Normal solar radiation intensity 
1„= 10824 P= 1082 е 195 0-3369 — 848 W/m? 
Solar azimuth angle 
sinh 





t – л) = 
а sin / cosh — cos Папа 


Е sin 459 2224 
sin 30? cos 45? — cos 30? tan 20%25” 
y-m- tan’! 22.4 = 87? (measured from south) 
Wall solar azimuth angle measured from normal to wall, viz., SE direction 
а = 87? + 45° = 132? 
Angle of incidence 
cos 0 = cos cos arcos ф + sin J sin @ 
= cos 48.4? cos 132? cos 60° + sin 48.4? sin 60? = 0.4258 
0 = cos ! 0.4258 = 64.8° 
Direct solar radiation intensity 
Ip =1, cos 0 = 848 (0.4258) = 361 W/m? 
Angle factor between the surface and the ground 


Fac + (1—sin d) = + (1— sin 60°) = 0.067 
Angle factor between the sky and the surface 
Ка = 1— Fẹ = 1— 0.067 = 0.935 
Coefficient for the sky radiation, from Table 17.6 
С-0.136 
Diffuse sky radiation intensity 
1, = СТ, F = (0.136) (848) (0.935) = 108 W/m? 








17.7 un HEAT GAIN THROUGH GLASS 
<: же 
Glass construction forms a significant part of modern building structures. It is, 
therefore, important to study how a space gains heat through glass. 
Solar radiation—direct and diffuse—incident upon a glass surface is, in parts, 
transmitted, reflected and absorbed. This is shown in Fig. 17.13. 
Thus if 7, ғ and a represent the respective fractions known as transmissivity, 
reflectivity and absorptivity, then 
T+rt+a=1 
The heat gain of a space through glass then comprises 
(i) all the transmitted radiation, 
(ii) a part of the absorbed radiation that travels to the room, and 
(iii) the heat transmitted due to the difference between the outside and inside 
temperature. 
The direct radiation enters the space only if the glass is receiving the direct rays 
of the sun. The diffuse radiation enters the space even when the glass is not facing 
the sun. 
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Fig. 17.13 Heat transfer through glass 


The absorbed radiation raises the temperature of glass, and the glass then 
transmits this heat partly to the outside and partly to the inside. Thus from Fig. 17.13, 
if t, represents the temperature of glass, then the heat gain of the space is given by 


О = Ала fp Ip tA t; Lj f, A (t, — t) (17.21) 


where f; is the inside film-coefficient of heat transfer, subscripts D and d denote the 
terms for direct and diffuse radiations respectively, Aun is the glass area directly 
exposed to the sun and A is the total glass area. 

Writing a steady-state energy balance for the glass sheet itself, we have 


Asun 4p Ip + A a4 l4 = А[ (t, — ti) + fo (t, — t9) (17.22) 
where / is the outside film-coefficient of heat transfer. 

In Eq. (17.22), the left-hand side represents the heat gain of glass due to absorp- 
tion, and the right-hand side represents the heat loss by convection and radiation 
from its two surfaces. In this equation, the thermal resistance of glass has been 
neglected. Eliminating t, between Eqs (17.21) and (17.22), we get for the heat gain 
of space 


) 4; Ip + Aa; I 
О = (Aun Tp Ip + Atj14) + sun Др ір аа I3 
+5) 
ћ 


where U is the overall coefficient of heat transfer given by 


ЕК (17.24) 


= — + — 
U fi fo 





+ UA (h-t) (17.23) 
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If the thermal resistance of glass is considered, we have for U 


bd ме, (17.25) 


U fi kg fo 
where Ax is the thickness of glass and k,—its thermal conductivity. 

Itis seen from Eq. (17.23) that the first two terms represent the transmitted radia- 
tion, the third term represents the portion of the radiation absorbed by glass that 
travels to the room, and the last term represents the heat transmission by conduction, 
convection and radiation due to the temperature difference on the two sides of glass. 

Now the common glass used in building construction is ordinary glass. It is the 
crystal glass of single thickness and single or double strength. The transmissivity 
and absorptivity of glass are functions of the angle of incidence. The variation of 7 
and a for direct radiation with Ө for ordinary glass is given in Table 17.7. As the 
angle of incidence increases beyond 60°, the transmitted radiation rapidly falls down 
to zero. 





Table 17.7  Transmissivity and absorptivity of ordinary glass? 


Angle of Incidence 0? 20° 40° 50° 60° 70° 80° 


Transmissivity 0.87 0.87 0.86 0.84 0.79 0.67 0.42 
Absorptivity 0.05 0.05 0.06 0.06 0.06 0.06 0.06 





For diffuse radiation, the transmissivity and absorptivity are taken as 0.79 and 
0.06 respectively, regardless of the angle of incidence. 





Example 17.4 Effect of Tilt of Glass on Solar Gain 

(a) For a 2.5 т wide апа 3 m high unshaded glass window іп a south-west wall, 
calculate the heat gain of space assuming a single vertical glass. The following 
data are given: 


Direct radiation normal to sun’s rays 720 W/m? 
Diffuse radition 95 Wim? 

Sun’s altitude angle 60° 

Solar azimuth angle 15° west of south 
Outside temperature 40°C 

Inside temperature 216 

Outside surface heat-transfer coefficient 17.5 WA] K 
Inside surface heat-transfer coefficient 11.5 W/mK 


(b) Determine the per cent reduction in the solar heat gain if the glass is 
sloped inwards so that the bottom of the glass is recessed 0.5 m inside with respect 
to the top. 


Solution (a) From Fig. 17.14, the wall solar azimuth angle 
а = 45 – 15 = 30° 

Angle of incidence cos @= cos J cos a= cos 60? cos 30? = 0.433 
0 = cos ! 0.433 = 64.3? 
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Fig. 17.14 Figure for Example 17.4(a) 


Direct solar radiation normal to the glass 
Ip = I, cos 0 = 720 (0.433) = 312 W/m? 
From Table 17.7, at 64.3° angle of incidence 
Tp = 0.74, ap = 0.06 
Total transmitted radiation 
О, = A(15Ip + 11) = (2.5 x 3) (0.74 x 312 + 0.79 x 95) = 2294 W 
Energy balance for the glass gives 
A (ap Ip + aqla) = Afo (t, — to) + Af; (t, — 1) 
У ап + fiti + fo to 
f = 
i Л + fo 
_ 0.06(312 + 95) + 11.5(21) + 17.5(40) 
115 + 17.5 
Heat transfer to the space from the inside surface of the glass 
Ò, = Af, (t — t) = (3 x 2.5) (11.5) (33.3 – 21) = 1061 W 
Total heat gain of the space 
О = О, + О, = 2294 + 1061 = 3355 W 





whence 


= 33.3°C 





Note The quantity Q, includes the radiation entering the room, that is absorbed by the 
glass and the heat transmitted due to the temperature difference on the two sides of the 
glass. 
(b) The glass is sloping as shown in Fig. 17.15. The angle of inclination of the 
glass to the vertical is 


sin ó- и. = 0.1645 
3.04 


- ó = sin ! 0.1645 = 9°28’ 
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Angle of incidence /////// 
cos Ө- cos 8 сов acos ф– sin J sin д 0-5 
= cos 60° cos 30° cos 9°28’ — sin 60° sin 9928” 
= 0.2739 
д= 74° 
Direct radiation normal to the glass 
Ip = 720 (0.2739) = 197 W/m? 
Transmissivity for direct radiation 
Tp = 0.57 
Temperature of the glass 
= 0.06(197 + 95) + 11.5(21) + 17.5(40) 
i 115 + 17.5 Fig. 17.15 Figure for 


= 33.1°C Example 17.4(b) 
Heat gain of the space 


О = A[75 Ip * 7; la+ f, (t, - 13] 
= (3 x 2.5) [0.57 (197) + 0.79 (95) + 11.5 (33.1 - 21)] = 2449 W 


3355 — 2449 
3355 























Per cent reduction in heat gain — | | 100 = 27% 





17.8 ТУ. SHADING FROM REVEALS, OVERHANGS AND FINS? 
7 ~ 

Most glass areas in buildings are provided with reveals, overhangs and fins in the 
form of vertical and horizontal projections from walls. Thus some portions of glass 
are shaded to cut down the direct solar radiation. The shading, however, does not 
eliminate the diffuse radiation. 

Consider, now, a vertical projection of depth D, on a glass window of width X 
and height Y as shown in Fig. 17.16. Then the shading x on the width is given by the 
tangent of the wall solar azimuth angle 


x=D, tan a (17.26) 


Again, consider a horizontal projection of overhang D, (it need not be equal to 
the depth of vertical projection) causing a shading y on the height. Then the shading 





y is given by 
у= Q'Q" = QQ' tan B 
D, 
But 00----- Б, sec а; 
cos 0 | 
Непсе y =D, sec atan B (17.27) 


The sunlit area of the glass is Ада = (X - x) (Y - y) 
= (X - D, tan о) (X - D, sec олап D (17.28) 


Note In Fig. 17.16, both vertical and horizontal projections, are shown equal. 
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Horizontal 
Projection 











Vertical 
Projection 




















a 





Fig. 17.16 Shading on glass due to horizontal and vertical projections 





Example 17.5 For a window opening іп a south-west wall of a building, the 
following data are given 


Latitude 40°N 

Outside air temperature 40°C 

Inside air temperature 2596 

Time and day 1 p.m. on 21st July 
Size of glass window 4mx4m 

Recess in window 0.4 m 

Absorptivity of glass 0.06 


The incident radiation normal to the sun's rays at 40?N latitude is given by 
the empirical relation 
- 0.182 
1,21082 e 9^ ^ , W/m? 
Calculate the total heat gain of the space through the glass. The outside and 
inside heat-transfer coefficients from the glass surface may be taken as 23 and 8 
W/m’ K respectively. 





Solution For 21st July d = 20?25' 
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At | p.m. h=15° 
Solar altitude angle 
sin J = cos [ cos h cos d + sin | sind 
= cos 40? cos 15? cos 20?25' + sin 40? sin 20925” = 0.9165 
В = sin 0.9165 = 66°25’ 
Solar azimuth angle 
sinh 





t – л) = 
А sin / cosh — cos Папа 


_ sin 15° – 0.768 
sin 40° cos 15° — cos 40° tan 20925” 
(y— л) = (ап! 0.768 = 37°31’ 

y= 180° + 37°31’ 
The direction of the sun’s rays is 37°31’ west of south as shown in Fig. 17.17. 
Wall solar azimuth angle, from Fig. 17.17 

a= 45° – 37°31’ = 7°29’ 
Sunlit area x =D, tan а = 0.4 tan 7°29’ = 0.0525 m 

у =D, sec олап 8 = 0.4 sec 7°29’ tan 66°25’ = 0.924 т 


Ала = (X — x) (Y – y) = (4 – 0.0525) (4 – 0.924) = 12.14 m? 









SW 
Normay 


t Horizontal Component 
>- 
of Sun’s Rays 


а = 7° 29’ 





5 
Fig. 17.17 Figure for Example 17.5 


Total glass area А-ХҮ-4х4-16 m? 
Radiation normal to the sun's rays 

1, = 1080 g 0-182/sin B _ 1080 „—0.182/5їп 66°25’ _ 996 W/m? 
Direct radition normal to the window 

Ip = 1, cos Bcos а = 884 cos 66°25’ cos 7929 = 350 W/m? 
Coefficient for diffuse radiation on July 21 

С = 0.136 
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Diffuse radiation 
1, = CL, F,, = 0.136 (886) (0.5) = 60 W/m? 


Angle of incidence 
cos Ө = cos fj cos а = cos 66925” cos 7°29’ = 0.3966 
0 = 66°38’ 
Transmissivity for direct radiation from Table 17.7 
Tp = 0.71 
Transmissivity for diffuse radiation may be taken as 
7, = 0.79 
Total transmitted radiation 
Qi = Aus Tp Ip + Atl; 
= 12.14 (0.71) (350) + 16(0.79) (60) = 3775 W 
Overall heat-transfer coefficient 
1 1 1 1 1 
=—+—=—+ 
и h f 23 8 
U = 5.94 W/m?.K 








Note This is the value of И through most single-pane glass windows with no storm sash, 
and no indoor shading. With no storm sash but with indoor shading, its value is 4.7. With 
storm sash having 25 mm air space, the value is 2.6. The value can be further reduced by 
employing low emittance coatings. 


Energy balance gives 
al = fy (t, — to) + fft, — 1) 
al + foto + Siti 
fot fi 
_ 0.06(340 + 62) + 23(40) + 8(25) — 39°С 
23+8 


Total absorbed radiation entering the space 


0, = Ашар!р + Ааа 


whence t, = 








ТҰЛ 


Л 
_ 12.14(0.06)(350) + 16(0.06)(60) _ 


ie 
8 


Heat entering due to temperature difference 
Оз = UA (ty – 1) = 5.94(16) (40 – 25) = 1426 W 
Total heat gain through the glass 
Ò = Qi + Ò, + О, = 3775 + 81 + 1426 = 5282 W 


81 W 





Note The heat gain due to the absorbed radiation is only 1.5 per cent of the total 
heat gain. 
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17.9 un EFFECT OF SHADING DEVICE? 
7 ше 
The effect of the shading device is to further cur- 
tail the heat gain of the conditioned space. The 
effectiveness is more if the shading device is out- 
side the space than when it is inside. This is be- 
cause the inside shading devices dissipate all of 
their absorbed heat into the conditioned space. 
They must also reflect the solar heat back to the 
glass which absorbs some of it. On the other 


hand, the outside shading devices dissipate all E 

their absorbed as well as the reflected radiation E 
=. Venetian 
c [ . Blinds 
5 

venetian blinds. = 





into the surroundings. Figure 17.18 illustrates Glass» 
the effect of an inside shading device such as 














Consider a radiation / incident on an ordinary ^^ 
glass surface at an angle of incidence of 6, say Fig. 17.18 Heat gain of space 
equal to 30? for which transmissivity is 0.86. A through glass with 

А Ma . | venetian blinds 
part of this radiation will be reflected, a part will shading 
be transmitted and a small part, of the order of 
5 to 6 per cent, will be absorbed. 

The heat absorbed by glass increases its temperature above that of the outside and 
inside air. A part of this heat, therefore, travels to the outside and a part to the inside. 
It was seen in Examples 17.4 and 17.5 that about 40 per cent of the absorbed radia- 
tion enters the space. The total heat gain of the space from the direct solar radiation 
is then equal to the sum of the transmitted radiation and about 40 per cent of the 
absorbed radiation. Thus, the radiation heat gain through a 6.35 mm thick, regular 
plate glass is 

О, = 7,1 + 0.4а,1 = [0.86 + 0.4(0.06)]7 = 0.8847 


where т, = 0.86 and a, = 0.06 are the transmissivity and absorptivity 


of the glass. 

Now, if an inside-shading device is used for which the transmissivity, reflectivity 
and absorptivity are Т 7,7 and а, respectively, then from Fig. 17.18, the heat gain 
of the space to first approximation is 

Оа = [04а, + T (d sq + ба rry Ода та MI (17.29) 

The values of 7, r and a for an angle of incidence of 30? for various types of glass 

and shading devices are given in Table 17.8. The values for venetian blinds are 
Та = 0.12, га = 0.51, да = 0.37 

Accordingly, the radiation heat gain of space through the glass with venetian 

blinds is 
Q.a = [0.4(0.15) + 0.86(0.37 + 0.12 + 0.510 — 0.86 – 0.15) 
+ 0.4 (0.15) (0.15) = 0.4921 

The solar heat-gain factor represents the ratio of the radiation heat gain with the 
shading device to that of plain glass. Thus, in the present case, the solar heat-gain 
factor is 
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_ Фа _ 04921 _ (56. 
Q, 08841 


Table 17.8 gives such factors for various categories of glass and shading devices. 


Table 17.8 Radiation properties of glass and shading devices 


Type of Glass Absorptivity Reflectivity Transmissivity Solar 
or a a r f Factor 
Shading Device R 
Ordinary glass 0.06 0.86 1.00 
6.35 mm regular plate 0.15 0.77 0.94 
Heat absorbing glass By mfg (1 — 0.05 — a) - 
Double pane ord. glass 0.9 
Double pane reg. 0.8 
plate glass 
Venetian blind light 0.56 
medium 0.65 
dark 0.75 
Cotton cloth, beige 0.56 
Cotton cloth, dark 
green - 0.76 
Dacron cloth, white | 0.76 





compared to 
ordinary glass 








17.10 un TABLES FOR SOLAR HEAT GAIN THROUGH 
C ORDINARY GLASS 


The factors affecting the solar heat gain through ordinary glass are: 
(i) Location of the point on the earth’s surface given by the latitude of the place 
(ii) Time of day 
(ii) Time of year 
(iv) Facing direction of window. 

To simplify the air-conditioning calculations of the solar heat gain through ordi- 
nary glass, tables have been prepared by Carrier? Air Conditioning Co. Table 17.9(a) 
to (e) provide this data in SI units for latitudes from 0 to 50? from January to Decem- 
ber and for each hour of the day. The heat gain includes the direct and diffuse solar 
radiation plus the portion of the heat absorbed by glass which enters the room. It is to 
be noted that the transfer of heat across the glass—because of the temperature differ- 
ence between the outside and the room air—is not included. The data are based on 
the following conditions: 

() Glass windows have a typical wood-sash construction in which the glass area is 
equal to 85 per cent of the sash area. Metal-sash windows may be considered all 
glass so that a correction factor of 1/0.85 - 1.17 has to be applied to them. 

(ii) No haze in the air. For hazy conditions, a reduction up to a maximum of 
15 per cent may be made. 
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(iii) Sea level elevation. For higher altitudes, an increase of 0.23 per cent per 
100 m of height above the mean sea level may be made. 

(iv) А sea level dew point temperature of 19.3°C. This corresponds to about 4 cm 
of precipitable water vapour which is the water vapour contained in a col- 
umn of air from the mean sea level to the outer edge of the atmosphere. For 
local DPT above and below 19.3°C, substract and add respectively 6.3 per 
cent per 5°C difference in DPT. 

(v) North latitude. For south latitude, for December and January, add 7 per cent. 
It is seen that the values in Table 17.9 include the transmitted radiation and a part 
of the absorbed radiation that enters the space. This is verified in Example 17.5 for 
the case of the S-W wall without any shading. 
Transmitted radiation 
О, = 16+ 1, = 0.71(350) + 0.79(60) = 296 W/m? 
Absorbed radiation entering the space 
Aplp + agla 
1+ fol f 
_ 0.06(350 + 60) 
|^ 1423/8 


Total radiation entering the space 
Ò = 0, + 0, = 295 + 6 = 302 W/m? 


And considering the glass area as 85 per cent of the actual sash area, the radiation 


О; = 


=6 W/m? 


heat gain of the glass is 
Ovorected = 000.85) = 302(0.85) = 257 W/m? 


The numerical value from Table 17.9(e) for 40°N latitude, on July 23, at 1 p.m. 
on a S-W wall is 259 W/m”. It is thus seen that the calculation procedure outlined in 
this chapter for solar radiation through glass is extremely precise. 


Note As the solar and transmission heat gain through glass forms a major component of 
the cooling load in buildings, it is desirable from the point of view of energy conservation 
to minimize the glass areas. It is recommended that the glass areas should not exceed 25 
per cent of the floor or carpet areas in buildings. Further, a cursory glance at Tables 17.9(a) 
through (f) will show that the maximum heat gain is from the west-facing glass. Hence, 
providing glass on the walls facing west, south-west and north-west should be avoided, 
as far as possible. 





Example 17.6 Time of Peak Solar Heat Gain through Glass 

A building located at 30°N latitude has equal glass areas on the south and 
west walls. Find the time of the peak solar heat gain of the space through the 
glass areas in the afternoon. 
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Solution The peak solar heat gain through the glass areas will correspond to the 
time of the maximum solar radiation through the glass areas. Hence taking values 
from Table 17.9 for the south and west side glass areas on June 22 at different hours 
and adding, we get the average radiation heat gain per 2 m? glass area, as given in 
Table 17.10. 


Table 17.10 Solar radiation gain through glass on June 22 
Time 
South glass, W/m? 





West glass, W/m? 
Total, W/m? 





It is seen that the peak load occurs at 4 p.m. 





17.11 un THE FLAT-PLATE SOLAR COLLECTOR 
Solar radiation in buildings may be an unwanted quantity as far as summer cooling is 
concerned. But for winter heating it can be a very useful aid. Attempts have been 
made to trap this energy for heating water and air. 

Utilization of solar energy requires a solar collector of which there are two types: 

(i) Absorption type or the flat-plate collector. 

(ii) Reflecting type or the concentrating collector. 

The reflecting type has to be continuously rotated with the changing altitude of 
the sun. Also, its collecting area which is formed by a short width along the focal 
point/axis of the reflecting surface is very small. The flat-plate collector is quite 
popular. It is commonly employed for water or air heating. 

A schematic diagram of a flat-plate collector is shown in Fig. 17.19. 

Carrier Fluid 
Air or Water 
Insulation P LR Collector 






-41- Air Space 





1. — Glass-plate 


to 


у 


Reflecting 
Surface 


Fig. 17.19 Schematic diagram of a flat-plate collector 
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It essentially consists of a flat surface of high absorptivity. Generally, selectively 
coated black surfaces-with high absorptivity and low emissivity-of highly conduct- 
ing materials like copper, aluminium and galvanized iron in that order are used. Heat 
is carried away by a carrier fluid, such as air or water, flowing on the back-side of 
the plate. Heat loss from the plate to the ambient from the front-side is reduced by 
covering it and sealing it with transparent diathermaneous material, such as glass 
or thin plastic film, which transmits high temperature short wavelength radiation 
from the sun to the plate, but is incapable of transmitting the low temperature long 
wavelength radiation from the plate to the ambient. Thus, sun’s radiation is trapped 
in the collector. Further, the heat loss from the carrier fluid to the ambient from the 
back-side is eliminated to a great extent by providing insulation. And to improve 
heat transfer between the plate and the fluid, extended surface/fins are provided. 

In the simplified analysis, by energy balance, we have for the heat Q received by 
the plate, and then transferred to the fluid and the ambient from the front side 


О = (Aun Ip T +A 1 7) A= Up Ag (t; — t) + UR A (t, — to) (17.30) 
where A = Collector surface area 
Али = Collector surface area receiving direct radiation Ip 

Ip, 1, = Direct and diffuse components of solar radiation 
Tp, Т, = Transmissivity of glass for direct and diffuse radiation 

a, = Absorptivity of plate for radiation 

A, = Extended surface area on the side of fluid 

Оо = Overall heat-transfer coefficient from plate to fluid 


Џур, Ug = Overall heat-transfer coefficients from plate to ambient 
from front side, and from fluid to ambient from back side. 


to, t, t = Ambient, plate surface and fluid temperatures. 
Considering an elemental plate surface area dA over which the temperature of the 
fluid rises by df, we have: 
m Cdt = Up E dA (t, — t) – Ug dA (t — tg) (17.31) 
where т is the mass flow rate of the carrier fluid, and C is its specific heat. 
Now, eliminating f, between Eqs (17.30) and (17.31), and integrating, we get 


j —K,dt 


Ar ==. 17.32 
K, – Ky(t – to) | | i 


ћ 








where K,= 
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Equation (17.32) gives, for the rise in temperature of the carrier fluid 





К 
At=6-t= Е -(4- ә) d-e) (17.33) 

к, 

The rate of heat collection is given by 
О= mC ^t 
and the collector efficiency by 
. Heat collected per unit area __ Q/A 
и Solar intensity Тр + l4 


It can be seen that the heat collection rate depends оп а number of factors includ- 
ing the orientation of the collector. In general, the collector should face south in the 
northern hemisphere, and its surface should be normal to the sun’s rays as far as 
possible. The optimum angle of tilt from the horizontal position for winter operation 
is 10 to 20 degrees greater than the latitude angle of the place. The optimum angle of 
tilt for summer operation is taken as equal to the latitude angle. 


Equation (17.33) shows that for maximum 2, Ка should be оо, so that m = 0. 


Under these conditions, О = 0 and t; = t, = t,. Then, if Ap and A are equal, we have 
(Ur + Ug) (t, to) = 2 (17.34) 


Equation (17.34) gives the maximum value of the surface temperature /,. This 
temperature is called the stagnation temperature of the plate. 

In case the collector is used for evaporation of a liquid as a boiler for power 
generation or as a generator for vapour absorption refrigeration system, the tempera- 
ture of the carrier fluid is constant, viz., t, = 1. Then, if hy is the latent heat of 
vaporization of the carrier fluid, Eq. (17.31) will give 


rhe, = Ug Ag (t, — t) - Ug A (t 10) 
and solving this with Eq. (17.30), we get 
A 
m = — [K - K; (t - tọ] (17.35) 


ША 
since К; = 0. 





Example 17.7 Solar Air Heater Design 


A flate plate solar collector at latitude of 34° for heating 300 kg/hr of outside air 
from —10°C to 0°C оп a clear January 21st day. Design for solar noon time. 
Keep angle of tilt to the horizontal as 50°. Take: A „n = А, Tp = T = 0.8, а= 0.9, 
Ор = 5.2, Up = 30, И» = 0.6 W/m.K, АУА = 2 


Solution Неге І = 34°; а = – 19.9°, h = 0, а= 0 
ф = 90 – 50 = 40° 
sin J = сов [ cos Л cos d + sin l sind 
= cos 34? cos 0° cos 19.9? — sin 34° sin 19.9? = 0.5885 
> B= 36° 
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cos 0 = cos J cos acos ф+ sin J sin ф 
= 0.808 x 1 x 0.766 + 0.5885 x 0.0428 = 0.9985 


1, = 1082 948282 798 W/m? 
Тр = 1, cos 6 = 797 W/m? 


1 1 
w= 5 (1 + sin ¢) = 5 (1 + 0.6426) = 0.813 
С = 0.058 on Jan 21 
I; = CF,, I, = 0.058 (0.813) (798) = 37.6 W/m? 


Calculations for the collector 








К, = (Гртр + 1171) а, Z 0.8 x 0.9 (797 T 37.6) = 552.8 
U А 5.2(1 
1+ | — Еа 
U, (A 3042 
U 5.2 
K, = — E — + Up= — Lá + 0.6 = 5.384 
jee Es 52/1) 
Uy А 30 12 


The temperature of entering air is f; = ty. Hence f, — tọ = 0. 


b-t =10= E - (t; - ә) (1-49) 


2 





5528 T E 
— |222® оиа 
Ес | ‚з 72559 
= ЖОС ОЕ ч ша. с. 
тС, (300/3600)(1,005) 
= А = 36.3 m? 





Note that ¢ represents the temperature of air. 
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R 
@ Revision Exercises 


17.1 А factory in Delhi (latitude 30°N) has a sloping glass roof 30 m long and 6 m 
wide, the glass facing south-west lengthwise and making an angle of 30° with 
the horizontal. Calculate the heat gain through the glass in kW at solar noon 
on June 21. The following information is given: 

Intensity of direct solar radiation on a 


plane normal to the sun’s rays 910 W/m? 
Intensity of diffuse radiation 142 W/m? 
Transmissivity of glass 0.8 
Reflectivity of glass 0.1 

Inside heat-transfer coefficient 10 W/m?K 
Outside heat-transfer coefficient 28 W/m?K 
Outside air temperature 45°C 
Inside air temperature 35°C 


17.2 (a) Calculate the area of the shaded portion of a window that is recessed by 
50 cm from the surface of the wall. The following information is given: 


Altitude of the sun 43° 
Solar azimuth 66° west of south 
Orientation of window Facing south-west 
Dimensions of window 3mx3m 

(b) Also calculate the depth of recess that would result in the entire window 
being shaded. 


17.3 (a) Figure 17.20 shows the orientation of buildings A and B located at a 
place at 20°N latitude. Make a table showing the dimensions of the area 
of the shadow produced on the face of building A by building B at noon 
on the 21st of every month. 

(b) If the intensity of the direct solar radiation normal to sun’s rays is 850 
Wim’, and the sun’s declination is 23°, calculate the value of the direct 
solar radiation on the road-side face of building A. 
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Fig. 17.20 Figure for Problem 17.3 











17.4 Determine the following at 3 P.M. solar time at 30°N latitude. 

(i) Altitude and solar azimuth angle on June 21. 

(ii) Angle of incidence on June 8 on a vertical wall facing south. 

(iii) Direct solar radiation on June 21. 

(iv) Diffuse radiation on a roof facing SE with à = 60? on July 21. 

(v) Instantaneous heat gain through 3 m wide x 2.5 m high glass window 
facing SE recessed 0.4 m inside. Outside and inside temperatures are 
40°C and 25°C. 

17.5 A flat plate solar collector is to be designed for Delhi (30°N latitude) to 
evaporate 50 kg/h of liquid ammonia. The plane of the collector plate facing 
south may be tilted at 45° to the horizontal. Determine the required collector 
plate area. Assume suitable values for heat—transfer coefficients, etc. 
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18.1 uv. FABRIC HEAT GAIN 
After the solar and transmission heat gain through glass, the most important heat 
gain or loss to be considered in the air conditioning of buildings is the heat transfer 
through walls, roof, ceiling, floor, etc., i.e., the building structure. The load due to 
such heat transfer is often referred to as the fabric heat gain or loss. In this connec- 
tion, it is to be considered whether a particular wall or roof is exposed to the sun or 
not. In the case of a sunlit wall or roof, the heat gain of the room will be more in 
comparison to a shaded one, as the outside surface temperature of the wall or roof 
will increase above the outside air temperature due to the incident solar radiation. 

The conduction heat transfer through the wall or roof will depend on the thick- 
ness and the thermal conductivity of the material used. In addition, there will be 
convection and radiation from both the outside and inside surfaces. Hence, the 
steady-state heat transfer is expressed in terms of an overall heat-transfer coefficient 
U and the overall temperature difference between the outside and inside At = (fy 1) 
as given by Eq. (18.1). Also, the wall may consist of composite layers of different 
materials including insulation. In that case, U will incorporate the effect of all the 
materials. In the first instance, therefore, it is necessary to evaluate the value of the 
overall heat-transfer coefficient U. 

Further, since the outside air temperature and solar radiation vary almost periodi- 
cally over the 24 hours, it is required to establish a method to evaluate the transient 
heat transfer instead of using Eq. (18.1) which is only applicable to steady-state 
heat transfer. 


18.2 uv. OVERALL HEAT-TRANSMISSION COEFFICIENT 
A wall may be composite, consisting of many sections of different construction and 
insulating materials. Also, the outside and inside wall surfaces may exchange heat 


by convection and radiation with the surrounding atmosphere. Thus, there will be 
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more than one thermal resistance to heat transfer. Taking into account the number of 
layers of different materials with varying thickness A x and thermal conductivity К, we 
have for the overall heat-transfer coefficient and overall thermal resistance R 





At 
= UAt= — 18.1 
q R (18.1) 
so that the overall heat-transfer coefficient may be calculated from the relation 
1 1 A 1 1 
=К=— + У, Lg Yat (18.2) 
U to k C f 


In Eq. (18.2), conductances C have been included which are equivalent to the 
value of k/Ax for a material. For some materials such as plaster, hollow tiles, etc., data 
are available in the form of conductance C instead of the thermal conductivity k. 
These values of C are only applicable to the prescribed thickness Ax. Also, fọ and f; in 
the equation represent the heat-transfer coefficients for combined convection and 
radiation from the outside and inside wall surfaces respectively. These terms are 
also referred to as surface conductances. 

The properties of thermal conductivity, conductance, specific heat, density, etc., 
are referred to as thermophysical properties. The same for the common building and 
insulating materials are given in Table 18.1. 


Note Typical value of U for 22.5 cm brick wall with 1.25 cm plaster on both sides is 
2.14 W/m?°C. The same for 13.75 cm RCC slab roof with 1.9 ст plaster is 3.7 W/n**C. Note 
the need for insulating roofs, particularly, since they are exposed to sol. air temperature 
and not just DBT of outside air (see sec. 18.3.1). 


18.2.1 Surface Conductance 


The heat transfer between the wall surface and the surrounding air is mainly by 
convection and to some extent by radiation. 

In still air, the convective heat transfer is by natural convection. The heat flux by 
natural convection can be approximated by a relation of the type 


qc =K (A (18.3) 
Expressing the heat flux іп terms of the convective coefficient fç, we have 

qc =fcAd (18.4) 
From Eqs (18.3) and (18.4), the convective coefficient is 

fe = К (At) = 142 (АИ)! (18.5) 


where L is the vertical or horizontal dimension in m. 

In actual cases, however, the air is in motion as a result of the wind velocity, and 
the convective coefficients are higher. 

The radiation component of the heat flux is expressed by the relation 


dg = 26 (T, - T2) (18.6) 
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Table 18.1 Thermophysical properties of selected building and insulating materials 


Material 


Description 


Specific 
Heat 


Density 


Thermal 
Conductivity Conductance 





kJ/kg.K 


kg/m? 


W/m?K 





Asphalt 
Bricks 


Masonary 
Materials 


Glass 


Insulating 
Materials 


Common 

Face brick 
Diatomaceous (fired) 
Firebrick 

(500 to 1100) 
Magnesite 

(200 to 1200) 
Ply 

Hard 

Soft 

Concrete 
Plaster, cement 
Hollow clay 
tiles, 10 cm 

20 cm 

30 cm 

Hollow concrete 
blocks, 


Foam concrete 
(Precast slabs for roof) 
Window 
Corosilicate 
Mineral or 

glass wool 
Rockwool 
Fibreglass board 
Cork board 

Cork granulated 
Expanded polysterene 
(Thermocole) 

PUF (Polyurethane 
Foam) 
Diatomaceous 
earth 

Felt 

Insulex, dry 
Kapok 

Magnesia 
Asbestos 


0.84 
0.84 


0.67 


0.7 
1.884 
1.88 


0.816 


1600 
2000 


210-704 


2700 
2200 


24-64 
64 
64-144 
104-128 
45-120 


30 


270 
470-570 





0.74-0.76 
0.77 
1.32 
0.24 


1.04 to 1.09 


0.043-0.128 


0.78 
1.09 


0.038 
0.067 
0.038 
0.038 
0.045 


0.037 
0.0173 
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where 215 the emissivity of the wall surface, and T,, and Т. are the absolute tempera- 
tures of the wall and air respectively. Also, the Stefan-Boltzman constant is 

o = 5.669 x 10? W/m? K* 
Expressing in terms of a radiative coefficient fp, we have 


qr = fg (A1) (18.7) 
so that 


Ж= re (7;-Т5 (18.8) 


The combined convection and radiation heat flux is given by 

4 = 4с+ qg = (fc + fg) At = ЈА! 
where f = (fc + fg) represents the net surface conductance or heat-transfer coeffi- 
cient. In turn, l/f represents the thermal resistance of the surface. Practical values of 
the outside and inside wall-surface coefficients for various orientations, air veloci- 
ties and surface emissivities are given in Table 18.2. 


Table 18.2 Surface heat transfer coefficients f, W/m? K 


Orientation of Air Direction Surface Emissivity 


Surface Velocity of Heat 0.9 0.7 0.5 
Flow 








Horizontal Still air Up 9.4 5.2 4.4 


Horizontal Still air Down 6.3 pu 1.3 
Vertical Still air Horizontal 8.5 4.3 3.5 
Any position 25 kmph Any 35 — — 
Any position 12.5 kmph Any 233 -- -- 





18.2.2 Ап Spaces 


The construction of many structures includes an air space between the wall materi- 
als. This air space may be narrow, such as a cavity of 5 cm or less in a 55 cm thick 
brick wall, or large such as the air space of a void between a flat ceiling and a pitched 
roof. The air space helps to reduce heat transfer and thus acts as an insulation. Heat 
transfer is greatly affected by surface emissivities and the width and orientation of 
the air space. 

A greater natural convection results when the air space is vertical than when it is 
horizontal or sloping. 

When the surfaces are close together, the natural air movement is suppressed and 
the heat transfer is by conduction alone. The thickness being very small, the resist- 
ance of the gap is very low and conductance is high. 

As the width of the gap increases, the conduction component of heat transfer 
decreases rapidly to the extent that it becomes negligible, but convection comes into 
play as a result of which the overall conductance of the gap is not decreased very 
much. This is illustrated in Fig. 18.1 

It is seen that for a gap of more than 2.5 cm, there is hardly any improvement in 
the insulation characteristic of the air space. This is due to an increase in internal 
convection. The conductive heat transfer is insignificant and the convective coeffi- 
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cient reaches a constant value. For a gap of 3 cm or more, the heat transfer may, 
therefore, be considered mainly by convection and radiation. 





5 


\ At= 10°C 
\ At=5°C 


Overall Coefficient, W/m2°C_ —> 


= ~ — Conduction опу 


—— d 











0 1 2 3 4 5 6 7 8 
Air Space, ст --- 


Fig. 18.1 Heat transfer across an air gap 





Consider an air gap in a wall as shown in 7 
Fig. 18.2. Тһе two surfaces of the wall are at 
temperatures f, and f,. Let the convective and 
radiative components of the heat flux between h 
the two surfaces be qç and др respectively. | 

Now convection occurs on both the surfaces. "A 
Thus if је is the convective coefficient for one 
surface, the total convective resistance is given by 


1 1 _ 2 | | 


fe dee 


The reciprocal of this, viz., /-/2 becomes the £f] к 
effective convective coefficient between the two т 
surfaces, and the convective heat flux is given by 


Яс = fe (t, — t5) (18.9) 


Considering the surfaces as comprising infinite parallel planes, we have for the 
radiative flux 











Fig. 18.2 Air gap in a wall 


qr = Fpa (T1 - T2) = felt — b) (18.10) 
where 
1 
Fi шест = ~ = 4 
1 + 1 К 1 
E& ё 


is the shape factor in which с) and 2; are the emissivities of the two wall surfaces. 
With non-reflecting surfaces, as is usual in building construction, the emissivities 
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can be taken as equal to 0.82. Equation (18.10) gives the value of the radiative 
coefficient јр. Then, by adding Eqs (18.9) and (18.10), we obtain for the total heat 
flux between the wall surfaces 


4 = dc + dn 
F (2с + fa) (а - t) = Clt, - t) (18.11) 


where C represents the overall conductance between the two wall surfaces. 
Table 18.3 gives the thermal conductance for air spaces of three widths with 
different orientations and at two different mean temperatures. 


Table 18.3 Thermal conductance C of air spaces 
Position Direction of Conductance 
Heat Flow 


Mean Temperature = 10°C 
Horizontal Up 





Vertical Horizontal 


Mean Temperature = 32°C 
Horizontal Up 


Down 


Vertical Horizontal 





Example 18.1 Effect of Air Space and Insulation 

(a) Figure 18.3 shows the construction of a wall consisting of 1.5 cm of cement 
plaster, 10 cm each of hollow clay tile and air space, 20 cm of concrete block 
and 10 cm of face brick. Assume an outside velocity of 25 kmph. Calculate the 
heat-transmission coefficient of the wall with and without the air space. 

(b) Calculate the same if the air space is filled with a bat of glass-fibre insulation. 


Solution (a) From Tables 18.1, 18.2 and 18.3 
f, = 8.5 Wim’ К (still air) 
fy = 35 Wim’ К (at 25 kmph) 


k, = 8.65 W/mK 
С, = 5.23 Wn? K 
С, = 69 W/mK 


C, = 5.23 WIn?K 
k; = 1.32 W/mK 
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Fig. 18.3 Construction of wall for Example 18.1 


With air space 
Total thermal resistance 
1 Ax, 1 1 1 Ах 1 
+ + — + — + — + + 
h МА С а C, k fi 


nde ТЛ К Чү x E н N 
35 8.65 523 60 523 132 85 
Overall heat-transfer coefficient 


1 1 


R 07609 
Without air space 


R= 








= 1.33 W/m? К 





1 1 
К = 0.7609 – — = 0.7609 – — = 0.63 m? КЛУ 
G 6.9 


U=- =1.62 W/m? K 
0.63 


Note Тһе air space reduces heat transfer by (1.62 - 1.33)/1.62 or 19 per cent. The contri- 
bution of air space is small in this heavy construction. Air space is more effective in lighter 
constructions, and also in roofs exposed to sun (sunlit roofs). 


(b) Air space filled with glass fibre From Table 18.1 for glass fibre 
k4 = 0.038 W/mK 





Then 
R=0.63 + L =2.5316 т? K/W 
0.038 
U= БЕЛУ = 0.31 W/m? К 
2.5316 





Note Саѕе(а) represents a typical construction of a wall for ап air-conditioned building, 
whereas case (b) represents the wall construction for a cold storage with a minimum low 
temperature insulation thickness of 10 cm. 


Glass wool reduces heat transfer by (1.62 — 0.31)/1.62, viz., 80.8%. 
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18.3 У PERIODIC HEAT TRANSFER THROUGH 
“~~ WALLS AND ROOFS 


Heat transmission through the walls and roofs of building structures is not steady 
and is therefore, difficult to evaluate. The two principal factors causing this are: 

(i) The variation of the outside air temperature-over a period of 24 hours. 

(ii) The variation of the solar radiation intensity that is incident upon the surface 
over a period of 24 hours. 

The phenomenon is further complicated by the fact that a wall has a thermal 
capacity due to which a certain amount of heat passing through it is stored and is 
transmitted to the outside and/or inside at some later time. 

Figure 18.4 shows a typical variation of the outside air temperature and radiation 
on a hot summer day. The maximum temperatures usually occur just 2-3 hours after 
solar noon while the minimum temperatures occur just before sunrise. The outside 
air temperature fọ follows nearly a harmonic variation. The mean line is shown at 
temperature tom 
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600 40 
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to, °C —— 


W/m? —— 


300 
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Мооп 
Midnight Solar Time ——> Midnight 


Fig. 18.4 Typical variation of solar radiation and outside air temperature 
during day 
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Whereas the combined effect of the solar radiation and outside air temperature 
can be incorporated into a single effective temperature as discussed in Sec. 18.3.1, 
the problem requires a solution of the governing equation for unsteady-state one- 
dimensional heat transfer, viz., 

ді P 
o ee (18.12) 
дт Ox 
where t is the temperature at any section of the wall at a distance x from the surface 
at time 7, and 015 the thermal diffusivity given by 


k 
а = —— 


pc 

where k is the thermal conductivity and pC is the heat capacity of the wall, in which 
p and C are density and specific heat respectively. Equation (18.12) is to be solved 
with the boundary condition of periodic variation of the outside air temperature and 
solar radiation. The analytical solution of the problem requires many assumptions 
and is extremely cumbersome. In this chapter we shall lay stress on the numerical 
finite difference solution and the empirical methods invariably used by practicing 
engineers. 


18.3.1 Sol-Air Temperature 


For calculations of heat transfer through structures, it has been found convenient 
to combine the effect of the outside air temperature and incident solar radiation 
intensity into a single quantity as was introduced by Mackey and Wright.’ For the 
purpose, an expression for the rate of heat transfer from the environment to the 
outside surface of the wall may be written as 
до = fo (to — to) + al (18.13) t бо 

where fọ is the outside film-coefficient of heat 
transfer, t is the temperature of the outside 
surface, a the absorptivity of the surface and / 
the total radiation intensity, as shown in Fig. 18.5. 

Introducing an equivalent temperature 1, we 
may write for the heat-transfer rate 


qo = folte — tso) (1814) % 


| Wall 
Then , from Eqs (18.13) and (18.14) | 
а! | 
ага (18.15) os 


This temperature 1, is called the sol-air tem- 
perature and can be considered as an equivalent 
outside air temperature such that the total heat 
transferred is the same as due to the combined | 

ЕЕЕ PES и outside surface 
effect of the incident solar radiation and outside of a building 
air and the wall temperature difference. wall 





Fig. 18.5 Heat transfer to 
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Example 18.2 Calculate the instantaneous sol-air temperature for a wall 
with the following conditions: 


Total of direct and diffuse solar radiation 260 W/m? 
Absorptivity of surface 0.9 
Outside surface heat-transfer coefficient 23 Wim? К 
Outside air temperature 3C 


Solution  Sol-air temperature 


МЕТ = 35 


0 


x 0.9 x 260 = 452°C 





Note For all purposes of heat transfer through building structures, the sol-air temperature 
may be used instead of the dry bulb temperature of the outside air and the solar radiation 
separately. 


18.3.2 Analytical Solution to Periodic Heat-transfer Problem 


In this section, we shall see the form of the analytical solution of Eq. (18.12) derived 
by Alford et аі) 

Figure 18.6 shows an infinite wall of homogeneous construction for which the 
boundary conditions in terms of the heat fluxes до апа q; on the outside and inside 
surface respectively are 


ze E RR (18.16) 
Ox МЕР 

q;=-k E = ft, — tj) (18.17) 
Ox S 


where f,, and t are the outside and inside wall-surface temperatures, and the outside 
sol-air temperature is given by the periodic equation? 


tso tsi 
Po 
E 
Ambient at Qo EX x е qi Room at f; 


to 


“VL | 


Lo X 








Fig. 18.6 One-dimensional heat transfer through a homogeneous wall 
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te = fe „T te, COS (@ T- y) 
+ fe, COS (œ T- у) +... + (18.18) 


where te n is the mean outside sol-air temperature 1, and а), үл, etc., are numerical 
values in the various harmonics. It is obvious that a solution for the inside wall- 
surface temperature f,; will also be periodic. Its solution along with Eq. (18.17) gives 
the following solution’ for heat gain of the space maintained at a constant tempera- 
ture f;. 


q - q; =} и - t) 
= U(t, — 1) + ОД, cos (@ T- у — д) 
+ ОЛ, cos (> T- Vo — фу) +... + (18.19) 


The first term on the right-hand side in Eq. (18.19) represents the mean 
steady-state heat-transfer rate and the subsequent terms give the amplitudes of the 
harmonics with 4, denoting the decrement factor for each harmonic, and 6, the time 
lag between the harmonic of the sol-air temperature and the harmonic of the inside 
wall-surface temperature. 


18.4 un FINITE DIFFERENCE APPROXIMATION OF ONE- 
“~~ DIMENSIONAL HEAT TRANSFER THROUGH WALL 


The drawback of the analytical solution is that it is cumbersome and only approxi- 
mate due to the rejection of a large number of terms to make it possible to find a 
continuous mathematical solution. 

For a numerical solution? of Eq. (18.12) for the temperature distribution in 
space and time, the wall may be divided into a grid with space intervals of Ax as 
shown in Fig. 18.7. The results for the temperature will then be found for nodal 
points (m — 1), m, (m + 1), ... , etc., which lie at the midpoints of these space ele- 
ments, representing the average temperature of each element. Also, the temperature 
will be determined at time intervals of AT. 











ER 
m-2 m-1 m m+1 m+2 
AN AR 
A tn B 
Ax Ax Ax Ax Ax 
re >--< >--< >< >< > 























Fig. 18.7 Space grid іп the conduction region 
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18.4.1 Node in the Conduction Region 


Consider a section of the space element represented by any nodal point m in the 
conduction region within the wall for which the temperature is 1. The temperature 
gradients at points A and B, to the left and right of m, at Ax/2 from m, can be written 


as follows: 
ot _ Ii = bin 
"XJ. Ax 


ot == tm- tm-1 
Ox Я Ах 


Then the differential of the temperature gradient іп Eq. (18.12) at m is expressed as 


(2) - 2,214), 











dx? Ax 
іні + fg — 21, 
= 18.20 
(Ax)? ( ) 
The time derivative in Eq. (18.12) is approximated by 
Ot” —t-t 
E (18.21) 


OT Ат 
where t} is the temperature at m after 1 A Ttime interval from the instant when (һе 
temperature at m was t, 

Substitution of expressions from Eqs (18.20) and (18.21) into Eq. (18.12) gives 
for point т at any instant of time (7+ A 7) 








1 
Lot a 
am = ііі, 1-21 
Ат (Ax)? (ал m-1 m) 
| QAT 2aAT 
whence => se Maa tta ЕД z | Ém (18.22) 
(Ax) (Ax) 
or substituting a parameter M, such that 
(Ax)? 
M = -—— (18.23) 
QAT 
we have Т А7 ЗЕ. 1- 2, (18.24) 
т М ты m-1 M m . 


Thus, the temperature i at point m after a time interval 1 Az can be found іп 
terms of temperatures Т, to the right, /, | to the left, and the local temperature f,, at 
any instant of time 7. Equations similar to (18.24) can be written for all points and 
solved simultaneously by a calculator or on a computer. 

Some general remarks concerning the use of numerical method for the solution of 
transient heat conduction problem may now be made. It may be observed from 
Eq. (18.24) that if 


od 
M 
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then the coefficient of 1, will be negative, so that for given values of ¢,,,, and 11, the 
higher the value of ¢,,, at any time, the lower will be the temperature tl at time (7+ Ат). 
The result is incompatible and leads to instability in calculations. This mathematical 
anomaly can be avoided by choosing grid intervals in such a way that 








2 2a AT 
Le = <1 
М (Ах) 
2 
М = = >2 (18.25) 
QAT 


Thus, once the space interval Ax and the value of M are established, the time 
interval A7 is fixed. If the minimum value of M is chosen, viz., M = 2, Eq. (18.24) 





becomes 
1 tt 
po e | 2-1 (18.262) 
1 +f, +f 
or if M = 3, then pet ДЕСІ (18.266) 


Accordingly, the temperature at any point x at time (7+ A7) is equal to the mean 
value of the two temperatures at the adjacent points to the left and right of the point 
at time 7, in case M = 2, or equal to the mean value of the local temperature and the 
temperatures to the left and right of the point, in case M = 3. 

The solutions for values of M equal to 2 and 3 can be physically interpreted from 
Fig. 18.8 which presents a graphical solution called the Schmidt plot. 




















k Д Д 


іт-1 





іт + 1 


























L< AX >< Ах >| 














Fig. 18.8 Schmidt plot for graphical solution of nodal temperatures in 
the conduction region 


The McGraw-Hill companies 


Heat Transfer through Building Structures 587 


It is seen that M = 3 gives a solutions f E nearer to the local value of the tempera- 
ture 1, Usually, a larger value of M gives a more accurate solution as a result of the 
smaller values of At for a fixed Ax. But this, evidently, requires more computation 
time. On the other hand, a smaller value of M results in larger time intervals and 
hence less computational time and less accuracy in calculations. This restriction 
automatically limits our choice of А тапа hence that of the value of the parameter M. 


18.4.2 Nodes at the Surface and Next to the Surface 


Consider a nodal point m located on the surface of the wall exposed to a convection 
and radiation environment as shown in Fig. 18.9. The equivalent temperature of the 
environment is equal to the sol-air temperature 1, which takes into account the effect 
of the convective film as well as radiation. The temperature at the surface of the wall 
is t, which is to be determined. The energy balance for node 5 gives 


flte- 1) + k (tn —t,) =0 (18.27) 
Ax 


where fis the heat-transfer coefficient on the wall and k is the thermal conductivity 
of the material of the wall. Equation (18.27) simplifies to 


2k 2k 
+—|1=ft,+ — 1 
[| 2) 5 ft, ^ m 











x 
whence t= -f 1, + oe. t 
5 f Ж 2k е f % 2k m 
Ax Ax 
eae | 2 | tn (18.28) 
Bi + 2 Bi+ 2 
where Bi = f = is the Biot number which is a dimensionless number representing 


a convection boundary. 























Fig. 18.9 Nodal point at the surface 
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For the nodal point m at a space interval of Ax/2 from the convection boundary, 
Eq. (18.12) can be written in the finite difference form. We first find the temperature 


gradient at A 
ді = tn T tm -1 
ox), Ax 


and the temperature gradient at S 
| z) MEA 
ох); Ах/2 

Hence we have at the mid point m 
|) 
| дї | _ Әх ); Ox), 


ax? Ax 








І 
— xx [25 10,431] (18.29) 


© (Ax) 
Substituting іп Eq. (18.12) we get the finite difference approximation of the tem- 
perature at node т at time (T+ А?) as 





1 1 M - У) 
t= — (21, +1 + t 18.30 
m M ( 5 т-1) | М т ( ) 


It can be seen that the stability criterion for this case requires that 
M23 


In the limiting case when M = 3, we have 


b rs ; (21, + lmi) (18.31) 


18.4.3 Procedure for Heat-transfer Calculations for a Homogeneous Wall 


With periodic variation of the outside air temperature tọ and solar radiation 7, it is 
first necessary to evaluate the periodic value of the sol-air temperature f, preferably 
on an hourly or half-hourly basis. These values are then imposed as the outside 
boundary conditions. In addition, as the initial condition, an approximate tempera- 
ture distribution through the wall at a certain time 7= O is to be assumed. Further, the 
inside air temperature 1, may be assumed constant, and also equal to that maintained 
by air-conditioning equipment. The calculations may now proceed for the tempera- 
tures at various nodes at time intervals 1 А 7, 2A7, 347, etc., until the total time of 
24 hours is completed. The calculations may be stopped if at the end of 24 hours the 
same initial values are obtained as assumed, or may be repeated with new initial 
values until the two values are in agreement. 
The following example illustrates the calculation procedure. 
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Example 18.3 Calculation of Heat Transfer through Wall by Finite 
Difference Method 
A 25 cm thick brick wall is exposed to the periodic temperature and incident 
radiation variation given in Table 18.4. Determine the average and peak loads 
on the air conditioner maintaining the room at 25°C per unit area of the wall. 
Given for the wall: 

Thermal conductivity, k = 1.5 W/m°C 

Thermal diffusivity, a= 8 x 107 т?з 

Absorptivity of surface, a - 0.8 

Outside wall coefficient, fọ = 23 W/m?*C 

Inside wall coefficient, f, = 7 W/m?°C 


Table 18.4 Values of outside air temperature and radiation for Example 18.3 











12 (Midnight) 12(Noon) 
] a.m. ] p.m. 
2 





Solution То minimise the effort and time involved with hand calculations, it 
may be considered sufficient to divide the wall into two sections only, as shown in 
Fig. 18.10 so that Ax 2 12.5 cm. The corresponding nodal points are so and si on the 
outside and inside surfaces, and 1 and 2 inside the wall in the conduction region. The 
stability criterion requires that 


M23 


(Ах) _ (0125): 
Ат< = = 6510s 
За — 38 x 1077) 
Choosing A T= 1 h = 3600 s for the convenience of the outside air temperature 
and radiation data given, we have 


(Ax) (0.125)? 


abt (8х 1077) (3600) - 
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Fig. 18.10 Мода! points for wall in Example 18.3 


Outside and inside surface Biot numbers 
fox _ 23(0.125) 











Ві, = 1.917 
k 15 
7(0.125 

Heed ба (0125) _ 9.583 
k 15 


The finite difference relations for nodal temperature will now be established. 
Outside surface temperature 
Ві, 2 














bso = . f, * . 
Big + 2 Бі, + 2 
1.917 
ћ = ——— 1, + E ti = 0.489 t, + 0.511 f, 
3.917 3.917 
Inside surface temperature 
Bi; 2 
fi = т „+ — 
Bi; + 2 Бі; + 2 
0.583 2 
tb = —— fit ty = 0.2257 t; + 0.7743 t, 
2.583 2.583 
Temperature at node 1 
1. 2t, +t М-3 2 1 2.43 
не + i= to + == + 2 t 
М М 5.43 5.43 5.43 


= 0.3683 г + 0.1842 t, + 0.4475 t, 


Temperature at node 2 


2t 


Si 





+t M-3 2 1 , 243 


| => = t; + t 
BT M м 27 543“ 543 543 





2 


= 0.3683 г„ + 0.1842 t, + 0.4475 1, 
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Table 18.5 lists the coefficients of these equations in terms of left, right and local 
temperatures, called influence coefficients, for facilitating calculations. 


Table 18.5 Influence coefficients 


Influence Coefficients 
Left Local 
0.489 0 








0.3683 0.4475 
0.1842 0.4475 
0.7743 0 





Before proceeding further, the following steps are to be taken: 
(a) Use of the excess temperature Ө defined by 
0-t-t; 
where 1, is equal to a constant room temperature of 25°C. The equations derived for 
temperature can also be used for excess temperatures. 
(b) Sol-air temperature are evaluated first. 
Thus for example at 12 noon 


ty = 38.5?C 
I = 1000 W/m” 
Тһе sol-air temperature is 


1, = 1) + Е = 38.5 + ш 
fo 23 
And the excess sol-air temperature is 
Ө, = 73.3 - 25 = 48.3°C 

The calculated values of sol-air temperatures at different hours of the day are 
given in Table 18.6. 
(c) Since the variation in temperature and radiation is periodic, the initial tempera- 
ture at various nodal points are not known. Assumptions for the nodal temperatures 
at any instant of time can be made as equal to either the outside sol-air temperature 
or the room temperature. But this will make the calculations more tedious and time- 
consuming. Hence we assume the temperatures by a close guess of the expected 
temperatures as follows: 


= 38.5 + 34.8 = 73.39С 


Time 
12 





(Midnight) 





We may now proceed with the calculations of finite difference approximations of 
the temperatures every hour. Thus at 1 a.m. 


6, = 4.5°С 
0, = (0.489) (4.5) + (0.511) (10) = 7.3*C 
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Note For the calculation of Ө» at 1 a.m., the left-side temperature Ө, is taken at the same 
instant, viz., at 1 a.m. itself, whereas the right-side temperature, 0, is taken at a time, 1Ат 
earlier, viz., at 12 o'clock. 


0, = (0.3683) (7.6) (0.4475) (10) (0.1842) (10) = 9.1?C 
Ө, = (0.1842) (107) + (0.4475) (10) + (0.3683) (8.1) = 9.3°C 
Ө; = (0.7743) (10) + (0.2257) (0) = 7.7 


Proceeding likewise, the calculations are made for every hour and are given in 
Table 18.6. 


Table 18.6 Finite difference approximations of excess temperatures 


Time, Excess Temperature in 





Hours 80 1 


12 

(Midnight) 7.6 

1 алп. Е 7.3 
6.6 
6.1 
9:7 
5.1 





ба.т. 
(Radiation іп) 5 5. 
8.3 


7 p.m. 
(Radiation out) 
8 

9 

10 

11 p.m. 

12 

(Midnight) 





(Contd) 


The McGraw-Hill companies 


Heat Transfer through Building Structures 593 


7 p.m. 
(Radiation out) 
8 

9 

10 

11 p.m. 

12 

(Midnight) 

1 алп. 


т 
= 
3 
D 
=A 
о 
о 
A 
= 
=. 
© 
5 





While proceeding with calculations it is found that agreement occurs at 6 a.m. on 
the next day. The values shown between dashed lines in Table 18.6 are, therefore, 
repetitive and, hence, calculations may be discontinued. In case there is no agree- 
ment, the calculations may be continued until agreement occurs. 

The average value of 0, over a 24-hour period can be found by adding all the 
values and dividing by 24. Thus 


(б mean 7 7-7°C 
Also, the maximum value of 0,15 found from Table 18.6 at 8 p.m. 
(Ө рах = 10.7°C 
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The load on the air conditioner due to heat transfer through the wall per unit area 

of the wall can be evaluated by 
q — fits; ti) 
Average load on the air conditioner 
mem = 7(7.7 – 0) = 53.9 W/m? 
Maximum load on the air conditioner 
max = 7(10.7 – 0) = 74.9 W/m? 

which occurs at 8 p.m., five hours after the maximum outdoor temperature of 41.5°C 
18 experienced. 


Note ІР the air conditioner has to do an effective job, it must meet the requirement of 
peak load. Since the average load is less, its running time will be partial, viz., (53.9/74.9) 
- 0.72, or 72 per cent. 


18.5 un EMPIRICAL METHODS TO EVALGATE HEAT 
“~~ TRANSFER THROUGH WALLS AND ROOFS 


There are two approaches to empirical calculations of heat transfer through walls 
and roofs. They are: 
(i) The decrement factor and time lag method. 
(ii) The equivalent temperature differential method. 
Both the methods use analytical-experimental results for their formulations. 
The equivalent temperature differential method is more commonly used by the air- 
conditioning engineers as it is also applicable to sunlit walls and roofs. 


18.5.1 Using Decrement Factor and Time Lag 


If the thermal capacity of the wall is ignored, then the instantaneous rate of heat 
transfer through the wall at any time 715 given by 


О = VA(t, - tj) (18.32) 
and on an average basis, the mean heat flow is given by 
О,-ФАй, — 1) (18.33) 


For the sake of simplicity, in this Chapter and the next the dot above О has been 
dropped to indicate the rate. 
But most building materials have a finite thermal capacity which is expressed as 
mC = pCV = pC (AAx) 
where m = Mass of wall 
p. С = Density and specific heat of wall material 
A = Cross-sectional area of wall 
Ax = Wall thickness. 
It has been seen that there is a two-fold effect of thermal capacity on heat transfer: 
(i) There is a time lag between the heat transfer at the outside surface qg and the 
heat transfer at the inside surface q;. 
(ii) There is a decrement in the heat transfer due to the absorption of heat by the 
wall and subsequent transfer of a part of this heat back to the outside air when 
its temperature is lower. 
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The use of the rigorous analytical method to determine the time lag @ and 
decrement factor 4 is quite complicated. The use of finite difference approximation 
for each wall, roof, etc., for each building is also time-consuming from the point of 
view of a practising engineer. Hence an empirical approach based on the determina- 
tion of and A for standard wall constructions, and their use for calculations can be 
employed. 

It is observed that the specific heat of most materials is about 0.84 kJ/kg.K. The 
thermal capacity of most materials, therefore, essentially depends on their density 
and thickness. The IHVE Guide gives value of the time lag and decrement factor as 
a function of the wall thickness and density of construction materials. Figure 18.11 
gives values of time lag for three different densities, while in Fig. 18.12, the effect of 
density on the decrement factor has been considered insignificant. In addition to 
these figures, Tables 18.7 and 18.8 give values for Лапа ó for certain constructions 
taken from the ASHRAE Handbook. 





20 | 


Time lag , hours 











0 | | | 
0 15 30 45 60 


Thickness Ах, cm ----- 





Fig. 18.11 Time lag of walls 


Considering the effect of thermal capacity, the actual heat transfer at any time 7 is 
Q,=UA(t, —t) + UAA (te = fe) (18.34) 
where te is the sol-air temperature at time 7— 4, i.e., ø hours before the heat trans- 
fer is to be calculated. 

A comparison of Eq. (18.34) with Eq. (18.33) shows that Q; can be greater or less 
than Оса depending on whether t, |is greater or less than t, , hours before. The 
second term in Eq. (18.34), therefore, represents the periodic component which is 
equal to the sum of all such component harmonics in Eq. (18.19). 
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Fig. 18.12 Decrement factor of walls 


It is evident that if the wall is thick, the decrement factor will be small as is also 
seen from Tables 18.7 and 18.8. For example, from Table 18.8, the decrement factor 
for a 15 cm concrete roof is 0.48 whereas for а 5 cm concrete roof, it is 0.83. Thus in 
the case of a very thick wall, the second term on the right-hand side in Eq. (18.34) 
can be ignored so that Eq. (18.33) holds 


Q,-UA(t, –1) = Да 
which implies that the heat transfer across the wall remains uniform at its mean value 
throughout the day. It is, therefore, advantageous to provide thicker walls in build- 
ings that are not air conditioned. Such buildings will not become excessively hot in 
summer or excessively cold in winter. 


Table 18.7 Amplitude decrement factor and time lag of shaded walls? 


Construction Decrement Time Lag, 
Factor, 2 ф hours 





cm brick or stone veneer + frame 0.62 
cm hollow tile or 
cm cinder block 0.48 


cm brick or concrete 0.69 


cm brick or concrete, or 


cm hollow tile or cinder block 0.39 
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Table 18.8 Amplitude decrement factor and time lag of roofs exposed to sun? 


Construction Decrement Time Lag, 
Factor, 2 ф hours 


cm concrete 0.83 3 
cm concrete + 





cm insulating board 0.69 
cm concrete 0.64 
cm concrete 0.48 
cm concrete + 

cm insulating board 0.26 





Opposite conditions prevail when the wall is too thin. In the limiting case, when 
the wall thickness approaches zero, the decrement factor 4 tends to unity and the 
time lag ф tends to zero. In that case Eq. (18.32) is applicable 

Q,- UA (t,— tj) 
1.е., the heat transfer through the wall is equal to its instantaneous value. 

Accordingly, for thick wall, the heat gain does not vary much, whereas for thin 
walls, it varies considerably over 24 hours. The effect of the type of construction 
on heat gain is shown in Fig. 18.13. It is seen that a light wall with a low thermal 
capacity having a time lag of about 3 hours has a maximum heat gain at 3 p.m., and 
great variation in heat transfer over a 24-hour period. A heavier wall with high ther- 
mal capacity has a reduced and more uniform heat gain, and the peak occurs much 
later, say at 12 midnight, with a corresponding time lag of 12 hours.A still heavier 
construction may result in very small and uniform heat-transfer rate. 





Light Wall Low 
Thermal Capacity 






Heavy Wall High 
Thermal Capacity 


Heat Gain, Q -- 











" Solar time, 7 LE. 


Fig. 18.13 Comparison of heat transfer through light and heavy construction 


Thus in a locality where the daily range of variation of the outside air temperature 
is small, it is immaterial what thickness of wall is provided. But in a locality where 
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the daily range of temperature is large, it is desirable to have thick walls so as to cut 
the cooling load in summer and the heating load in winter. Moreover, such walls will 
not allow the inside temperature to rise very much during the day and drop at night, 
and thus maintain a reasonably uniform and moderate inside temperature even 
without air conditioning. 

Also, in buildings that are not conditioned, night ventilation helps to maintain 
them cooler during the day. 





Example 18.4 Ifthe wall in Example 18.3 has a density of 2400 kg/m’, calcu- 
late the maximum heat gain of the room and the heat gain at 5 p.m. per unit area 
of wall, using the time lag and decrement factor approach. 


Solution From Figs 18.11 and 18.12 for 25 cm thickness, 2400 kg/m? density, 
we have: 

Time lag, ф = 6.7 hours 

Decrement factor, А = 0.455 

From Table 18.6, the mean value of the excess sol-air temperature is 6, = 19.1°C. 
Mean sol-air temperature 
t, 


„= 0, + 719.12 25 =44. РС 
Maximum sol-air temperature is at 12 noon 
te ax 7 493€ 
Overall heat-transfer coefficient 
1 1 Ax, 1 1,051 





U у k f 2B 15 7 
U = 2.833 W/m?*C 


Maximum heat gain of the room will occur 6.7 hours after the maximum sol-air 
temperature of 48.3°C is reached, viz., at 6.7 hours after noon. 
Maximum heat gain 


max = UL, к 1) + Mt, ш t, )] 
= 2.833 [19.1 + (0.455) (48.3 — 19.1)] = 91.8 W/m? 





Note A comparison can be made with the calculations by the finite difference method 
of Example 18.3. Here the time of peak load is obtained as 6.7 p.m. instead of 8 p.m. 
and the maximum heat gain is 91.8 W/m? instead of 74.9 W/m?. Of course, the accuracy 
of the finite difference procedure can be improved by taking smaller time and 
space increments. 

For calculating the heat gain at 5 p.m., we take the sol-air temperature from the 
table about 6.7 hours before the time, or say at 11 a.m., to be on the safer side. Sol- 
air temperature at 11 a.m. 

t, = 45.22C 
Heat gain at 5 p.m. 
а = 2.833 [19.1 (0.455) (45.2 - 19.1)] = 87.8 W/m? 
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18.5.2 Equivalent Temperature Differential (ETD) or Cooling Load 
Temperature Difference (CLTD) Method 
Equation (18.34) for heat transfer through walls and roofs can also be expressed in 
terms of an equivalent temperature differential A tj, defined by the equation 
Q = UA (t, — 1) + UAA (te, Ка ы) 
= UA At, =f, (tj 1) (18.35) 


so that Atg = (f, ti) + A(t te) (18.36) 


er- ф 

Thus At, when multiplied by UA for the construction gives the heat transfer rate. 
We сап see that At, depends on: 

(i) Decrement factor А and time lag ф, which in turn depend on the thermo- 

physical properties of the construction. 
(ii) The outside air temperature fy and solar radiation intensity 1. 
(ш) Room temperature f;. 

Thus, the equivalent temperature differential approach takes care of the exposure 
of the wall or roof to the sun. Tables of Атк can be prepared for fixed values of tọ and 
t, for different types of constructions, and as a function of latitude and time for 
roofs, and latitude, time and orientation for walls. The Carrier Handbook? makes use 
of this approach and Tables 18.9 and 18.10 give the required values for walls and 
roofs respectively. It will be noticed on seeing these tables that the effect of density 
and wall thickness is incorporated by specifying the mass of the wall per unit area of 
its cross-section. Further, it must be pointed out here that these tables have been 
established from calculations made on an analogue computer using Schmidt's 
method based on the conditions given below: 

(i) Latitude 40?N, but normally suitable for latitudes 0 to 50°N, for the hottest 

summer period 
(ii) An outdoor daily range of a dry bulb temperature of 11.1°C (20°F) 
(ii) An outside and inside design temperature difference of 8.3?C (15?F) 
(iv) Dark colour walls and roofs with absorptivity of 0.9 

(v) A specific heat of the construction material of 1.005 kJ/kg.K. 

When there is a departure from these conditions, the following corrections may 
be applied. 


— 


(1) The values of t, and f; are additive to A tz. Hence add or subtract the difference 
of tọ — t; and 8.3°C. 
(ii) If the daily range is different from 11.1°C, then apply effective corrections as 


follows: 
(a) For each 1?C difference Add 0.25? for medium construction. 
less than 11.1?C Add 0.5? for heavy construction. 
(b) For each 1?C difference Subtract 0.25? for medium construction. 
greater than 11.1°C Subtract 0.5? for heavy construction. 
(c) Maximum correction 2? for medium and 3? for heavy 


construction. 
(d) Light construction No correction. 
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(iii) For south latitude use the following exposure values: 


South Latitude Exposure Value 





North-east South-east 
East East 
South-east North-east 
South North (shade) 


South-west North-west 
West West 
North-west South-west 
North (shade) South 





Example 18.5 If the wall in Example 18.4 is facing west, calculate the heat 
gain of the room per unit area of the wall, on an hourly basis between 1 p.m. and 
6 p.m. The outdoor maximum and minimum temperatures are 40 and 22%С 
respectively. The outside and inside design temperatures are 40 and 25°C 
respectively. What is the time of maximum heat gain from the wall? 


Solution Thickness and density of wall 
Ax = 0.25 т 
p = 2400 kg/m? 

Mass of wall 

m = p(Ax)A = (2400) (0.25) (1) = 600 kg/m? area 
Overall heat-transfer coefficient 

1 1 Ах 1 1 025 1 

= + + = + + 

U f k fo 7 15 23 

U = 2.83 Wm? K”! 
Outdoor daily range = (fo) max = (fo)min = 40 - 22 = 18°C > 11.1°C 





Outside and inside temperature difference = tọ — t; = 40 – 25 = 15°С > 8.3°С 
Correction for equivalent temperature difference 
Ай, = (15 – 8.3) – (18 – 11.1) (0.25) = 4.98°C 
The following table gives the values of equivalent temperature differentials from 
Table 18.9 and those obtained after correction by adding A?’ to the values from the 
table. The table also gives the calculated values of the heat flux from the relation 











а = UAtg 

Тіте (А tr) table (A te) corrected = (A te)table + 4.98°С 0 

p.m. T °C W/m? 
1 4.25 9.23 2.61 
2 4.75 9.73 27,5 
3 5.5 10.48 PON 
4 6.32 11.3 32.0 
5 8.34 13.32 Boll 
6 9.69 14.67 41.5 
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Note It will be seen from Table 18.9 that the maximum equivalent temperature difference 
occurs at 8 p.m. Thus, the maximum heat gain from the wall is at 8 p.m. 





Example 18.6 Orientation of a Building 


А 20 m x 40 m x 3.5 m high building having a flat roof is located near Bombay 
(about 20?N latitude). For summer, based on June 21, show which of the 
orientations (A) or (B) is better (Fig. 18.14). 


20m 





N 


40m 40m 





20m 




















(a) (b) 
Fig. 18.14 Тһе two orientations of a building for Example 18.6 


Solution Since the roofs are horizontal flat, both the orientations will receive 
same solar radiation, and will have same equivalent temperature differential for roof. 
However, the walls will receive different radiations, and hence will have different 
temperature differentials. 

Daily solar radiation from Table 17.9 (c): 


N-Wall = 88 + 129 + 104 + 79 + 60 + 54 + 47 + 54 + 60 + 79 + 104 
+ 129 + 80 = 1, 075 W/m? 


E-Wall = 256 + 467 + 505 + 451 + 303 + 129 + 44(4) + 38 + 28 + 9 
= 2, 362 W/m? 


S-Wall = 10 + 28 + 38 + 44 (7) + 38 + 28 + 9 = 459 W/m? 
W-Wall = Same as E-wall = 2, 362 W/m? 
Wall areas are 20 x 3.5 = 70 m?, and 40 x 3.5 = 140 m? 


Total solar radiation received by the four walls are: 
Orientation A 


XJA = 70 (1075) + 70(459) + 2 x 140 (2362) = 643,490 W 
Orientation B 
XJA = 140 (1075) + 140 (459) + 2 x 70 (2362) = 545,440 W 


Orientation B receives less radiation than orientation A. Hence, B is better than A. 


Note Any orientation between A and B will receive more radiation than B. Hence, B is 
the best. 
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18.6 un NATURAL VENTILATION THROUGH INFILTRATION 

< pe 
Infiltration is the name given to the leakage of outside air through door openings, 
and through cracks and interstices around windows and doors into conditioned 
space. Even though the air inside is slightly pressurized, the leakage does take place 
which is principally due to the following factors: 

(i) Stack effect, particularly in tall buildings 

(ii) Wind pressure 
(iii) Entry and exit of occupants effecting change of air due to door openings. 

It must be pointed out here that corresponding to every infiltration there is an 
equivalent amount of exfiltration. In effect, infiltration involves an exchange 
between the outside and inside air. 

Infiltration, as a result of stack effect, wind effect, and through doors and 
windows and other openings can be treated as contributing to natural ventilation. 


Note If natural ventilation is not enough to provide for desired level of comfort then 
recourse to mechanical ventilation is necessary. 


18.6.1 Stack Effect 


Differences between temperatures and humidities produce differences in the densities 
of air between the outside and inside of buildings. As a result, pressure differences 
occur causing flow of air known as chimney or stack effect. 

When the inside temperature is lower than Flow in 
the outside, the stack effect produces positive 
inside pressure at lower levels and negative 
inside pressure at high levels. Consequently, 
the outward flow of air takes place at lower 
levels and the inward flow at higher levels, 
with the neutral zone in the middle as shown in 
Fig. 18.15. The reverse is true when the inside 
is at a higher temperature than the outside. 
Thus, we have Flow |Out 
In Summer Infiltration at the top and exfiltration 
at the bottom. Pressure > 
In Winter Infiltration at the bottom and Fig. 18.15 Stack effect in summer 
exfiltration at the top. air conditioning 

The infiltration from the stack effect is generally small but is greatly influenced 
by the height of the building and the presence of staircases and elevators. The 
ASHRAE Guide gives the following formula to evaluate the infiltration гаје О, in 
m°/s due to stack effect 


Inside Outside 


Neutural 
Zone 





Height ——- 








Ò, = 0.172 AJ H(t, — to) (18.37) 


where Н is the building height in m, t; and fy are the inside and outside temperatures 
in °C, and A is the area іп т^ available for the flow of air into or out of the building. 
The corresponding velocity of the air flow is 
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С- = = 0.1724 H(t; — to) (18.38) 


The pressure difference inducing this flow will then be given by 


Ар _ Č 
p 2 
Assuming an effectiveness of 0.8, and a standard air density of 1.2 kg/m’, we have 


2 
E 12 (=> ни) 


























2 08 
= 0.028 H(t; — tọ), N/m? (18.39) 

18.6.2 Wind Action Flow 
The flow of air due to wind over a building ele m 
creates regions in which the static pressure is Wind Ward 
higher or lower than the static pressure in the In и“ Side 
undisturbed air stream. The pressure is posi- г Side 
tive on the windward side resulting in the 
infiltration of air, and negative on the leeward 
side resulting in exfiltration. This is illus- | 
trated іп Fig. 18.16. In a tall building, the + 
wind velocity is very high towards the top of 3 
the building and hence the leakage rate is also = Leeward 
higher. Side Out | In 

There are two methods of estimating the А t 
infiltration of air into conditioned space due 
to wind action. They are: = Wind Pressure 

(1) Crack method, and Fig. 18.16 Wind effect on 


(1) Air-change method. leakage or ait 


In the crack method, the estimate is based on measured leakage characteristics 
and the width and length of cracks around windows and doors. The air-change 
method assumes a certain number of air changes per hour for each space depend- 
ing on its usage. The crack method is generally regarded as more accurate and is 
used in the case of windows. The air change method is more convenient to use in 
the case of doors. 

The leakage of air in this case is a function of the wind pressure Ap which can be 
determined by knowing the wind velocity C using the equation (Sec 21.2) 

Ap = 0.00047 C? (18.40) 
where Ap is in cm H,O and Cis in km/h. It is a common practice to take 0.64 Ap only 
as the pressure difference between the outside and inside air to evaluate the infiltra- 
tion rate, which can be expressed by an equation of the type 

д = C(Ap)" (18.41) 
where C is a constant, and п lies between 0.5 and 1. For non-weather-stripped 
windows, the following relation may be used 


д, = 0.125 (Ар) (18.42) 
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where Q, is in L/m of crack length, and Ap is in N/m. The leakage rates of most 
window cracks fall between the four classes of double-hung wood windows as given in 
Table 18.11. Similarly, Table 18.12 gives the leakage rates through cracks in doors on 
the windward side for different wind velocities and different door constructions. 


Table 18.11 Infiltration through double-hung windows in m? /h/m of crack? 


Window type Pressure Difference, cm Н,О 
0.25 0.50 0.75 1.00 
Non-weather-stripped, loose fit ТЫ! 11.3 14 18 





Non-weather-stripped, average fit 25 4 5.3 6.4 
Weather-stripped, loose fit 2.5 4 5.9) 6.4 
Weather-stripped, average fit 1.3 2.1 2.8 3.3 





Table 18.12 Infiltration through doors-crack method? 


Type of door cmm per Linear Metre of Crack 
Wind Velocity, kmph 
16 24 32 











Glass door 
Good installation 
3.2 mm crack 
Average installation 
4.76 mm crack 
Poor installation 
6.4 mm crack 
Ordinary wood or metal door 
Well fitted 
W-stripped 
Well fitted 
Now W-stripped 
Poorly fitted 
Not W-stripped 
Factory door 
3.2 mm crack 





The ASHRAE Guide publishes data that indicates that wind pressure causes a 
leakage of air even through brick and concrete walls. Its numerical value is, how- 
ever, very small. For example, for a 21.5 cm plastered brick wall at 24 kmph wind 
velocity, it is only 0.000356 cmm/m/ of the wall area. 

In the air-change method, it is required to use experience and judgement to esti- 
mate the overall value of the infiltration rate. In practice, the following values of air- 
changes per hour can be used with reasonable precision for rooms with the extent of 
windows and external doors given. 


No windows or exterior doors i 
Exterior doors or windows on one side 1 
Exterior doors or windows on two sides 14 
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Exterior doors or windows on three sides : 2 
Entrance halls : 2 
These values include the exchange of air due to door openings which is 
discussed below. 


18.6.3 Infiltration due to Door Openings 


Infiltration through doors depends on the type of door, as well as its usage. Often the 
tables developed for doors give the infiltration rates through doors which include the 
leakage rates through cracks due to door openings. Table 18.13 through 18.15 from 
the Carrier Handbook give the infiltration rates through doors on the windward side 
for various door constructions and usage, and for a wind velocity of 12 kmph. For 
other doors, the values may be multiplied by 0.6. For other wind velocities, the 
values may be multiplied by the ratio of the velocities. 


Table 18.13 Infiltration through doors on adjacent walls (wind velocity 12 kmph)? 


Description cmm/m? Area стт 





Standing Open 
No Use Average Use No Vestibule Vestibule 








Revolving Doors- 
Normal Operation 0.24 1.58 
Panels Open — — 
Glass Door-4.75 mm Crack 1.37 3.0 
Wood Door- 0.3 1.98 
Small Factory Door 0.23 1.98 
Garage and Shipping 
Room Door 0.61 1.37 
Ramp Garage Door 0.61 2.06 





Table 18.14 Infiltration through swinging doors on opposite walls (wind velocity 
12 kmph)? 


% Time cmm/Pair of Doors 
2nd Door is Open % Time Ist Door is Open 
25 50 75 
10 : Т) 14 21 








25 6 35 53 
50 71 106 
75 106 159 
100 142 210 





It may be noted that vestibules may decrease the infiltration to the extent of 
30 per cent when the door usage is light. However, when the door usage is heavy, 
vestibules are of little value. 


18.6.4 Load due to Infiltration 


Infiltration involves the heat gain or loss to the conditioned space due to the replace- 
ment of the conditioned inside air by the undesirable outside air. This load includes 
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both sensible and latent, and is evaluated in the same manner as the ventilation load 
from the infiltration rate (cmm),. If ventilation air is greater than infiltration/ 
exfiltration air then infiltration may not be considered seprately. 


Table 18.15 Infiltration through doors based on usage (wind velocity 12 kmph?) 


Application cmm/Person in Room/Door 
182 cm 91 cm Swinging Door 





Revolving Door No Vestibule Vestibule 


Bank 0.184 0.227 0.17 
Barber Shop 0.113 0.142 0.108 
Soda Shop 0.156 0.198 0.15 
Cigar Store 0.566 0.85 0.637 
Department Store 0.182 0.227 0.17 





Dress Shop 0.057 0.071 0.108 
Drug Store 0.156 0.198 0.15 
Hospital — 0.099 0.637 
Lunch Room 0.113 0.142 0.17 
Men's Shop 0.076 0.105 0.054 
Restaurant 0.057 0.071 0.15 
Shoe Store 0.076 0.099 0.074 





Example 18.7 А room is 5.5 m х3.5 m x 3 m high. The total perimeter of an 
average fit non-weatherstripped window crack in the room is 10 m. The wind 
velocity is 9 m/s. Calculate the air-change rate of infiltration: 

(i) Using Table 18.11. 

(1) Using the empirical relation for the frictional resistance to air flow 


О, = 0.125 (0.64 Ap)? 6 L/m 
where Ap is in М/т? 


Solution Volume of room = (5.5) (3.5) (3) 2 57.75 т? 
Wind pressure 
pc? _ (1.2)(9)" 22 486 
Ap = — = === = 48.6 N/m’ = — = 0.5 cm H,O 
2 2 98.1 
(1) Infiltration rate for average fit non-weatherstripped windows from Table 18.11 
at 0.5 cm H,O pressure difference is 4.0 m°/h/m crack. Total infiltration rate 


О, = (0.4) (10) = 40 m?/h 





Air-change rate = a = 0.69 
57.75 
; 0.125(48.6 х 0.64) (10) (3600 
Gi) Total infiltration rate О, = | E X X ) = 39.2 m?/h 


Air-change rate — Lud - 0.68 
57.15 





Note It is, thus, seen that the infiltration rate from just one large non-weatherstripped 
window is more than half the air-change per hour. 
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18.7 un PASSIVE HEATING AND COOLING OF BUILDINGS 
~ ~ 

A passive solar building тау be defined as that in which thermal energy flows by 
natural means, enabling the system to function without external power. The opera- 
tion of a passive system involves the control of the flow of thermal energy, and 
includes the ability to completely stop energy from escaping or entering the building 
(e.g., by insulation) and the ability to vary the timing or location of energy flow 
inside the building (e.g., by opening or closing spaces to each other). 

A space-heating system comprises the space, a solar collector and a thermal stor- 
age. A space-cooling system comprises the space, an environmental sink (sky and 
ground) and a thermal or cold storage. The heat exchange between the three ele- 
ments falls into two categories, viz., forced exchange (using fans, pumps, etc.) and 
natural exchange (involving conduction, natural convection and radiation). If all the 
significant exchanges linking the three elements of a heating or cooling system 
involve forced flow, the system is classified as active, and if they involve purely 
natural flow, the system is classified as passive. A mixture of the two may be called 
a hybrid system. 

Three basic passive solar concepts have been defined; each involving differential 
relationships relating the sun, storage mass and living space. They are direct gain, 
indirect gain and isolated gain. Each concept will now be dealt with, separately, 
from the viewpoints of principles, requirements, variations and controls. 

It must be stated here that without the controls, the addition of the passive system 
with large glass areas and storage masses can cause much discomfort due to winter 
heat losses and summer overheating. 


18.7.1 Direct Gain 


This is the most common passive solar gain building. The living space is directly 
heated by the sun as shown in Fig. 18.17 and serves as a live-in collector. The basic 
requirements for direct-gain building are: 


Sun 


EE 











| ——— Storage 
Mass 






J 


Direct gain 


а 


\ 


Insulation 





























Fig. 18.17 Direct gain principle 
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(i) A large south-facing glazing (collector area) with the living space exposed 
directly behind. 
(ii) A floor and/or wall storage mass of significant dimension for solar exposure 
and for thermal capacity. 
(iii) A method for isolating the storage from the exterior climatic conditions by 
using insulation between the storage mass and outdoors. 

The best location of the storage mass is often decided by the physical laws 
governing natural heat flow by radiation and convection. Typical variations of this 
mass are given below: 

(a) External building walls 

(b) Internal walls 
(c) Floor 
(d) Free-standing masses inside the space. 

In addition to storage location, there may be significant variation in storage mate- 
rials providing thermal capacities and different time-lag properties. Storage materi- 
als may vary from concrete, brick, sand and ceramics, to water and other liquids 
either singly or in various combinations. 

To add to the efficiency and usefulness of direct gain, several controls must be 
considered. To prevent unwanted heat gain, sunshading is required for the large 
expanse of south-facing glass. Due to the high location of the southern summer sun, 
overhangs can provide adequate protection for vertical southern glazing, but some 
other solutions must be found for tilted glazing, or those with east and west 
orientations faced with low sun angles. 

To prevent unwanted heat loss, for example on sunless winter days and nights, 
movable insulation panels, shutters, etc., may be used. These will also prevent heat 
gain on hot summer days. Other controls include exhaust and ventilation arrangements. 


18.7.2 Indirect Gain 


In an indirect gain building, a storage mass collects heat directly from the sun, stores 
it, and then transfers it to the living space. The storage wall is placed just behind the 
glass as shown in Fig. 18.18. The basic requirements of such a wall, called the mass 
Trombe wall, is a large glass area with a large storage mass directly behind it to 
intercept the sun’s rays. 

Again, variations are possible in the material used and the thickness of wall, 
depending on which the radiant distribution from the storage mass to the living space 
can be either instantaneous or delayed. It is possible to have distribution by natural 
convection through openings at the top of the wall as shown in Fig. 18.19 in addition 
to radiation and convection directly from the wall. If the openings are controllable, 
natural convection can be stopped and started as and when desired. Also, insulation 
placed behind the storage mass can eliminate radiant distribution. 

The following controls are possible for the optimum operation of a mass Trombe 
wall building. 

(i) In winter, when the sky is overcast and during the night, external insulation 

must be provided to prevent undesirable heat loss. 
(ii) Similarly in summer, during the day, overhangs or external insulation will 
serve the purpose of preventing overheating of the living space. 
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(iii) The mass Trombe wall has the potential of providing induced ventilation dur- 
ing summer if exhaust vents are provided at the top. For this purpose, inlet 
openings for fresh air must be provided from a shaded or cooler area, as 
shown in Fig. 18.19. Thus sun’s heat can be used to induce air movement to 
augment natural ventilation. 
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Fig. 18.18 Indirect gain principle illustrated by a mass trombe wall 
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Fig. 18.19 Mass trombe wall with induced ventilation 
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The roof pond is another indirect gain-type construction in which water is the 
storage mass, and it is located at the roof instead of the floor or wall. The body of the 
water is directly exposed to the sun. The thermal storage is also provided by the 
ceiling mass. External insulation is necessary for control, as in the case of the mass 
Trombe wall, to cut off the day heat gain in summer and the night loss in winter. 

A clear night sky acts as a large heat sink. Thus, the heat collected by water 
during the day and stored in its mass is dissipated to the sky during the night. During 
the day, therefore, the water mass acts as a cold storage, drawing the heat away from 
the living space. Itis obvious that such a system will be effective in a climate with a 
large swing in day and night temperatures. 

Direct evaporative cooling has already been discussed. There are other methods 
which use Indirect evaporative cooling. For example, a shaded roof pond also acts 
as an indirect evaporative cooler. The water is cooled to nearabout the wet bulb 
temperature of air. Thus, if the roof is completely shaded, there will be a loss of heat 
from the living space-which is at the dry bulb temperature of air—to the outside. 

An underground construction provides another example of this type which is suit- 
able both for passive solar cooling and heating. The ground temperature at a depth 
of about 10 m is uniform throughout the year, irrespective of the ambient conditions. 
This is due to the decrement in temperature oscillations as heat travels between the 
ground surface and the inside. Care must, however, be taken about the ground water 
level before deciding about the depth of construction. Also, a vapour barrier should 
be incorporated in the construction for preventing moisture transfer. 


18.7.3 Isolated Gain 


This is different from either direct or indirect gain concepts: In this, the collector 
and storage function somewhat independently from the building. An example is a 
solarium, in which solar radiation is collected in a secondary space and the living 
space is heated or cooled by convection. Also, evaporatively-cooled air can be used 
to cool large masses of rock beds at night, which act as cold storages. Room air can 
be circulated through these beds during the day for cooling. 


18.8 Uh '.. WATER VAPOUR TRANSFER THROUGH STRUCTURES 


As a result of vapour pressure difference existing on the two sides, water vapour 
flows across building walls and roofs, and across insulation over pipes; etc. This 
results in latent heat gain of rooms. The load is, however, quite insignificant, but 
there are other harmful effects as a result of condensation. 

The process of vapour flow is similar to the flow of heat. Water vapour flows 
from high to low vapour pressure regions. As water vapour flows through the struc- 
ture, its temperature also decreases. And, if at any section the local temperature falls 
below the dew point temperature, condensation occurs. This condensation is called 
concealed condensation. 

Condensation not only causes deterioration of materials (such as steel rusting, wood 
decay, etc.) but also damages the insulation, and increases the thermal conductivity, 
thus, increasing cooling load in conditioned spaces, cold storages, frozen food 
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storages, refrigerator cabinets, suction line and chilled water piping, supply air ducts, 
etc. Control of moisture transfer is, therefore, essential to ensure satisfactory operation 
in heating, ventilating and air-conditioning (HVAC), and refrigeration systems. In 
winter heating applications, condensation occurs with warm humid air inside the room 
and cold air outside, and in refrigeration applications, it is the outside air which is 
humid and inside air is at low temperature and low vapour pressure. 


18.8.1 Vapour Transfer Equation 


Vapour transfer rate т, per unit area A is given by Fick’s law Eq. (1.76), viz., 





ту dp, 
ЕА 18.43 
А Hs ( ) 
where и is called permeability. It is like thermal conductivity in heat transfer. Inte- 
grating between outside and inside vapour pressures p, and Po, and thickness L of 
construction, we get 
ту Ро — Ро Ар, 
= e E 18.43 a 
A n Ax à Ax ( 
Sometimes, we may use the permeance coefficient designated as M = ША х. It is 


similar to heat-transfer coefficient. Thus, we have 





Ps - M Ap, (18.44) 


The units of permeability 4 will be 


g-cm 





| hr - т> -cm Hg pressure | 


while the units of permeance coefficient M will be 


5 
| hr - m? -cm Hg pressure | 











The numerical values of р and M for some common materials are given in 
Table 18.16. 


Note If condensation occurs, Fick's law and hence, the above relations are not applica- 
ble. After condensation, the water vapour pressure follows the saturation curve. 





Example 18.8 A frozen food storage wall is exposed to the outdoor condi- 
tions of 39.5 С DBT апа 28°C WBT in Chennai. The inside conditions are main- 
tained at -18*C DBT and 80% RH. The wall has the following construction: 
Plaster (outside): 1.25 cm k = 8.65 W/mK, М = 4 g/hr.m?.cmHg 
Brick : 22.5 ст k = 0.77 W/mK, и = 2.2 g.cm/hr.m’.cmHg 
Thermocole : 10 cm k = 0.037 W/mK, и = 4.0 g.cm/hr.m? cmHg 
Check for possible condensation of moisture. 
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Solution See Fig. 18.20. 


Table 18.16 Permeabilities and permeance coefficient of material 


Material Permeability, и Permeance coefficient, M 
g:cm g 
hr: m? cm Hg hr: m? -cm Hg 





Construction materials 

Concrete 22 

Brick (10 ст) Du 
Asbestos cement board — 
Plaster (1.25 cm) — 
Gypsum — 

Wood 0.28–0.38 


Insulating materials 

Still air 83 
Mineral wool 80 
Thermocole 1.38-4.0 
Expanded 

Polyurethane 0.28-1.1 


Foils 

Aluminium (1 mil) 

Polyethylene (2 mil) 
(4 mil) 
(6 mil) 





Psychrometric properties obtained by calculations are as follows: 


DBT WBT RH Ds Р» Po 
Condition AC °С % ст Но cmHg cmHg 


Outside 39.5 28 - 53.9 2.835 2.267 (Eq. 14.49) 
Inside -18 - 80 19.83 - 1.586 











Overall heat-transfer coefficient assuming f, = 20, and /;- 7 Wim?.K 
1 1 00125 0.225 01 1 





— + + +— =3.189 
U 20 865 077 003 7 


> U = 0.314 W/m?.K 


Heat flux 
а = ЏА! = 0.314 (39.5 + 18) = 18.055 W/m? 


Кү» kj, 
= t — Ан) = 11 — 5) = t—t 
Joto- tı) Ax (t — t5) Ах, (5 — 13) 








k 
= -+ (r-t) =f; (4 –1) 
Ахзд 
Solving, we get ће temperatures as shown in Fig. 18.20 


ti = 38.6°С, t, = 38.57°C, 14 = 33.3°C, t4 = — 15.5°C 
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© 1.717 cmHg 

a = 

Pog = Po; 
= 1.586 cmHg 
AX12 
A BUM Қ--189С 
A — A Хад —> nm 

Outside 7 = Inside 
п Ейт 


Fig. 18.20 Temperature and water vapour pressure distribution 
inside wall for Example 18.8 


Similarly, we have for overall permeance coefficient 





= + + = – + + 
М М Аз Ша 4 22 4 
=> М = 0.0771 g/hr.m?.cm Hg 


Moisture transfer/mass flux (Given: Po, = Poy = 2.261, Po, = Py, = 1.586 cm Hg) 
т 2M Ap, = 0.0771 (2.267 – 1.586) = 0.0525 g/hr.m? 


A 
и и 
= Му (Po, - po) = nem (ро, - po) = ee (ро, -Ро) 


> Po, = 2.254 cm.Hg, Ро, = 1.717 cm.Hg, Ро, = 1.586 ст Hg = Po, 








The saturation pressures of water at t; and 1, are: 
(р), -3%с = 3.84 ст Hg, (Pos, =_155°c = 1.185 ст Hg 
We see that Po, < (р, )3, but Po, > (p, ),. Hence, condensation will occur 


between sections 3 and 4 inside insulation. 





Note р, = Po, > (Ро, Ja. Hence, moisture will flow into insulation from inside room also 
and condense. 
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18.8.2 Vapour Barriers 


The migration of water vapour and its subsequent condensation poses a serious prob- 
lem in summer, in cold storage structures where the outside vapour pressure is very 
high and inside vapour pressure is very low, and in winter, in buildings where the 
vapour pressure inside might be very high as compared to outside. Water vapour bar- 
riers are, therefore, applied to thermal insulation on cold pipes and refrigerated spaces. 
The effectiveness of vapour barriers depends on its permeance which should be 
as low as possible. And it should be applied on the side of insulation exposed to 
higher vapour pressure. 
The vapour barriers are of the following types: 
(i) Structural barriers, e.g., plastics, aluminium sheets, etc. 
(ii) Membrane barriers, e.g., aluminium foils, plastic films, etc. These are often 
bonded with insulation. 
(ш) Coating barriers such as asphalts, resins, etc. 


Note Тһе vapour barriers must be perfectly sealed, so that there is no leakage path for 
water vapour. 


In Example 18.8, vapour barrier must be applied at section 3. 
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È 
Ф Revision Exercises 


18.1 A composite wall is made up of 10 cm of common brick against 15 cm of 
concrete with 1.25 cm of plaster on the inside wall. Assume still air in room at 
25°C. The outside air is at 40°C. The wind velocity is 25 kmph. Find: 
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(a) The thermal resistance of wall 

(b) The overall heat-transfer coefficient 

(c) The steady-state heat-transfer rate per unit area of wall 

(d) The heat transfer if the outside and inside film resistances are disre- 
garded. 
Use Tables 18.1 and 18.2 for values of thermal conductivities and film 
coefficients. 

18.2 A controlled temperature test room is held at 25°C. The outside design 
temperature is 40°C. The wall is constructed with 2.5 cm pine boards 
(К = 0.12 Wm! к”) оп the inside and the outside with 10 cm mineral wool 
block insulation (k = 0.05 Wm ! К^!) in between. The pine boards are placed 
in position over the insulation by 1.875 cm steel through-bolts placed at 
30 cm centres. Compute the overall heat-transfer coefficient: 

(1) Not considering the presence of bolts. 
(ii) Considering the presence of bolts. 
The film coefficient on both sides of the wall is 9.4 Wm? К^. 

18.3 A building wall consists of 25 cm concrete (k = 1.75 Wm! К!) and 1.9 cm 
plaster (k = 87 Wm! к) on the inside surface. The outside and inside surface 
heat-transfer coefficients сап be taken as 34 and 9.4 УК! respectively. The 
outside temperature is -18?C. The room is held at 23.5°C DBT and 16.8°C 
WBT. 

(a) What is the temperature on the inside wall surface? 

(b) Will the moisture condense on the wall? 

(c) How many layers of 1.25 cm thick fibre-board insulation (k = 
0.048 Wm! K^!) should be applied on the inside wall surface to prevent 
moisture to condense on it? 

18.4 A 35 cm thick building wall is constructed from a material with a thermal 
conductivity of 0.87 Wm! К^! and a thermal diffusivity of 0.564 x 1079 m?/s. 
The inside temperature of the building is maintained constant at 25°C, while 
the outside air temperature varies sinusoidally with time, the maximum being 
42°C and the minimum 28°C. The period of this temperature variation is 
24 hours. The film coefficients on the inside and outside surfaces are respec- 
tively 10 and 30 Wm? K^. Using the finite-difference method, compute the 
temperatures of the inside wall surface as a function of time, and find the time 
at which this temperature becomes a maximum. Also, find the maximum cool- 
ing load on the air conditioner per unit area of wall. 

18.5 An air-conditioned room receives heat only from one wall which is 3 m wide 
and 3 m high and is facing west. The wall also has a glazed window 1.5 m x 
1.5 m. The window is shaded internally by venetian blinds. Compute the heat 
gain of the room from the wall at 4 p.m. in June. The following information is 


given. 
Outside state :429С DBT, 26°C WBT 
Inside state : 25°C DBT, 50% RH 
Solar intensity on glass : 690 W/m? 
U-value of wall : 1.7 Wm? K! 


U-value of glass : 5.7 Wm? K^! 


The McGraw-Hill companies 


620 Refrigeration and Air Conditioning 


Transmissivity of glass : 0.8 
Absorptivity of glass : 0.06 
Outside wall surface 

Heat-transfer coefficient :30 Wm?K"! 
Absorptivity of wall surface : 0.9 

Time lag for wall : 5.7 hours 
Decrement factor 

for wall : 0.62 

Mean sol-air temperature 

over 24 hours :409С 


Variation of outside conditions: 


Sun time, hours 14 15 16 
Ambient tem- 
perature, °C 37 39 40 41 42 43 


Solar intensity, 
Wim? 75 80 240 340 420 420 





18.6 A building has 28 double-hung 1.5 m x 1 m wood-sash non-weatherstripped 
windows of average construction. The windows are evenly distributed on all 
the four walls. In addition, there are four 2 m x 1 m poorly fitting doors. Тһе 
wind velocity is 24 kmph NW. What are the sensible and latent heat gains of 
the building due to infiltration? The outside conditions are 40°C DBT, 27°C 
WBT, and the inside conditions are 24°C DBT, 50%RH. Also find the 
amount of moisture to be evaporated per hour to maintain the inside relative 
humidity at 50 per cent. 
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Load Calculations and 
Applied*Psychrometrics 


19.1 Cha .. PRELIMINARY CONSIDERATIONS 
The importance of accurate load calculations for air-conditioning design and select- 
ion of equipment can never be overemphasized. In fact, it is on the precision and 
care exercised by the designer in the calculations of the cooling load for summer and 
the heating load for winter that a trouble-free successful operation of an air-condi- 
tioning plant, after installation, would depend. 

An important consideration in this exercise is the date and time for which these 
calculations are made. The date would depend on the local climatic conditions. 
Although the longest day in summer is June 21, the hottest and most humid day may 
occur in July. Similarly, the coldest day may occur in January or even in February 
instead of December 21. Again, though the maximum temperature may occur outside 
at 1 or 2 p.m., the maximum heat gain of the room may occur at 3 or 4 p.m. due to the 
direct solar radiation through glass on the west side, or even later due to the time lag 
for the heat transfer through the structure. Further, the application for which the build- 
ing is intended to be used would also govern the choice of time. For example, for an 
office building in winter that is not used at night, the time for load calculations may be 
taken during the early hours of the morning, although the maximum heating load may 
occur at night. Similarly, an office building in summer may have the maximum cooling 
load at 7 p.m. due to the time lag, but since no occupants would be present at that time, 
the time for load calculations may be taken as 4 or 5 p.m. 

The major components of load in buildings are due to the direct solar radiation 
through the west glass, transmission through the building fabric or structure and 
fresh air for ventilation. In the case of applications such as theatres and auditoriums, 
the occupancy load is predominant. 

A detailed discussion of the solar radiation incident on a surface and its transmis- 
sion through glass has been given in Chapter 17. Further, in Chapter 18, we have 
studied the methods of calculating heat transmission and infiltration through 
structures. These form the components of load on the building from the external 
environment. Тһе internal and system heat gains or losses also form the major 
components of other loads. 
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Thus, components that may cause colling loads include the followimg: 
External : Walls, roof, windows, partitions, ceiling, and floor 
Internal : Lights, people (occupancy), appliances, and equipment 
Infiltration : Airleakage and moisture migration 
System:Outside air (ventilation air), duct gain, reheat, fan and pump energy. 

In this chapter, the methods for the evaluation of the above mentioned and other 
individual loads are presented, followed by a summary of all loads at the end along 
with an example and a calculation sheet illustrating the procedure that is followed by 
practising engineers. In the first instance here, the cooling load estimation is given 
followed by that of the heating load. 


19.2 Cha .. INTERNAL HEAT GAINS 
The sensible and latent heat gains due to occupants, lights, appliances, machines, 
piping, etc., within the conditional space, form the components of the internal heat 
gains. 


19.2.1 Occupancy Load 


The occupants in a conditioned space give out heat at a metabolic rate that more or 
less depends on their rate of working. The relative proportion of the sensible and 
latent heats given out, however, depends on the ambient dry bulb temperature. The 
lower the dry bulb temperature, the greater the heat given out as sensible heat. 

Typical values of heat given out are given in Table 19.1. The values for restau- 
rants include the heat given out by food as well. It will be seen that the sensible heat 
(S) gain does not vary much with activity, more and more heat being liberated as 
latent heat (L) thus making up for total heat. 


Table 19.1 Heat liberated due to occupancy 


Metabolic Heat Liberated, W 
Activity Rate Room Dry Bulb Temperature, “С 


үү 20 22 24 
1, L L 


Seated at rest 25 35 40 
Office work 40 50 60 











Standing 45 55 68 
Eating in 

restaurant 50 60 75 
Light work in 


factory 
Dancing 





The usual problem in calculating the occupancy load lies in the estimation of the 
exact number of people present. 
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19.2.2 Lighting Load 


Electric lights generate sensible heat equal to the amount of the electric power 
consumed. Most of the energy is liberated as heat, and the rest as light which also 
eventually becomes heat after multiple reflections. 

Lighting manufacturers give some guidance as to the requirement of power for 
different fittings to produce varying standards of illumination. In connection with 
fluorescent tubes, it may be stated that the electric power absorbed at the fitting is about 
25 per cent more than necessary to produce the required lighting. Thus, а 60 W tube will 
need 75 W at the fitting. The excess of 15 W is liberated at the control gear of the fitting. 

As a rough calculation, one may use the lighting load equal to 33.5 W/m? to pro- 
duce a lighting standard of 540 lumens/m? in an office space; 20 W/m? is minimum. 
After the wattage is known, the calculation of the heat gain is done as follows: 

Fluorescent: Q - Total watts x 1.25 
Incandescent: О = Total watts 


19.2.3 Appliances Load 


Most appliances contribute both sensible and latent heats. The latent heat produced 
depends on the function the appliances perform, such as drying, cooking, etc. Gas 
appliances produce additional moisture as product of combustion. Such loads can be 
considerably reduced by providing properly designed hoods with a positive exhaust 
system or suction over the appliances. 

The appliances in the conditioned space are a common feature in cafetarias. 
Table 19.2 gives a general guidance about the sensible and latent heat loads of 
unhooded common restaurant appliances. 


Table 19.2 Appliance load, W 


Appliance Sensible Latent 
Coffee brewer 4 gal 265 65 





Coffee warmer + gal 71 27 
Egg boiler 353 

Food warmer/m? of plate 1150 

Griddle frying with frying top 

of 46 cm x 36 cm 912 

Toaster, 360 slices/h 1500 





Electric motors contribute sensible heat to the conditioned space. A part of the 
power input is directly converted into heat due to the inefficiency of the motor and is 
dissipated through the frame of the motor. This power is 

(Input) (1 – Motor efficiency) 

The rest of the power input is utilized by the driven mechanism for doing work 
which may or may not result in heat gain to the space. This depends on whether the 
energy input goes to the conditioned space or outside it. 


19.2.4 Piping, Tanks, Evaporation of Water from a Free Surface 
and Steam 


Heat is added to the conditioned space from running pipes carrying hot fluids due to 
heat transfer. On the other hand, cold pipes take away heat from the space. Open 
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tanks containing warm water contribute both sensible heat and latent heat to the 
space due to evaporation. This can be calculated by knowing the rate of evaporation 
and energy balance. 

In industrial air conditioning, products have often to be dried. This involves both 
the latent heat gain and the sensible heat gain to the space from the hot surfaces of 
the dryer depending upon the drying rate. For these calculations, a knowledge of the 
heat and mass transfer coefficients is essential. 

When steam is entering the conditioned space, the sensible heat gain is very little. 
It is equal to only the difference in the enthalpy of steam at the steam temperature 
and the enthalpy of water vapour at the room dry-bulb temperature. The main load is 
in the form of the latent heat gain. Thus 


SHG = (kg/s) (tsean — 1) (1.88) kW (19.1) 
LHG - (kg/s) (2500) kW (19.2) 


19.2.5 Product Load 


In the case of cold storages, the enclosures are insulated with at least 10-15 cm of 
thermocole and are almost completely sealed. Thus, many of the loads present in 
buildings for comfort air conditioning are either absent or lessened in the case of 
cold storages. However, in addition to the heat which is removed from products at 
the time of initial loading, there is also the heat produced by the commodities during 
storage. This heat of respiration forms a sizable product load even at a storage tem- 
perature of 0?C. At higher temperatures, it is more. The approximate rate of evolu- 
tion of heat by various products at different temperatures is given in Table 19.3. 


Table 19.3 Heat of respiration of products in J/kg per 24 hours 


Product Storage Temperature 
0°C 4.4°C 15.6°C 


Apples 312-1560 625-2810 2390-8215 
Bananas — — — 
Cabbage 1248 1770 4265 
Carrots 2183 3640 8420 
Cauliflower — 4680 10500 
Cherries 1352-1871 — 11440-13725 
Cucumbers — — 2290-6860 
Grape fruit 416-1040 730-1350 2290-4160 
Grapes, American 624 1250 3640 
Grapes, European 312-416 2290-2705 
Lemons 520-936 625-1975 2390-5200 
Melons 1350 2080 8840 
Mushrooms 6446 — -- 
Onions 728-1144 830 2495 
Oranges 416-1040 1350-1665 3850-5405 
Peaches 936-1456 1455-2080 7590-9670 
Pears 728-936 — 9150-13,725 











(Contd.) 
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Table 19.3 (Contd) 


Product Storage Temperature 





0°С 44°С 15.6°С 


Реа$ 8526-8733 13,520-16,635 40,860-46,265 
Plums 416-728 935-1560 2495-2910 
Potatoes, immature -- 2705 3015-7070 
Potatoes, mature — 1350-1870 1560-2705 
Strawberries 2807-3950 2745-7070 16,220-21,105 
Tomatoes, green 625 1145 6445 
Tomatoes, ripe 1040 1350 5820 
Turnips 1975 2290 5510 








19.2.6 Process Load 


The procedure of calculating the cooling and heating load for various industrial 
air-conditioning processes is specific for each process. The requirements for the 
process may involve the control of one or more of the following factors: 
(i) Regain of moisture content by hygroscopic materials, such as cotton silk, 
tobacco, etc., and the accompanying heat liberated. 
(ii) Drying load. 
(iii) Rate of chemical and biochemical reactions. 
(iv) Rate of crystallization, freezing, freeze-drying, etc. 
(v) Sensible cooling load. 
For details of these loads, one may refer to the ASHRAE Handbook.! 


19.3 OM SYSTEM HEAT GAINS 


The system heat gain is the heat gain (or loss) of an air-conditioning system compris- 
ing its components, viz., ducts, piping, air-conditioning fan, pumps, etc. This heat 
gain is to be initially estimated and included in the total heat load for the air-condi- 
tioning plant. The same should be checked after the whole plant has been designed. 


19.3.1 Supply Air Duct Heat Gain and Leakage Loss 


The supply air, normally, has a temperature of 10 to 15?C. The duct may pass 
through an unconditioned space having an ambient temperature of 40°C. This 
results in a significant heat gain till the air reaches the conditioned space even though 
the duct may be insulated. 
The heat gain can be calculated using the following expression 
О = UA(t, – t,) (19.3) 
where U is the overall heat-transfer coefficient, А is the surface area of the duct 
system exposed to the ambient temperature f, and f, is the supply air temperature. 
As a rough estimate, a value of the order of 5 per cent of the room sensible heat 
may be added to the total sensible heat if the whole supply duct is outside the condi- 
tioned space, and proportionately less if some of it is within the conditioned space. 
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It has been found that duct leakages are of the order of 5 to 30 per cent depend- 
ing on the workmanship. Air leakages from supply ducts result in a serious loss of 
the cooling capacity unless the leakages take place within the conditioned space. 

If all ducts are outside the conditioned space which, normally, is strctly 
avoided, a 10 per cent leakage is to be assumed which should be considered as a 
complete loss. When only a part of the supply duct is outside the conditioned 
space, then only the leakage loss of this portion is to be included. The fraction of 
10 per cent, to be added in such a case, is equal to the ratio of the length outside 
the conditioned space to the total length of the supply duct. 


19.3.2 Heat Gain from Air-Conditioning Fan 


The heat equivalent of an air-conditioning fan horsepower is added as the sensible 
heat to the system. If the fan motor is outside the air stream, the energy lost due to 
the inefficiency of the motor is not added to the air. There are two types of air 
supply systems. 


Draw-through System In the draw-through system, the fan is drawing air 
through the cooling coil and supplying it to the conditioned space. This is the most 
common system. In this system, the fan heat is in addition to the supply air heat 
gain. The heat should, therefore, be added to the room sensible heat. 


Blow-through System In the blow-through system, fan blows air through the 
cooling coil before being supplied to the conditioned space. In this system, the fan 
heat is added after the room to the return air. Thus the fan heat is a load on the 
cooling coil. The heat should, therefore, be added to the grand total heat. 

The fan efficiencies are of the order of 70 per cent for central air-conditioning 
plant fans and about 50 per cent for package air-conditioner fans. 

The fan horsepower depends on the quantity of air supplied and the pressure 
rise, viz., the total pressure developed by the fan. The supply air quantity in turn 
depends on the dehumidified rise, which is of the order of 8 to 14°C. The fan total 
pressure depends on the system pressure loss which comprises the pressure drop 
through the duct-work, grilles, filters, cooling coil, etc. The approximate values of 
pressures to be developed by fans are given in Table 19.4. 


Table 19.4 Fan pressure for different duct systems 


Type of Duct Work Fan Pressure, cm Н,О 





No ductwork (package units) 1.25 to 2.5 
Moderate ductwork, low velocity systems 1.9 to 3.75 
Considerable ductwork, low velocity systems 3.0 to 5.0 

Moderate ductwork, high velocity systems 5.0 to 10.0 
Considerable dutwork, high velocity systems 7.5 to 15.0 





Once the supply air-rate and pressure developed are known, the fan power can be 
calculated. But these cannot be known until the load calculations have been 
completed. Hence the procedure is to initially assume fan heat between 2.5 and 7.5 
per cent of the room sensible heat and check the value after the design has been 
completed. Designers usually take 596 of RSH as fan heat. 
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19.3.3 Return Air Duct Heat and Leakage Gain 


The calculation of the heat gain for return air ducts is done in exactly the same way 
as for supply air ducts. But the leakage in this case is that of the hot and humid 
outside air into the duct because of suction within the duct. If the ducts are outside 
the conditioned space, an inleakage up to 3 per cent may be assumed depending on 
the length of the duct. If there is only a short connection between the conditioning 
equipment and the space, this leakage may be neglected. 


19.3.4 Heat Gain from Dehumidifier Pump and Piping 


The horsepower required to pump water through the dehumidifier adds heat to the 
system and is to be considered like that of other electric motors. 
For this purpose, pump efficiencies may be assumed as 50 per cent for small 
pumps and 70 per cent for large pumps. 
The heat gain of dehumidifier piping may be calculated as a percentage of the 
grand total heat as follows: 
(i) Very little external piping: 1% of GTH. 
(ii) Average external piping: 2% of GTH. 
(iii) Extensive external piping: 4% of GTH. 


Note It is to be noted that all heat gains after the room аге not to be added to room heat 
gains, but to the grand total heat load that directly falls on the conditioning equipment. 
These include the return air duct heat and leakage gain, dehumidifier pump power, 
dehumidifier and piping losses, as outlined above and the fan sensible heat in the case of 
the blow-through system. 


19.3.5 Safety Factor 


Safety factor is strictly a factor of probable error in the estimation of the load. For 
the purpose, additional 5 per cent heat should be added to the room sensible and 
latent heats. 


19.4 un. ВКЕАК-АР OF VENTILATION LOAD AND 
“~~ EFFECTIVE SENSIBLE HEAT FACTOR 


The ventilation-air requirements, depending on individual applications are given 
in Table 16.2. The minimum requirement is taken as 0.2 cmm per person. This is 
based on a population density of 5 to 7.5 m? per person and a ceiling height of 
2.4 m. When people are smoking, the minimum ventilation requirement is 0.4 to 
0.7 cmm per person. 

In Sec. 15.5.1, we have seen the calculation for the load due to ventilation air. It 
was also pointed out in Sec. 15.5.2, that the bypass factor of the cooling equipment 
affects the position of the grand sensible heat factor line. As a matter of fact, the 
effect of the bypass factor is such as to add (X) (m, ) amount of the outside air 
directly to the room, and to allow only (1 — X) (m, ) to pass through the apparatus. 
Although the room air is also bypassed, this does not affect the break-up of the load 
as the room air going to the room does not change the load situation. Thus, we can say 
that a part of the ventilation load forms a component of the room load. This bypassed 
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outside air load is proportional to the bypass factor X. It has both sensible and latent 

heat components. The other part-which is proportional to 1 — X, both sensible and 

latent, which is bypassed around the apparatus—is added to the equipment load. 
Thus the bypassed outside air loads on the room are: 


SH - (OASH) (BPF) (19.4) 
LH = (OALH) (ВРЕ) (19.5) 
These loads are imposed on the room in exactly the same manner as the infiltra- 


tion load. Accordingly, the effective room loads are modified as follows: 
Effective room sensible heat 


ERSH = RSH + (OASH) (BPF) (19.6) 
Effective room latent heat 
ERLH = RLH + (OALH) (PBF) (19.7) 


The effective sensible heat factor (ESHF) is the ratio of the effective room 
sensible heat to the effective room total heat 


ERSH _ ERSH 
ERSH + ЕКІН ERTH 


The term is devised to relate the bypass factor, apparatus dew point, room sensi- 
ble and latent heats and bypassed outside air loads and to permit a simplified calcu- 
lation of the dehumidified air quantity as in Sec. 19.7. 

The remaining outside air loads which are proportional to 1 — BPF are accounted in 
the grand total heat which remains unaffected by the bypass factor. 


ESHF - 





19.5 un. COOLING LOAD ESTIMATE 


The components of the cooling load for air-conditioning can now be summarized as 
follows. The load is classified as the room load that falls on the room directly, and 
the total load that falls on the apparatus. 


Room Load A. Room Sensible Heat (RSH) 
(1) Solar and transmission heat gain through walls, roof, etc. 
(ii) Solar and transmission heat gain through glass. 
(iii) Transmission gain through partition walls, ceiling, floor, etc. 
(iv) Infiltration. 
(v) Internal heat gain from people, power, lights, appliances, etc. 
(vi) Additional heat gain not accounted above, safety factor, etc. 
(vii) Supply duct heat gain, supply duct leakage loss and fan horsepower. 
The sum of all the above gives the room sensible heat (RSH) load. For the 
purpose of psychrometric analysis, the following component is also included 
in the room sensible heat. 
(viii) Bypassed outside air load. 
The sum of items (1) to (viii) gives the effective room sensible heat (ERSH). 
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B. Room Latent Heat (RLH) 
(i) Infiltration. 
(ii) Internal heat gain from people, steam, appliances, etc. 
(iii) Vapour transmission. 
(iv) Additional heat gain not accounted above, safety factor, etc. 
(v) Supply duct leakage loss. 
The sum of these gives the room latent heat (RLH). The other latent heat gain 
considered for psychrometric analysis is: 
(vi) Bypass outside air load. 
The sum of items (1) to (vi) above gives the effective room latent heat (ERLH). 
The sum of items A and B above gives the effective room total heat (ERTH). But 
the sum of items (1) to (vii) in A, and (1) to (у) in B gives the room total heat (RTH). 


Grand Total Load on Air-Conditioning Apparatus А. Sensible Heat 
(i) Effective room sensible heat (ERSH). 
(ii) Sensible heat of the outside air that is not bypassed. 
(iii) Return duct heat gain, return duct leakage gain, dehumidifier pump horse- 
power and dehumidifier and piping losses. 
The sum of items (1) to (iii) gives the total sensible heat (TSH). 
B. Latent Heat 
(i) Effective room latent heat (ERLH). 
(ii) Latent heat of outside air which is not bypassed. 
(іі) Return duct leakage gain. 
The sum of items (1) to (iii) above gives the total latent heat (TLH). Finally, the 
sum of A and B above gives the grand total heat (GTH). 


19.5.1 Heat Balance (HB) Method 


Heat balance method is a rigourous approch to cooling load calculations. It requires 
the use of computers. The method is described in Ashrae Transactions pp. 459—502. 

The HB methos considers four distinct processes. 

1. Outside-face heat balance. 

2. Wall conduction process. 

3. Inside-face heat balance. 

4. Room-air heat balance. 
The heat balance on outside surface considers solar radiation, convective exchange, 
and conductive heat flux. Numerical methods are used for wall conduction process. 
The heat balance on inside surface considers heat fluxes from wall to air. Air heat 
balance takes into account internal loads, infiltration and ventilation air, system 
loads. etc. 


19.6 OM HEATING LOAD ESTIMATE 
An estimate of the heating load is made on the basis of the maximum probable heat 
loss of the room or space to be heated. Thus the plant for the heating system is to be 
so designed that it has a capacity just sufficient to meet the heating load requirement 
which develops when most severe weather conditions occur. In this respect very 
brief periods of severe weather need not be taken into account. 
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Accordingly, the following points in heating-load calculations are noteworthy. 

(i) Transmission Heat Loss: The transmission heat loss from walls, roof, etc., is 
calculated on the basis of just the design outside and inside air temperature 
difference. 

О = ОА (t;-t,) (19.8) 
Thus, no allowances need be made for the walls апа roof being exposed to 
sun. Also, the time lag and decrement factor are to be ignored. 

(1) Solar Radiation: There is generally no solar radiation present and hence, there 
is no solar heat gain at the time of the peak load which normally occurs in the 
early hours of the morning. 


(11) Internal Heat Gains: Internal heat gains from occupants, lights, motors and 
machinery, etc., diminish the heating requirement. These negative loads 
should be accounted for in applications, such as theatres, assembly halls, 
stores, office buildings, etc., where these loads are constantly present. But 
allowance for these loads must be made only after careful consideration. An 
important aspect to keep in mind is the use of the space at night, week-ends or 
other unoccupied periods. 

Also, the heating plant should have sufficient capacity to bring up the inside 
temperature to the design value before the occupants come in. 





Example 19.1 For the air conditioning of a 4 m high single-story office 
building located at 30?N latitude, the plan of which is shown in Fig. 19.1, the 
following data are given. 


2тх15т 2тх15т 2тх15т 2тх1.5 т 
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Fig. 19.1 Plan of building for Example 19.1 
Plaster on inside wall РУ) + ст 
Outside wall construction : 20 ст concrete block 


: 10 ст brick veneer 
Partition wall construction :33 ст brick 
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Roof construction 


Floor construction 

Densities, brick 
concrete 
plaster 
asbestos board 


Fenestration (Weather-stripped, 
Loose fit) 


Doors 


Outdoor-design conditions 
Indoor-design conditions 
Daily range 

Occupancy 

Lights 


:20ст RCC slab with 


4 cm asbestos cement board 


: 20 cm concrete 
: 2000 kg/m? 

: 1900 kg/m? 

: 1885 kg/m? 

: 520 kg/m? 


:2тхі15т glass 


U = 5.9 Wm? K” 


: 15m x2 m wood panels 


U = 0.63 Wm? К! 


: 43°C DBT, 27°C WBT 
:259С DBT, 50% ЕН 

У 3UPTE HOBIE = WANE 
: 100 

: 15,000 W fluorescent 


Assumed bypass factor of cooling coil 0.15 
Find the room sensible and latent heat loads, and also the grand total heat load. 


Solution Thermal conductivities from Table 18.1 


Қы = 0.78 W m! К^! 
keoncrete = 1.73 War K 
кка = 132 У т! К! 
Кы = 8-65 W т К^! 
kasbestos = 0.154 W m! К^! 


Assumed film coefficients 


= 23 МУ ток 
f27Wm?K! 


1 1 01 0.2 1 | 0.0125 
+ + + 





Outside wall = 


Partition wall 


Roof 


Floor 


U 23 132 173 7 8.65 
U-35Wm^K! 
1 1 033 1 2(0.0125) 
= + + + 
U 7 132 7 8.65 
U = 1.86 W m°? K! 








1 1 02 004 00125 1 
4 + + 
U 23 9 0154 865 7 
U =2.13 W m°? K! 
1 0.2 


U 9 
U = 6.05 W m°? К^! 


_ 1 
TH 
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Area and volume of space А = (27) (17) = 459 m? 
V = (459) (4) = 1836 m? 
Ventilation rate for office 
0, /person = 0.28 стт (from Table 16.2) 
Q, = 0.28 (100) = 28 cmm 
(28) (60) 


Number of air-changes of ventilation air = 1836 - — 0.92 (Satisfactory) 


Mass of wall per unit area 
Outside wall: 0.2 (1900) + 0.1 (2000) + 0.0125 (1885) 


- 604 kg/m? 
Partition wall: 0.33 (2000) + 2(0.0125) (1885) = 707 kg/m? 
Roof: 0.2 (1900) + 0.04 (520) = 401 kg/m? 
Correction for equivalent temperature differentials 
12 – ПЛ 
For daily range of 12°C = —- n 0.45°C 


For (t, — t) of 18°C = 18 – 8.3 = 9.7°С 
Total correction = — 0.45 + 9.7 = 9.25°C 
Equivalent temperature differentials іп “С, from Tables 18.9 and 18.10, and 
incorporating corrections: 





West wall 


North wall 
South wall 
Roof (exposed) 





Rates of solar gains through glass on June 21 in W/m? from Table 17.8(d) 





West glass 


North glass 
South glass 





Door area — 14 x223m 
Glass areas West glass = 4 (2 х 14) = 12 m? 
North glass = 2 x 14 =3 m? 


South glass = 2 (2 x 14) = 6 m? 
Outside wall areas West wall = (27) (4) – 12 = 96 m? 
North wall = (10) (4) – 3 – 3 = 34 m? 
South wall = (17) (4) – 3 – 6 = 59 m? 
Partition wall areas East wall = (27) (4) – 3 = 105 m? 
North wall - (7) (4) 2 28 m? 
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Estimated time of maximum cooling load: 
From the above calculations, it is obvious that the major components of the variable 
cooling loads are solar and transmission heat gains through the west wall and glass, 
and the roof. Of these, glass and roof loads are the predominant loads. The roof load is 
maximum at 6 p.m. when the equivalent temperature differential is 30.5°C. The solar 
gain through the west glass has a maximum value of 508 W/m? at 4 p.m. Thus the time 
of maximum load is most likely to be near 5 p.m. Heat transfer through floor: 

Assume a temperature difference of 2.5°C across the floor 
Wind pressure 

Assuming a wind velocity of 15 kmph, we have 

Ap = 0.00047 (15)? = 0.11 cm Н,О 
Infiltration rate for windows, from Table 18.11 for 0.11 cm wind pressure 
= 2.5 m?/h/m crack 
Length of crack for 7 windows = 7[2 (2 + 14)] =49m 
Occupancy load, from Table 19.1 
SHL = 75 W/person 
LHL = 55 W/person 

Other assumptions 

(i) Only 10% of the supply duct outside the conditioned space. 

(ii) No return duct outside the conditioned space. 

(iii) Fan horsepower, 5 per cent of RSH. 

The details of cooling load calculations are given on the calculation sheet in 

Table 19.5. 


Table 19.5 Calculation sheet for cooling load estimation for Example 19.1 
SPACE USED FOR OFFICE 


SIZE 27 x 17 = 459 т^ x 4 = 1836 m 


ESTIMATE FOR 5 p.m. LOCAL TIME 
HOURS OF OPERATION DAY TIME 





Conditions h, kJ/kg о), kg/kg 
OUTDOOR 85.0 0.016 
ROOM 50.85 0.01 
DIFFERENCE 34.15 0.006 








100 PEOPLE x 0.28 cmm/PERSON = 28 cmm 
VENTILATION cmm = 28 





DOORS 3 DOORS x 3m? 1.9813 cmm/m? = 17.8 cmm 
CRACK 49 m x 2.5/60 cmm/m = 2.0 cm 
INFILTRATION cmm = 17.8 + 2 = 19.8 





(Contd) 
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SENSIBLE HEAT 


EAST GLASS 
WEST GLASS 
NORTH GLASS 
SOUTH GLASS 
SKY LIGHT 


SOLAR GAIN-GLASS 


492 
91 
32 


AREA OR 
QUANTITY 


SUN GAIN OR 
TEMP. DIFF. OR 
HUMIDITY 
DIFF. 


FACTOR W 





SOLAR TRANSMISSION GAIN-WALLS AND ROOF 


16.5 
11.3 
17.4 
29.7 


3.5 
3.5 
3.5 
2.13 


EAST WALL 
WEST WALL 
NORTH WALL 
SOUTH WALL 
ROOF-SUN 
ROOF-SHADED 


TRANSMISSION GAIN-OTHERS 
18 

18 

15.5 


2.5 
18 


INTERNAL HEAT GAIN 
100 


15,000 


9m? 
(12436) m? 
(108428) m? 


DOORS 

ALL GLASS 
PARTITION 
CEILING 
FLOOR 
INFILTRATION 


100 
2,230 
3,930 
6,940 
7,270 


-m 
459 m? 
19.8 cnm 


PEOPLE 
POWER 
LIGHTS 
APPLIANCES 
ADDITIONAL 


7,500 


18,750 


SUB TOTAL 92,690 








STORAGE (Neglected) 
SAFETY 

FACTOR 5% 
ROOM SENSIBLE HEAT 


SUPPLY DUCT 


4,635 
103,090 


SUPPLY DUCT 


HEATGAIN 0.5% + LEAKAGE 0.5% + Fan 


HP 


5% 5,560 


OUTDOOR AIR 





(Contd) 
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BYPASSED 28 cmm 18°C 20.4 x 0.15 1,540 
EFFECTIVE ROOM SENSIBLE HEAT 104,425 

LATENT HEAT 

INFILTRATION 19.8 cmm 0.006 50,000 5,940 
PEOPLE 100 55 5,500 
STEAM — — 

APPLIANCES = = 

ADDITIONAL — — 

VAPOUR TRANS — — 





SUB TOTAL 11,440 
SAFETY FACTOR 570 
ROOM LATENT HEAT 12,010 
SUPPLY DUCT 
LEAKAGE LOSS 0.5% 60 
OUTDOOR AIR 
BYPASSED 28 cmm 0.006 50,000 x 0.15 1,260 
EFFECTIVE ROOM LATENT HEAT 13,330 
EFFECTIVE ROOM TOTAL HEAT 117,755 





OUTDOOR AIR TOTAL HEAT (On equipment) 


SENSIBLE 28 cmm 18 20.4 x (1-0.15) 8,740 
LATENT 28 cmm 0.006 50,000 x (1 – 0.15) 7,140 
RETURN % + RETURN DUCT %-РОМР % + DEUH. % = 
DUCT LEAKAGE GAIN PIPE 

HEAT GAIN GAIN 





GRAND TOTAL HEAT 133,635 (38TR) 





Note Many designers do not take into account the infiltration load separately. It is 
considered to be taken care of by ventilation air if the ventilation cmm is greater than 
infiltration cmm. One such simplified load estimation calculation sheet for the ground, first 
and third floors of a television studio building, without considering infiltration load, is 
presented in Table 19.6. Note that in such a case, there is actually no infiltration as the 
room is under positive pressure. There is, however, exfiltration which is equivalent to 
exhaust of room air. 


19.7 un. PSYCHROMETRIC CALCULATIONS FOR COOLING 
Figure 19.2 shows the condition of the mixture of the recirculated room air and 
ventilation air entering the apparatus at 1, and leaving the apparatus at 2 which is the 
same as the supply air state 5, the effective surface of the apparatus being at 8. The 
condition line 1—2 represents the psychrometric process in the air-conditioning 
apparatus, and hence the GSHF line. Further, the leaving air state 2 is governed by the 
BPF of the apparatus, although, at the same time, it must lie on the КНЕ line i – 2. 

Accordingly, the dehumidified air quantity can be calculated either from room 
sensible heat balance, viz., process s — i in the room 


(mind: RSH 


= L————— 19.8 
0.0204 (t; - 1,) 777 
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RSHF Line 
(1- BPF) 














t ——> 
Fig. 19.2 Effect of bypass factor 


ЇАрР 


or from the total sensible heat balance, viz., process 1-2 іп the apparatus. 


TSH 
(стт) = ———— — — 
0.0204 (t, — h) 


It can be seen that the two expressions give the same value of the стт. 


(19.9) 


Note Another simplified version of load calculation sheet for а studio building is given in 
Table 19.6 below. 


Table 19.6 Simplified load estimation sheet 









































FLOOR GROUND, FIRST, THIRD 
SIZE 857.44 m? x 4m 
SEASON SUMMER 
PEAK LOAD AT 8:00 РМ. 
CONDITIONS DBT WBT % ВН SP. HU., g/kg 
OUTSIDE 43.3? 23.09 20 11.0 
ROOM 25° - 50 10.0 
DIFFERENCE 18.3° 1.0 
DATA: Uyan = 1.78 W/m? К,О рог = 1.316 W/m^K 
(1) SOLAR & TRANSMISSION HEAT GAIN 
DIRECTION AREA AT, О; = UAAT, 
(m^) (°C) (kW) 
NE Wall 65.76 16.4 1.920 
E Wall 105.16 17.4 3.257 
SE Wall 31.72 16.4 0.926 
S Wall 125.68 17.4 3.893 
W Wall 137.4 25.7 6.285 
N W Wall 31.72 21.5 1.214 
N Wall 61.44 14.1 1.542 
ROOF — — — 
Total 19.037 




















(Contd.) 
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2. TRANS. GAINS THROUGH PARTITION/DOOR 











ITEM U AREA AT Q=UAAT 
(W/m?K) (m?) (*C) (kW) 
PARTITION-1 1.57 25.68 15.8 0.637 
PARTITION-2 1.434 714 15.8 1.618 
TOILET Doors 2.08 2.5 18.3 0.095 
SWING Doors 2.08 2.5 18.3 0.095 
F.C.C Doors 3.98 9.0 18.8 0.066 
Total 2.511 

















3. OCCUPANCY HEAT GAIN 











No. of FACTOR, FACTOR, | 0; QL 
PEOPLE (kW) (kW) 
30 65 75 195 | 225 

















4. ELECTRICAL LOAD (kW) 


NORMAL 8 
FLUORESCENT 25 

















5. VENTILATION 








VOLUME NO. OF AIR (cmm), 
(т?) CHANGES 
85744x4 1.2 68.6 

















6. TOTAL ROOM HEAT GAINS 


SAFETY FACTOR = 5% 
RSH = 59.31 КУ 
RLH = 2.36 kW 
ЕТН - 64.02 kW 


7. EFFECTIVE ROOM HEAT GAINS 


(a) FAN H.P. = 596 (b) DUCT LEAKAGE = 0.5% 
(c) DUCT HEAT GAIN 20.59. (а) ВРЕ-0.15 

OUTDOOR AIR BYPASSED LOADS 

Q; = 0.0204 x 18.3 x 68.6 x 0.15 = 3.84 kW 

О, = 50x 1x 10? x 68.6 x 0.15 = 0.515 kW 


ERSH = 66.94 КУ ERLH = 3.05 kW 
ESHF = 0.956 ADP = 13.5°C 











8. DEHUMIDIFIED AIR QUANTITY 


(cmm), =ERSH/0.0204 x (t,— ADP) x (1 – BPF) 
= 35.1 





(Contd.) 
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9. RETURN AIR QUANTITY 





(cmm); = (cmm), - (cmm), = 282.4 

10. ENTERING AND LEAVING AIR TEMP. 
1 = 28.6°C, 5 = 15.8°C 

11. OUTDOOR AIR HEAT (PART OF GTH) 


Q; = 0.0204 x 18.3 x 68.6 x (1 – 0.15) = 21.76 kW 
О, = 50x 1 x 10? x 68.6 x (1- 0.15) = 2.92 kW 








12. GRAND TOTAL HEAT (i.e., LOAD) 


TSH - 88.7 kW 
TLH z 4.97 kW 
СТН - 93.67 kW (26.64 TR) 
GSHF - 0.9469 





19.7.1 Effect of Bypass Factor 


The effect of the bypass factor of the apparatus may now be analysed in detail. It is 
to be noted that in the air conditioning of any building, the following two things are 
fixed, irrespective of the bypass factor of the apparatus. 

(i) Room sensible and latent heat gains. 

(i) Ventilation air quantity. 

As a result of these two, the total sensible and latent heat gains, and hence the 
grand sensible heat factor are also fixed. Hence the slope of the GSHF line cannot be 
changed. Thus to satisfy the given conditions, the GHHF line will float parallel to 
itself depending on the bypass factor of the apparatus, in such a manner that the 
leaving air states 2, 2’, 2", etc., lie on ће КӚНЕ line as shown in Fig. 19.2. Another 
outcome of this is that the mixture state 1 must also correspondingly float in its 
position along the line i — o. 

Thus, when the bypass factor increases, the following observations can be made. 

(i) The supply air state 2 moves towards the room state 1. 

(ii) Dehumidified rise (f, — 1) is decreased. 
(iii) Dehumidified air quantity (cmm), is, therefore, increased. 
(iv) The fresh air quantity remaining fixed, the recirculated room air quantity 
(cmm); must increase. 
(v) The apparatus dew point S is lowered and hence the running cost of the refrig- 
eration equipment is increased. 
(vi) The cost of the cooling apparatus, however, is decreased (Less Cost with 
Higher BPF). 
(уп) The mixture state 1 moves towards i. 
(viii) The recirculated room air quantity, therefore, increases 
It is seen that when the BPF is zero, the ADP is at 2° and the process line is in 
the limiting position 17-27 This corresponds to minimum dehumidified and 
supply air quantity. 
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19.7.2 Calculation by Iteration Procedure 


An important point to note here is that point 2 or s in Fig. 19.2 is obtained simply by 
the intersection of GSHF апа КӚНЕ lines so that the supply state at s satisfies both 
the room sensible heat and total sensible heat requirements. In actual practice, howe- 
ver, the supply air state may be obtained at point 2, 2a or 2b, depending on the 
bypass factor of the apparatus for a fixed entering air state at 1. 

Thus, for the leaving air state 2 to coincide with the supply air state s, it is possi- 
ble to have two alternative conditions as follows: 

(i) If point 1 is fixed, it is necessary to have an apparatus with a given bypass 
factor X as shown in Fig. 19.2 so that 2 coincides with s, and does not fall at 
2a or 2b. 

(ii) If the BPF is fixed, the GSHF line 1 — 2 will float parallel to the solid line 
as shown in Fig. 19.2. The GSHF line will assume a position depending on 
the value of the BPF, the extreme position being Пи corresponding to ће 
case when the ВРЕ is equal to zero. The КНЕ line i – 2 – 2. however, is 
unchangeable. 

Normally, the bypass factor of the apparatus is initially assumed depending on 
the nature of application. In that case, alternative (ii) is applicable. Thus the GSHF 
line is to be floated until point 2 is located, which divides 1 — S in the ratio of BPF 
and 1 — BPF, as shown in Fig. 19.4. In other words, the dehumidified air quantity 
cannot be calculated unless point 2, and therefore, point 1 is known, from where the 
GSHF line is to be drawn. At the same time, point 1 cannot be known unless the 
dehumidified air quantity is calculated, from which the recirculated room air quan- 
tity is determined by taking the difference 

(стт); = (cmm), - (cmm), 
and then applying the mixing rule to locate point 1. 

Thus, the calculation procedure involves iteration, and is cumbersome and time- 
consuming. To simplify the procedure, the concept of the effective sensible heat 
factor as outlined in Sec. 19.5 is used. 


19.7.3 (5е of Effective Sensible Heat Factor to Determine Apparatus 
Dew Point and Dehumidified Air Quantity? 


Figure 19.3 shows an equivalent system in which the bypassed outside air is shown 
separately. Thus, if the air leaving the apparatus did not contain the bypassed out- 
side air, its state would be at 2’ as shown in Fig. 19.4. On mixing with the bypassed 
outside air at 0, one obtains the conditioned air at 2. Thus point 2' lies on the 
extended line 0 — 2 - 2^ 

The physical significance of the points 2 and 2’ may now be assessed. The condi- 
tioned air at 2 is able to balance RSH and RLH, and state 2 lies on the RSHF line. 
The conditioned air at 2’ is able to balance the bypassed OASH and OALH in 
addition to the room loads, and hence state 2” lies on ESHF line. 

To locate point 2’, first the ESHF line is to be drawn from i. Its intersection with the 
saturation curve also determines S, the coil ADP. Now, an approximation can be made 
by considering triangles S – 2 — 2’ and S – 1 —ias similar, so that 

= 
1-8 1-5 
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Fig. 19.3 Equivalent circuit for bypassed outside air 
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Fig. 19.4  Psychrometric process with bypassed outside air and effective 
sensible heat factor 


The assumption is not exactly correct since 2 — 2” is not parallel to o — i. How- 
ever, in practice, the points 2 and 2' are so close to each other, and the point o which 
lies on both these lines is so far away, that for all practical purposes the approxima- 
tion is valid. Accordingly, the dehumidified air quantity can be calculated using 
state 2’ and ERSH as follows 

ERSH 
0.0204 (t; — ғ) 
= = (19.10) 
0.0204 (t; — гарь) (1 — BPF) 


Equation (19.10) is normally used instead of Eqs (19.8) and (19.9). 


(cmm), = 





19.8 ТУ! .. SELECTION OF AIR-CONDITIONING APPARATUS 
“~~ FOR COOLING AND DEHUMIDIFICATION 


After calculating the dehumidified air quantity, the air conditioning apparatus may 
be selected from the manufacturer’s performance tables/charts. The necessary data 
required for this selection are the following: 
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(i) Grand total heat. 

(ii) Dehumidified air quantity. 
(iii) Apparatus dew point. 

These will determine the size of the apparatus, and the refrigerant temperature. 

The performance data also give the bypass factor of the apparatus. 

If the BPF of the selected apparatus is not the same as the originally assumed BPF, 
the portion of the load estimation form involving BPF is to be adjusted accordingly. 

Once the apparatus has been selected from ESHF, ADP, BPF and GTH, the 
entering and leaving air conditions are easily determined. 

There are two types of cooling and dehumidifying apparatuses: 

(i) Coil equipment. 

(ii) Air washer or Spray equipment. 

Normally, a coil consists of a series of tubes through which brine, chilled water or 
expanded refrigerant flows. Air is drawn over the tubes by a fan. The coil may also 
be in the form of rows of tubes in a number of circuits. 

Thus Fig. 19.5 shows a 4-row coil with 7 rows of tubes in series in just one circuit. 


Cw 47) 
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Агош 29 ? ) Air In 
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Tubes in Rows 
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Fig. 19.5 Configuration of 4-row сой with 7 lengths of tubes 


As the air passes over the coil, it is cooled and dehumidified or heated depending 
on the temperature of the fluid inside. The medium inside the coil is correspondingly 
required to be heated or cooled, external to the apparatus. 

The amount of the coil surface not only affects the heat transfer but also the 
bypass factor. The BPF also depends on the number of rows. The larger the number 
of rows, the closer is the leaving air temperature to the cooling medium temperature. 

Table 19.7 gives typical values of bypass factors for finned coils. These values 
apply to coils with 1.6 cm OD tubes spaced approximately at 3 cm centres. For 
other coils, data should be obtained from the manufacturer. Laboratory tests reveal 
that if the BPF of a single row coil is X, then the BPF of a coil п rows deep 15 Х". 
Values in Table 19.7 conform to this result. Typical cooling coils in air condition- 
ing have 6 fins/cm. Values of bypass factors for the same as a function of air 
velocity, also termed face velocity (FV), are presented in Fig. 19.6. 

Air washers with chilled-water sprays can also be used for cooling and dehumidi- 
fication in place of coils. Air washers are rather more versatile than coils in the sense 
that they can be used in addition for heating and humidifying as well as for 
evaporative cooling. 
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Table 19.7 Typical bypass factors for finned coils? 


Rows Deep 3 fins/cm 6 fins/cm 
оғ Air Velocity (m/min) 
Depth of Coils 








210 90 120 


74 47 

55 22 274 
40 10 143 
30 .05 .076 
23 02 ‚04 
118 ‚01 ‚022 
.08 














Note The importance of BPF lies in the fact that the outside air which gets bypassed 
becomes а part of the room load. The bypassed room air does not affect the load situation. 

The details of spray equipment are discussed in Chapter 20. Air washers 
with chilled-water sprays behave in much the same way as cooling coils, having an 
effective surface temperature equal to the required apparatus dew point. 

The effect of the bypass factor on apparatus dew point has been illustrated in 
Fig. 19.2. The relationship between BPF and ADP and the considerations involved 
may be summarised as follows: 

Smaller bypass factor: 

(i) Higher ADP and higher refrigerant or brine or chilled-water temperature 
needed. Consequently a smaller refrigerating machine with a higher coeffi- 
cient of performance is required. 

(ii) More heat-transfer surface since more rows are necessary for a smaller BPF 
and also since the ADP is higher. Larger coil is, therefore, required. 

Larger bypass factor: 

(i) A lower ADP and lower refrigerant or brine or chilled-water temperature 
needed. Consequently a larger refrigerating machine with a lower coefficient 
of performance is required. 

(ii) Less heat-transfer surface since less rows are necessary for a larger BPF and 
also since the ADP is lower. 

Factors (i) and (ii) represent the operating and first costs respectively and are con- 

tradictory to each other. It is necessary to optimize for minimum total cost. As a guide, 
values of coil bypass factors from Table 19.8 for typical applications may be used. 


Table 19.8 Typical bypass factors of finned coils for various applications 


Coil BPF Type of Application Example 

0.3 to 0.5 Small total load Residence 

0.2 to 0.3 Low SHF and large total Residence, small retail 
load shop, factory 





0.1 to 0.2 Typical comfort Department store, bank, 
application factory 

0.05 to 0.1 Higher latent loads or Department store, 
large outdoor-air load restaurant 

0 to 0.1 АП outdoor-air applications Hospital, operation rooms 
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Note (i) In high SHF applications, the ADP is high. So ше can use high BPF apparatus. 
(ii) In low SHF applications, the ADP is low. Hence we have to use low BPF 
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Fig. 19.6 Figure showing dependence of air bypass factor on face velocity and 
depth of rows for 6 fins/cm coils 





Example 19.2 A retail shop located in a city at 30?N latitude has the follow- 
ing loads. 

Room sensible heat: 58.15 kW 

Room latent heat: 14.54 kW 
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The summer outside and inside design conditions are: 
Outside: 40°С DB, 27°C WB 
Inside: 25?C DB, 5096 RH 
70 cmm of ventilation air is used. Determine the following: 
(i) Ventilation load. (ii) Grand total heat. 
(іі) Effective sensible heat factor. (iv) Apparatus dew point. 
(v) Dehumidified air quantity. 
(vi) Condition of air entering and leaving apparatus. 
Assume a suitable bypass factor of the cooling coil. 


Solution 


Table 19.9 Design conditions for Example 19.2 


Condition h 


V 





kJ/kg d.a. 
Outside 85.0 
Inside 50.8 























11?C 14.6?C 25°С 29.1%С 40%С 
t—> 


Fig. 19.7 Psychrometric processes for Example 19.2 


Refer to Fig. 19.7. 
(i) Outside air sensible heat 
OASH = 0.0204(70) (40 – 25) = 21.42 kW 
Outside air latent heat 
OALH = 50(70) (0.0175 — 0.01) = 26.25 kW 
Outside air total heat or ventilation load 
OATH = OASH + OALH = 21.42 + 26.25 = 47.67 kW 


m/kg d.a. 
0.912 
0.858 
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(iii) 


(iv) 


(v) 


(vi) 
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Total sensible heat 

TSH = RSH + OASH = 58.15 + 21.42 = 79.57 kW 
Total latent heat 

ТІН = RLH + OALH = 14.54 + 26.25 = 40.79 kW 
Grand total heat 

СТН = TSH + TLH = 79.57 + 40.79 = 120.36 kW 
Assume a bypass factor of 0.15 (Table 19.7) 


Effective room sensible heat 

ERSH = 58.15 + 0.15 (21.42) = 61.36 kW 
Effective room latent heat 

ERLH = 14.54 + 0.15 (26.25) = 18.48 kW 


Effective sensible heat factor 


ESHF - жы. Е - 0.77 
61.36 + 18.48 


Draw а 0.77 SHF line from inside conditions as shown in Fig. 19.7. The inter- 
section with the saturation curve gives the ADP as 11°C. 
Dehumidified air quantity 


ERSH 

(cmm), = 
(0.0204) (1; — tapp) (1 ВРЕ) 

_ 61.36 

7 (0.0204) (25 — 11) (1 — 0.15) 


Recirculated room air 





- 253 cmm 





(стт); = (cmm), - (cmm), = 253 – 70 = 183 cmm 


Basing calculations on cmm instead of mass flow rates as all the other calcula- 


tions are based on the standard density of air, we obtain the following results. 
Entering air dry bulb temperature 


, _ 183025) + 70(40) 
1o 253 





= 29.19С 


Entering air wet-bulb temperature, on the line joining i to O and at the above 
temperature 


t = 21.9°С 


Leaving air dry bulb temperature 


b = tanp + (ti — tapp)BPF = 11 + (29.1 — 11) (0.15) = 13.7°C 


Leaving air wet-bulb temperature is obtained by locating point 2 at the above 
temperature on the line joining 1 to S. Thus 


t} = 13.2°C 
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19.8.1 High Latent Cooling Load Application 


Sometimes, a situation may arise when the GSHF line does not intersect the satura- 
tion curve, or even when it does intersect, an absurdly low value of the apparatus 
dew point is obtained. In the former case it is not possible to design a cooling coil 
which would satisfy the SHF of the room and in the latter, an extremely uneconomi- 
cal refrigerating machine would result with a very low suction pressure and high 
power consumption. 

Such a situation arises when the latent heat load is very high in comparison with 
the total heat load due to the very humid outdoor design conditions or when very 
high internal latent loads are present. 

In all such applications, an appropriate apparatus dew point t; is selected and the 
air is reheated to the RSHF line after leaving the cooling coil as shown in 
Fig. 19.8. For the purpose, the following procedure is followed. 





0 


0) ——— 






Reheat 








tapp t—— 


Fig. 19.8 Рзусћготе с processes with reheat 


G) Select a maximum allowable temperature difference (t; — t.) between the room 
and supply air conditions. 
(ii) Draw the КӚНЕ line. 
(iii) Locate the supply air point s. 
(iv) Then the leaving air state 2 lies on the horizontal from s. 
(v) Select a suitable coil with ADP so that 2 lies on this horizontal. 
(vi) Calculate the reheat from f, to 7. 
(vii) Calculate the air quantity to take up the RSH from f, to t; or the sensible heat 
including reheat from t, to f;. 
There are two other alternatives to reheat. They are: 
(i) Alter the room design condition to a condition of higher humidity. This will 
make the GSHF line intersect the saturation curve. 
(ii) Use a coil of a lower bypass factor so that ESHF is increased and a higher 
ADP is obtained. 
Even though these methods may not eliminate the need for reheat completely, 
they can at least reduce the reheat requirement. Thus the above methods can be used 
simultaneously with reheat. 
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Example 19.3 А laboratory having an unusually large latent heat gain is 
required to be air conditioned. The design conditions and loads are as follows: 


Summer design conditions : 40°C DBT, 27°C WBT 


Inside design conditions : 25°C DBT, 50% RH 
Room sensible heat : 34.9kW 
Room latent heat : 18.6 kW 


The ventilation air requirement is 85 cmm. Determine the following: 

(i) Ventilation load. 

(ii) Room and effective sensible heat factors. 
(іі) Apparatus dew point and amount of reheat for economical design. 
(iv) Supply air quantity. 

(v) Condition of air entering and leaving coil and supply air temperature. 
(vi) Grand total heat. 

Assume a suitable bypass factor. 


Solution The design conditions are the same as those given in Table 19.9. Refer 
to Fig. 19.9. 





23.7 

















10.8 11.8 17.4 25 30.7 40 


Ь%С-- 
Fig. 19.9 Psychrometric processes for Example 19.3 


(i) Outside air sensible heat 
OASH = 0.0204 (85) (40 – 25) = 26.0 kW 
Outside air latent heat 
OALH = 50 (85) (0.0175 – 0.01) = 30.6 kW 
Ventilation load or outside air total heat 
OATH = 26.0 + 30.6 = 56.6 kW 
(ii) Room sensible heat factor 


RSHF = m ЫЕ - 0.65 
34.9 + 18.6 


The McGraw-Hill companies 


648 Refrigeration and Air Conditioning 


As it is a low sensible heat-factor application, we choose a coil with a low 
bypass factor of 0.05 for economical design. Effective room sensible heat 
ERSH = 34.9 + (0.05) (26.0) = 36.2 kW 
Effective room latent heat 
ERLH = 18.6 + (0.05) (30.6) = 20.63 kW 
Effective sensible heat factor 


ESHF - — 28 = 0.64 
36.2 + 20.1 


Note Тһе room sensible heat factor is very low. The effect of choosing a low ВРЕ сой is to 
keep ESHF close to RSHF itself. 

(iii) The ESHF line intersected the saturation curve. But the ADP is as low as 3°C. 
If we had not selected a low BPF coil, the ESHF line would not have inter- 
sected at all. For economical design, let us select an ESHF of 0.75. Drawing 
this line from i, we get 





ADP = 10.8°C 
For calculating the required reheat, we write the expression for the modified 
ESHF 
ERSH + Reheat 
Modified ESHF = = 


ERSH + ERLH + Reheat 
0.75 = 36.2 + Reheat 
36.2 + 20.1 + Reheat 
= Reheat = 24.1 kW 
(iv) Dehumidified air quantity 





ERSH + Reheat 
0.0204(t; — tapp) (1 = BPF) 
Е 36.2 + 241 5 
7 0.0204 (25 - 10.8) (1 — 0.05) _ 





(cmm), = 


220 





Note Тһе supply air quantity is the same as the dehumidified air quantity. 
(v) Recirculated room air 
(cmm); = (cmm), – (cmm), = 220 – 85 = 135 
Entering air dry-bulb temperature 
_ 139(25) + 85(40) 





1 = 30.7°C 
220 
Entering air wet-bulb temperature, from the psychrometric chart 
11 = 23.7°С 


Leaving air dry-bulb temperature 
ty = tapp + (f; — tapp) ВРЕ 
= 10.8 – (30.7 – 10.8) (0.05) = 11.8°C 
Leaving air wet-bulb temperature on the line 1-S from the psychrometric chart 
1 = 11.6°C 
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Supply air temperature 
RSH _ 34.9 
0.0204 (cmm), 0.0204(220) 


t=; 


= 17 ФС 


(vi) Grand total heat 
GTH = Room load + Ventilation load + Reheat 
= (34.9 + 18.6) + 56.6 + 24.1 = 134.2 kW 





19.8.2 All Outdoor Air Application 


Most all outdoor air applications also imply high latent heat load applications. A 
typical application of this kind is a hospital operation theatre. After doing the neces- 
sary load calculations, and determining the apparatus dew point and dehumidified 
air quantity, we may come across the following three situations for which the proce- 
dures are also given. 
Case I Dehumidified air quantity is equal to the ventilation air requirement. 

The solution in this case is simple as shown in Fig. 19.10. The fresh air is directly 
taken through the air-conditioning apparatus and is then supplied to the room. 





0) —> 











tapp Room DBT 
| ——> 


Fig. 19.10 Psychrometric processes for all outdoor air applications— 
dehumidified air quantity equal to ventilation air requirement 


Case П Dehumidified air quantity is less than the ventilation air requirement. 

There are two alternatives: 

(a) Ifthe difference in air quantities is very small, then a coil with a larger bypass 
factor may possibly be used. The effect of this will be to raise the temperature 
of the air leaving the coil and hence to increase the necessary supply air 
quantity to make it equal to ventilation air. However, leaving air state 5” 
(Fig. 19.10) would not, then lie on RSHF line. Hence, inside condition would 
shift from i to i’, viz., to a state of higher humidity if room DBT is to be 
maintained the same as before. 

If the difference in air quantities is large, it will be necessary to first condition 
the necessary outdoor air and then to reheat to artificially increase the 
room sensible heat load so that a larger quantity of supply air is required. The 


(b 


wm 
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processes are illustrated in Fig. 19.11. It is to be seen that a suitable ADP and 
BPF have to be selected. Also, the method is wasteful of energy. 





0 —> 











ЇАрР t ——> 


Fig. 19.11 Рзусћготе с processes for all outdoor air applications— 
dehumidified air quantity less than ventilation air requirement 


Case Ш Dehumidified air quantity is more than the ventilation air requirement. 
In this case, calculations have to be repeated by taking the outdoor air equal to the 
calculated dehumidified air quantity, as illustrated in Example 19.4. 





Example 19.4 А laboratory is to be air conditioned with outside and inside 
design conditions as in Example 19.2. It is specified that all outdoor air must be 
used. The room sensible and latent heat loads are 14.5 and 3.2 kW respectively. 
The minimum fresh air requirement is 50 cmm. Determine: 

(i) Ventilation load. 

(ti) Effective sensible heat factor and apparatus dew point. 
(iii) Dehumidified air quantity. 

Assume a suitable bypass factor. 


Solution As the ventilation load is large, the effective sensible heat factor is 


likely to be very low unless a very low bypass factor is chosen. Hence, choose a coil 
with a BPF of 0.05. Then 


OASH = 0.0204 (50) (40 – 25) = 15.3 kW 
OALH = 50 (50) (0.0175 - 0.01) = 18.75 kW 
OATH = 15.3 + 18.75 = 34.05 kW 

ERSH = 14.5 + (0.05) (15.3) = 15.31 kW 
ЕКІН = 3.2 + (0.05) (18.75) = 4.14 КУ 


ESHF = ae = 0.784 
15.31 + 4.14 
ADP = 11.3° (from psychrometric chart) 


15.31 


(cmm); = = 
(0.0204) (25 — 11.3) (1 — 0.05) 





37.5 
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Note The dehumidified air quantity is more than the minimum fresh air requirement. 
The calculations are to be repeated with the ventilation air equal to 57.5 cmm. The results 
are as follows: 


(i) Ventilation load OATH = 39.16 kW 


(ii) Effective sensible heat factor ESHF = 0.782 
Apparatus dew point ADP = 11.3°C 


Gii) Dehumidified air quantity (cmm), = 57.9 
The calculations are to be repeated, again with a ventilation air of 57.9 cmm until 
agreement is reached between assumed and calculated values. 





19.9 un. EVAPORATIVE COOLING 
As discussed in Chapter 15, evaporative cooling is obtained during the process of 
adiabatic saturation. It is a process of the removal of sensible heat from air and an 
equivalent addition of latent heat to it in the form of added water vapour. 

Evaporative cooling is a process in which heat is neither added to nor it is 
removed from the water outside the air washer. Water is simply recirculated by 
a pump. 

Evaporative cooling is commonly used when the outdoor conditions are very dry. 
This means that the wet-bulb depression of air is very large. In a dry climate, 
evaporative cooling can give some relief by removing the sensible heat from the 
room. But the humidity cannot be controlled. 

Another defect of the evaporative cooling system is the large quantity of air that 
must be supplied to meet the room sensible heat load as the temperature difference 
between the room and supply air is generally small. Thus, whereas in air condition- 
ing, the supply air quantity may be of the order of 8-10 air changes per hour, in the 
case of evaporative cooling, the same may be of the order of 20 air changes. This 
quantity increases rapidly as the humidifying efficiency of the air washer decreases 
as illustrated in Example 19.5. 





Example 19.5 In an industrial evaporative cooling application with outside 
conditions as in Example 19.2, the inside is to be maintained at a maximum 
relative humidity of 55 per cent. The room sensible heat is 581.5 kW. All outdoor 
air must be used. Find the room dry-bulb temperature and supply air quantity as 
a function of humidifying efficiencies of 80, 85, 90, 95 and 100 per cent. 


Solution (i) Room dry-bulb temperature: 

To maintain 55 per cent RH in the room, it can be seen from Fig. 19.12 that 
the room DBT varies along 55 per cent RH line, depending on the humidifying 
efficiency 7j. 

Also, as the room DBT is lowered with decreasing saturation efficiency, the 
supply air quantity increases. 
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Fig. 19.12 Evaporative cooling—processes for Example 19.5 


Thus to maintain an acceptable room DBT and supply air quantity, the following 
equation may be used. 


ts = fg — Пи (fg – to) = 40 – Ny (40 – 27) = 40 - 13 Ny 
After finding t,, the room DBT f; can be found by moving along the horizontal 
from t, up to the 55% RH line. The values are given in Table 19.10. 


Table 19.10 Room DBT and supply air quantity variation with humidifying efficiency 








Table 19.10 also gives the supply air temperature rise (t; — 1). It may be noted 
that the supply air temperature rise decreases more rapidly than the room DBT. 
Correspondingly, the supply air quantity increases rapidly. 

(ii) Supply air quantity: 

The supply air quantity can be calculated for various temperature rises using the 
equation 


5815 
(0.0204) (t; — 5) 

The calculated values of (cmm), are also given in Table 19.10. The increase in 
the quantity of supply air with a slightly lower room DBT may create a feeling of 
discomfort due to the air blast. Also, the fan size and fan power will increase, though 
the size of the spray chamber will be reduced. 





(cmm), - 
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19.9.1 Limitations of Evaporative Cooling 


These can now be listed as follows: 

(i) The lowest possible DBT of air off the cooler is at 100% efficiency. It is then 
equal to WBT of ambient air. It is conceded that evaporative cooling is satisfac- 
tory only in areas where the DBT exceeds 32°C, and the WBT is below 21°C. 

(ii) Evaporative cooling removes only sensible heat. Even though a satisfactory 
DBT may be obtained in the room, the relative humidity off the cooler and in 
the room is very high. 

(iii) Supply air quantity is very large leading to conditions of draft. 

(iv) The cooler is to be kept in good repair to obtain high efficiency, otherwise the 

DBT of air off the cooler will not be sufficiently low to cool the space. 


19.10 Chat .. BUILDING REQUIREMENTS AND ENERGY 
~~~ CONSERVATION IN AIR CONDITIONED BUILDINGS 


The total amount of energy consumption in air conditioning is quite substantial. 
It is known that one ton of refrigeration in central air-conditioning plants requires 
1.25 kW of power approximately. This is on the basis of roof not exposed to sun, 
and not too much glass areas in the walls. This one TR is sufficient for office space 
of 18-22.5 т>, or 12-14 seats in a theatre. Thus, for an office of approximately 
1850 m? or a theatre of 1250 seating capacity, the A/C load is 100 TR, requiring a 
power consumption of about 125 kW. This shows that the power consumption is 
sizable and there is need to minimize it. Further, the cost of air conditioning consti- 
tutes about 60% of the cost of building. Hence, the need to cut cooling loads to 
minimize the size of the plant. 
Energy conservation in the air conditioning of buildings can be achieved by 
adopting the following measures: 
(i) Minimisation of solar gain. 
(ii) Other building design features and thermal properties of construction materials. 
(11) Minimizing infiltration and ventilation load. 
(iv) Use of natural ventilation for cooling. 
(v) Use of thermal storage. 
(vi) Plant selection. 
(vii) Plant maintenance. 
(viii) Permitting drift in room design conditions. 


19.10.1 Minimisation of Solar Gain 


Solar radiation accounts for 40-70% of cooling load in many buildings. Factors 
affecting are; orientation of the building, fenestration, preventive measures to inter- 
cept solar heat, etc. It is conceded that maximum area of exposed walls and windows 
should be in North-South direction as against East-West direction. This means the 
longer side of the building to face N-S directions. 

Further, the following design features will considerably decrease the cooling load 
due to fenestration: 
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(a) Reduction in glass areas on the western side Тһе W-glass adds about 
510 W/m? during the hot afternoon. Thus, 6.9 m? of unshaded W-glass con- 
tributes 1 TR. The same glass area on the N-side contributes only 1/15 TR. 

(b) Direct sunlight on W, N-W and S-W should be avoided This can be done by 
suitable sunshades which will permit just enough light but limit direct solar 
radiation. The amount of overhang can be calculated from 

Overhang - Factor x Shadow height 
where the factor recommended for the period April-September for various latitudes 
is given in Table 19.11. 


Table 19.11 Shadow factors of overhangs 


Latitude 25° 30° 35° 40° 45° 50° 
Factor 0.37 0.48 0.59 0.71 0.85 1.02 





(c) Using curtains/venetian blinds on windows inside the space However, 
external shading is more effective than internal shading. 
(d) Indium oxide (Іп,О;) coated on the external side reflecting glass surfaces 
can be used. 
(e) Heat absorbing/tinted glass can be used. 
A comparison of various methods of cutting heat gain through glass is given in 
Table 19.12. 


Table 19.12 Heat gain through glass with various devices 


Device Heat Gain 
External shading 0.15-0.35 





Reflecting glass 0.3-0.4 
Internal shading 0.4-1.0 
Heat absorbing glass 0.65 approx. 





19.10.2 Other Building Design Features and Thermal Properties of 
Construction Materials 


The measures include the following: 

(a) Air is a good insulator. Hollow tiles with air trapped in them are most 
ideally suited for walls. Similarly, roofs and floors can be cast with hollow 
space full of air. A double-wall construction with hollow bricks and air-gap is 
commonly used in hot desert areas. 

(b) Roof exposed to sun must be insulated with a minimum of 5 cm thick 
expanded polysterene or equivalent insulation. This will reduce the roof load 
from 3 ТЕ to 0.1 TR in case of 100 m? of concrete slab. 

(c) Roof can be painted with aluminium paint to reflect solar radiation. 

(d) Spraying the roofs with water during sun periods. 

(e) Use of small surface to volume (A/V) ratio. Division of a building like 
blocks A and B separated as shown in Fig. 19.13 increases the surface area 
and hence transmission gain. In the same way, it could be seen that buildings 
of larger aspect ratio will have more transmission heat gain. 
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(f) Wall transmission gains can also be minimised by applying insulation on 
exposed walls. 
































ГА 
(а) Less Area with Blocks (b) More Area with Blocks 
A and B Joined A and B Separated 


Fig. 19.13 Division of a building with blocks A and B separated thus 
increasing surface area 


19.10.3 Minimizing Infiltration and Ventilation Load 


Infiltration load is generally very heavy. If, however, infiltration cannot be reduced 
then no ventilation air need be taken separately with the recirculated room air before 
the A/C apparatus. It must be noted that every 5 cmm of fresh air requires about 1 TR. 

It is recommended to keep the outside air dampers closed at all times unless the 
building is completely occupied. Infiltration is expected to take care of the fresh air 
requirement when the dampers are closed. 

An interesting method to conserve energy is to cool the ventilation air 
regeneratively with the help of exhaust room air using a heat-pipe heat exchanger. 
Figure 19.14 shows the construction of heat pipes (a) without a wick and (b) with 
a wick. A number of such heat pipes are employed to form a regenerative heat 
exchanger as shown in Fig. 19.15. 
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Fig. 19.14 Heat-pipe construction 
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Cold Air Out 
(to Exhaust) Hot Air in 


(from Ambient) 









Heat Pipes 
(Finned) 


Cold Air in 
(from Room) 


Hot Air Out 
(to A/C Apparatus) 


Fig. 19.15 Heat-pipe regenerative heat exchanger 


19.10.4 Use of Natural Ventilation for Cooling 


When the outside WBT is lower than room WBT of 18-20?C corresponding to room 
design conditions of 25°C DBT and 50 + 5% RH, the air conditioning plant can be 
shut down, and only natural ventilation employed instead. For the purpose, larger 
fresh air intakes have to be provided at plant inlet. 

Such a condition occurs for many days during March-April and September- 
October, and also at night. If it is resorted to, it will result in considerable power 
saving and longer life of plant. 


19.10.5 Use of Thermal Storage 


The method involves the use of properly sized and heavily insulated chilled water 
tanks which are charged at night storing surplus refrigeration when cooling load 
demand is low, and outside WBT is also low. This chilled water can be used during the 
day at the peak load period. The method mainly enables the plant to operate at higher 
COP thus decreasing power consumption. Although it also decreases the size of the 
plant, the capital cost is not reduced as the cost of the tanks and insulation is added. 

This sensible heat storage is not really the best as it requires very large-sized 
chilled water tanks. Latent heat storage employing change of phase of materials is a 
better method. One such material is sodium-sulphate decahydrate (Na, 804: 
10 H,O) which freezes at 7-10?C. This will require only 10% volume as compared 
to chilled water. 


19.10.6 Plant Selection 


(a) Selecting high efficiency compressors: Power consumption of reciprocating com- 
pressors in central A/C plants is in the range of 0.75-1.25 kW/TR. Hence, one with 
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lowest kW/TR should be selected. This could mean a saving of as much as 40 kW 
for a 100 TR theatre A/C plant. Energy saving is thus quite enormous. 

(b) Capacity control of reciprocating compressors: Suction pressure operated 
cylinder unloaders enable reduction in power proportional to capacity at part loads. 
External controls with solenoid valves and hot gas bypass do not offer any reduction 
in power consumption. 

(c) Multistage compression in centrifugal compressors: Two-stage compression 
has high efficiency than single-stage compression. It consumes less kW/TR. For 
example, we find: 

Single-stage requires: 0.8 kW/TR approx. 

Two-stage requires: 0.71 kW/TR approx. 

Thus, 11.5% saving in power can be achieved with 2-stage. Still higher efficiency 
can be achieved by providing an economiser/flash intercooler. In a single 500 TR 
centrifugal compressor, the saving during the life of the plant would be substantial. 

(d) Multi-evaporators with individual or multistage compressors: In very large 
A/C installations, it is possible to consider cooling of air in two stages, first with 
chilled water at 15.5°C, and then with chilled water at 7°C; to achieve final supply 
air temperature of 14-15°C. Power requirement to cool water to 15.5°C is less than 
that for chilling to 7°C by about 30%. Hence, for a 500 TR air-conditioning plant, 
the saving is of the order of 55 kW. 

(e) Optimal design of refrigeration and air conditioning equipment: The design 
of condenser and particularly the evaporator are crucial. The cost of equipment can 
be reduced by selecting tubes and augmentation devices to increase heat-transfer 
coefficients. However, these may result in increased refrigerant-side pressure drop, 
and hence higher running cost. The two cost factors have to be balanced to obtain 
total minimum cost. 

Similarly, chillers should be operated at the highest possible leaving water tem- 
perature (LWT). Again, the overall cost has to be minimised. 

(f) Most designers oversize the equipment: This results not only in more capital 
cost, but also more energy consumption. 

(g) Thermostat construction and adjustment: Its influence is very great in room 
air conditioners and refrigerators. Thermostats with a differential of 5°C in the mid- 
dle position have a rather short cut-in time. This often results in re-starting of the 
compressor even before the pressures have equalized. This causes frequent overload 
trippings. The result is—increase in energy consumption of the order of 4 КУН in 
one-ton air conditioners and 0.5 КУН in refrigerators in а day. This energy loss сап 
be easily avoided by setting the thermostat saturated suction temperature differential 
for ‘on’-‘off’ at an increased value of 8 + 1°C. 


19.10.7 Plant Maintenance 


The need for proper maintenance of R and A/C equipment cannot be over emphasized. 

(a) Cooling tower maintenance: One of the most vulnerable part is the cooling 
tower. The pipes and nozzles may easily get clogged due to algae, muck, leaves, 
dust, etc., resulting in poor cooling of water. If temperature of water returned to 
condenser is increased by 1°C, a 6% increase in power consumption is inevitable. 
And if the amount of water circulated is also reduced, a further increase in energy 
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consumption will result. Proper maintenance of cooling towers, therefore, is an 
absolute necessity. 

Performance of existing cooling towers can also be upgraded. A cellular fill is 
found to be better. PVC pipes could be used in place of GI ones. These will be 
non-corrosive. Similarly, ceramic non-corroding nozzles can be used. 

Location of cooling towers is important. No high temperature flue gases, and 
exhausts from boiler, kitchen, laundry, etc., be permitted to enter cooling tower intake. 

(b) Removing fouling from condenser and chiller tubes: This is another impor- 
tant source of deterioration of plant performance. Fouling results in high condenser 
and low evaporator pressures, and thus reduced capacity as well as high energy 
consumption. Dirty surfaces of air-cooled condenses also have the same effect. This 
overloading may also reduce the life of the plant. Hence, descaling of condensers 
and chillers must be done at intervals depending upon the hardness of water to 
reduce temperature gradient across the surface for heat transfer. 

Descaling can keep down the energy consumption by approximately 20 per cent. 

Water treatment may be necessary to prevent scaling and fouling of heat 
exchangers. 

(c) Cleaning of air filters: Choking of air filters results in reduced flow of air 
through the cooling coil. At the same time, fan power consumption is increased. 

Due to less air flowing over the coil, the evaporator pressure continually drops. 
Once again, the capacity of the air conditioner is reduced and the power consump- 
tion is increased. Even though the evaporator temperature and the temperature of air 
leaving coil are lowered, there is not enough cooling as the dehumidified air quantity 
is reduced. Very often, the cause for complaints in room air conditioners is simply 
unclean filters, and not the system which is mostly working satisfactorily. Air filters 
must, therefore, be frequently cleaned. 

(d) Overhauling of compressors: Timely overhauling is necessary. Due to wear- 
ing out of valve reeds and piston rings, the volumetric efficiency is considerably 
reduced. There is, thus, a loss of refrigerating capacity. The friction losses remain- 
ing unchanged, there is simply a wastage of power. 


19.10.8 Permitting Drift in Room Design Conditions 


Most of the air conditioning equipment is governed by bypass control which 
maintains a constant DBT in room. The system and its psychrometry are illustrated 
in Figs 23.16 and 23.17 respectively. In this, the entering recirculated room air and 
outdoor air mixture is purposely diverted around the cooling coil. As against the 
inherent coil bypass, this is referred to as system bypass. 

This method lacks humidity control as described in Sec. 23.6.2. In addition, there- 
fore, one can provide controls allowing for the space temperature swing to 26?C in 
summer and 16?C in winter at the time of peak cooling and heating loads, thus 
reducing the size and energy consumption of the A/C system for the building. It has 
now been found that small drifts in temperature and humidity from the recommended 
steady-state conditions do not result in decline in comfort level. An acceptable level 
of change in temperature is € 0.6?C per hour from a 25?C base, and in humidity is 
€ 16 torr with normal summer clothing and sedentary activity. The controls can be 
devised accordingly. 
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Note Other energy conservation measures include the following: 
(i) Winter heating by heat pump. It will provide 3.4 kW of heating for 1 kW of power 

consumption. 

(i) Providing air locks in all major entrances to minimise infiltration. 

(iii) Shading of the building by trees blooming in summer. The trees provide shade, 
and also act as evaporative coolers. 

(iv) Replacing all resistance type regulators, dimmers, etc., with electronic ones. 

(v) Installing timers, controls, etc., to automatically switch off lights, and air handling 
units (AHUs) when the space is not in use. 

(vi) Preferring central A/C plants which employ water-cooled condensers in place of a 
number of window-type A/Cs which employ air-cooled condensers. 
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È 
Ф Revision Exercises 


19.1 Calculate the total heat gain of a restaurant at its peak occupancy load at 
about 1 p.m. when 100 diners and 15 employees are present. Given: 
Heat gain through walls and roof : 2500 kJ/h 


Heat gain through glass areas : 500 kJ/h 

Number of fluorescent tube lights : 60 

Rating of each tube light : 40W 

Rating of toasters inside space : 2650W 

Sensible heat gain per diner : 250 kJ/h 

Latent heat gain per diner : 260 kJ/h 

Sensible heat gain per employee : 305 kJ/h 

Latent heat gain per employee : 545 kJ/h 

Inside design conditions : 25°C DB, 19°C WB 

Outside design conditions : 40°C DB, 27°C WB 

Ventilation requirement : 0.4 cmm/person 
19.2 А space to be conditioned has the folloving data. 

Size of space : 30m z 30m x4 m high 

West glass : 15 ш? 

South glass : 15m? 

Solar gain through west glass : 508 W/m? at 4 p.m 

Solar gain through south glass : 38 W/m? at 4 p.m. 

Overall heat-transfer 

coefficient of roof : 2.5 W/m?K 


Overall heat-transfer 
coefficient of wall : 3.5 WIm? K 
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Overall heat-transfer 


coefficient of glass : 6 W/m?K 
Door in E-wall : 3mx2.5m 
Overall heat-transfer 

coefficient of door : L5 W/m?K 
Equivalent temperature differentials at 4 p.m. 
E-wall 1 15°C 
W-wall : 10.5°C 
N-wall : 6.1°C 
S-wall : 10.5°C 
Roof : 17.8°C 
Infiltration through window cracks : 5.3 m?/h/m 
Infiltration through door openings : 3 cmm/m? 
Occupancy : 100 
Sensible heat gain per occupant : 75 W 
Latent heat gain per occupant : 55W 
Lighting : 33.5 W/m? fluorescent 
Outside design conditions : 43°C DB, 27°C WB 
Inside design conditions : 25°C DB, 50% RH 
Ventilation air : 0.24 cmm/person. 


Assume a suitable fan heat and bypass factor of the air-conditioning appara- 
tus. Calculate: 
(i) Room sensible heat gain. 
(ii) Room latent heat gain. 
(iii) Outside air sensible, latent and total heat gains. 
(iv) Grand total cooling load on apparatus. 
(v) Effective sensible heat factor and apparatus dew point. 
(vi) Dehumidified and recirculated room air quantities. 
19.3 A laboratory has the following heat gains: 


Sensible heat : 35 КУ 
Latent heat : 20 kW 
The design conditions are as follows: 
Outside : 40°C DB, 27°C WB 
Inside : 22°C DB, 50% RH 


The ventilation air requirement is 80 cmm. A cooling coil with a bypass 
factor of 0.05 must be used. An apparatus dew point of 10°C must be main- 
tained. Determine: 
(i) Amount of reheat required. 
Gi) Supply air quantity. 
(iii) Dry bulb and wet bulb temperatures of air entering apparatus. 
(iv) Dry bulb and wet bulb temperatures of air leaving apparatus. 
(v) Supply air temperature. 
19.4 The following are determined for an office building: 
Outside design conditions : 35°С DBT, 28°С WBT 
Inside design conditions : 25°C DBT, 50% RH 
Room sensible heat gain : 46.5 kW 


The McGraw-Hill companies 


Load Calculations and Applied Psychrometrics 661 


Room latent heat gain : 8.1 kW 
Ventilation air : 60 cmm 

A 4-row D-X coil (BPF = 0.1) is to be used. Determine: 

G) Room ADP. 

Gi) DBT of air off the coil. 
(iii) Total quantity of supply air required. 
(iv) Coil ADP and refrigerant temperature. 

(v) Refrigerating capacity of the coil. 
(vi) Effect of coil BPF. 
A conditioned space with partial recirculation (Fig. 16.2) is to be maintained 
at 24°C DB, 17°CWB. The local outside conditions are 34.5°C DB, 25.6°C 
WB. The sensible heat gain of space is 44.5 kW. The latent heat gain from 
occupants and infiltration, but excluding ventilation, is 5.4 kW. Based on 
occupancy, 36 cmm of ventilation are required. Find: 

(a) Temperature of supply air entering the conditioned space. 

(b) Volume of air passing through the space. 

(c) State of air entering the conditioner. 

(d) Required ADP. 

(e) Coil BPF. 

(f) System bypass ratio. 
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Design of Air -Conditioning 
~~ Apparatus 


20.1 OM AIR-CONDITIONING APPARATUS 


Air-conditioning apparatuses have been generally classified into two major types, 
viz., coil equipment and washer or spray equipment. 

In the coil equipment, air comes in contact with a surface and not the condition- 
ing medium which may be either a refrigerant or water (chilled or heated), brine, 
steam, etc. 

In the washer equipment or spray equipment, air comes in direct contact with the 
conditioning water (chilled, recirculated or heated) or hygroscopic fluids. 

In either case the air comes in contact with a surface; which is wet in the case of 
the washer or spray equipment, and dry in the case of the coil equipment. However, 
in the case of the coil equipment also, if the temperature of the surface is below the 
dew point temperature of air, condensation of moisture from the air on to the surface 
will take place, and the surface eventually becomes wet. 


20.2 un HEAT AND MOISTURE TRANSFER IN 
“~~ AIR-CONDITIONING APPARATUS 


When heat is transferred between unsaturated air and a dry surface, the driving force 
is the difference in the dry-bulb temperature of the air and the temperature of the 
surface. This driving force is also termed temperature potential and the heat transfer 
is termed sensible heat transfer. 

But when heat is transferred between unsaturated air and a wetted surface, 
another driving force other than temperature difference results. This driving force is 
the difference in the vapour pressure in the unsaturated air and the saturation vapour 
pressure at the temperature of the wetted surface. The force causes a transfer of 
moisture resulting either in its condensation or evaporation. This driving force may 
be termed vapour pressure potential and the accompanying heat transfer as latent 
heat transfer. 
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When both the driving forces are present, we find that both sensible and latent 
heats are transferred resulting in total heat transfer, such that 


dQ, = dQ; + dQ, 
The combined driving force in this case may be termed enthalpy potential as 
outlined below. 


20.2.1 Enthalpy Potential? 


Consider an elementary wetted surface at temperature f; as shown in Fig. 20.1. 
Above the wetted surface, there exists a film of air through which temperature and 
vapour pressure gradients exist. In the immediate vicinity of the wetted surface, the 
air is saturated at t;, @; and ће. Under equilibrium conditions, the rate of diffusion of 
water vapour through the air film will equal the rate of condensation or evaporation 
of water on the wetted surface. 


— — — Unsaturated Air 


Wetted 
Surface 

















Fig. 20.1 Conditions with unsaturated air flowing over a wetted surface 


Thus if f, is the film coefficient of heat transfer through the air film, we have for 
the sensible heat transfer between the air and the wetted surface 


dÅ; =f, (t — ts) dA (20.1) 


Also, if К 18 the diffusion coefficient of water vapour through the air film, and if 


hy, is the latent heat at tç, we have for latent heat transfer between unsaturated air 
and wetted surface 

d, = hg, dm, (20.2) 
where дат, =k, (@- ФОЧА (20.3) 
so that dQ, = ko (0– а) hy, dA (20.4) 


As already stated in Chapter 15 according to Lewis, we have 


че жи 
° LeC, С, 





Тог Le = 1 
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Combining Eqs (20.1) and (20.2) we have for total heat transfer 


dÓr-f,(t- t) аА + а hg (о- аҳ) dA 








Те С, 
fs hy 
= = [C,(r- t) + 25 (@- o] dA 20.5 
а 5) те ^ 5)] (20.5) 
уућеге | hy, =h,- hy. 
Rearranging 
„ _ ds hg hg 
dQ, = — КСі+ —& o) - (C,t; + —* ce) dA 20.6 
Or C, 7 re -Cts T )] (20.6) 
Taking average values of the humid specific heat C, and latent heat as h g We 
may write 
А fs Íe | 1 | 
dQ, = — (һ-һуаА+ —|—— 1] he, (о- а) ад 
Or e (п hy) Sr fag (O— 6) 
= fe (h-hgdA, for Le=1 (20.7) 
C, 


The quantity (h — ћу) is the enthalpy potential. Thus, the driving force for the 
total heat transfer is the difference in the enthalpy h of unsaturated air and the 
enthalpy Ags of saturated air at the temperature of the wetted surface. And the coeffi- 
cient determining this heat transfer is equal to f/C, = ko 


20.2.2 Surface Temperature and Direction of Process? 


The following examples illustrate the usefulness of the concept of enthalpy poten- 
tial. Depending on the wetted surface temperature, and the state of the unsaturated 
air in contact with the wetted surface, the direction of the process can be explained. 
Let the air being conditioned be at state 1 as shown in Fig. 20.2, with the dry bulb, 
wet bulb and dew point temperatures of t, t’ and t, respectively. Then the cases arise 
as follows: 

Case I Cooling and Dehumidification (Process 1 — Sj) 

The surface temperature is lower than dew point temperature of air. 


fs t dQ; is from air to surface 
0; < @ dQ, is from air to surface 
hs <h dQ, is from air to surface 


Case П Simple Cooling (Process 1 — S;) 
The surface temperature is equal to the dew point temperature. 


fs, = l4 «t dQ, is from air to surface 
Qs, = @ dQ, is zero 
hs «h dQ; is from air to surface 


40; = 40; 
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Fig. 20.2 Wetted surface temperatures and directions of processes 


Case III Cooling and Humidification (Process 1 — 55) 
The surface temperature is higher than the dew point temperature, but lower than the 
wet bulb temperature of air. 


t < fs, «t dQ; is from air to surface 
Qs, > 0 dQ, is from surface to air 
hy, <h dQ, is from air to surface 


The air is, on the whole, losing energy to the surface. 


Case IV Adiabatic Saturation (Process 1 — S4) 
The surface temperature is equal to wet bulb temperature of air. 


= «t dQ, is from air to surface 
4 
@= ах > 0 40; is from surface to air 
4 
ћ' = hs =h dQ, is zero 
dQ; = dQ, 


Case У Cooling and Humidification (Process 1 — S5) 
The surface temperature is higher than the wet bulb temperature, but lower than the 
dry bulb temperature of air. 


t< fs, <t dQ, is from air to surface 
Qs. > 0 40, is from surface to air 
hs >h dQ, is from surface to air 


The air is, on the whole, gaining energy from the surface. 


Case VI Simple Humidification (Process 1 — 5%) 
The surface temperature is equal to the dry bulb temperature of air. 


-і dQ; is zero 
Qs, > Ф dQ, is from surface to air 
>) dQ, is from surface to air 


dQ; = dQ; 
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Case ҮП: Heating and Humidification (Process 1 — 55) 
The surface temperature is higher than the dry bulb temperature of air. 


ts» t dQ; is from surface to air 
Qs, > 0 dQ, is from surface to air 
hs, >h dQ; is from surface to air 


Note lt may be seen that in Cases llI to V, there will be no latent heat transfer if the surface 
is dry. On the other hand, in Case I there will be condensation of moisture from the air on 
the surface, irrespective of the surface being either dry initially or wet. Latent heat transfer 
is always present in sprayed coils. 


20.2.3 Effective Surface Temperature" 


The surface temperature in air-conditioning equipment varies from one end of the 
apparatus to the other end. Nevertheless, the effective surface temperature t; сап be 
considered as the uniform surface temperature that would produce the same leaving 
air state as the varying surface temperature. In the case of a cooling and dehumidify- 
ing equipment, it is equal to the apparatus dew point. 

As an illustration Fig. 20.3 shows the entering and leaving states for air and 
chilled water in a counterflow cooling and dehumidifying apparatus. 

The wet bulb temperature of air decreases from 11 to 12, whereas the chilled water 
temperature rises from 1, to 1,,.. The temperature of the surface changes from tg, to 
ts, from one end to the other end of the heat exchanger. The effective surface tem- 
perature t; would lie between fs, and t;, and would correspond to the same entering 
and leaving states of both fluids. 

The selection of the air-conditioning equipment is usually based on the concept 
of the effective surface temperature and bypass factor. However, the actual design 
of such an equipment would involve the basic principles of heat and mass transfer 
between the air and the heating or cooling media through the air-conditioning 
apparatus. 


Note Іп the case of a direct-expansion cooling coil, the chilled water is replaced by the 
evaporating refrigerant so that tw, = tw, = t. In the case of a spray equipment with chilled 
water which itself forms the surface, the temperature of water is the same as the surface 
temperature, so that ty = ts, ty, = tsp Бр, = ts» and so on. 


20.2.4 Numerical Procedure for Heat and Mass Transfer 
Calculations between Unsaturated Air and Wetted Surface? 


Consider a process of heat and mass transfer between unsaturated air and a wetted 
surface of area dA at temperature г;. Then, referring to Fig. 20.1 we may write for 
the moisture transfer dm, 


dm, = md@= k dA (0, - о) (20.8) 
where 71, is the mass flow rate of dry air. 
Equation (20.8) may be written as 

do _ k,dA 
0-00 №, 





(20.9) 
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(1) Area/Volume of Heat Exchanger __, (2) 


Fig. 20.3 Entering and leaving states of air and chilled water in a cooling 
and dehumidifying apparatus 


The integration of Eq. (20.9) between the two ends of the exchanger gives 
2 
ао КЪА 
І — = a (20.10) 
105-0 a 
The dimensionless term k A/m, is called the number ој transfer units (NTU). 
Again, writing for the total heat transfer between air and the wetted surface, 


we have 


dQ, = m,dh = fe dA (hy — h) 
с, 
=k, dA (h, — h) (20.11) 
The integration of Eq. (20.11) gives 


ү К,А 








= 20.12 
| hg; —h Ma ( ) 

Combining Eqs (20.9) and (20.11), we obtain 
dh _ hs -h a dh da = а (20.13) 


do 0- о hs -h фұ-о rh, 
Thus, for an actual apparatus, the value of k,,A/m, may be experimentally 
obtained by plotting either 1/(h, — h) against л or 1/(@, — @) against @ along the 
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process, and subsequently integrating the curve by numerical integration, e.g., by 
applying Simpson’s rule according to which 


(b - а) 





ђ 
J уах = [Yo + Уу + 4 Qi + Ys +... +уу_|) 
а 
+2 (у; уд +... + уус о)] (20.14) 

where а апа b аге the limits of integration. 

The range (b – a) is divided into N equal parts where М is an even number. The 
ordinates of the curve are yg, Yj, У», ...Ум-> YN- p Ум 

Once the value of the number of transfer units k A/m, is obtained, the heat 
and mass transfer process can be established along the exchanger for any given 
operating conditions. 


20.3 un. COIL EQUIPMENT—DESIGN OF COOLING AND 
“~~ DEHUMIDIFYING COILS 


The design of coils for only sensible heating and cooling is simple and follows the 
procedure prescribed for any heat exchanger. Coils for simultaneous cooling and 
dehumidification involve sensible as well as latent heat transfer and since they have 
major applications in air conditioning, their design procedure is outlined here. 

A section of a cooling and dehumidifying coil with just one illustrative fin is 
shown in Fig. 20.4. The temperatures of air, wetted surface, outside and inside metal 
wall and refrigerant at any section are f, ts, f, , fm; and f, respectively. The thermal 
resistances to heat transfer consist of those due to the air film, condensate water 
layer, metal wall and refrigerant film. In addition, there is a mass-transfer resistance 
between the air and the wetted surface. 


Air Side 


Metal 
Wall 


Refrigerant e Ai Refrigerant Side 


Film 











Fig. 20.4 Section of finned cooling апа dehumidifying coil: 
thermal resistances 


The resistances can be divided into two sections? which are given below. 
Section I: This section is that of the air film. In this section both sensible and latent 
heats are transferred. The sensible heat О; is transferred from the air to the surface 
by virtue of the temperature difference (1- tç). Also, the latent heat О; is transferred 
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by virtue of the partial pressure difference (р, — р, s) or the specific humidity differ- 
ence (@— а%), where р, is the water vapour pressure and «y is the specific humidity 
at temperature іс of the wetted surface. 

Let us consider that the coil is a finned-type. The total heat transfer through 
section / with the inside tube surface area dA; is 

dQ,;=dQ,+dQ,=dQ, 
= Ís (h — Л) nR dA; (20.15) 
C, 

where 7],is the fin efficiency and 


A 
R= — = Ratio of the total fin-side surface area A, to the inside surface area A; 
i 
Section II: This section comprises the three thermal resistances due to the conden- 
sate film, metal wall and refrigerant film. The heat is transferred as sensible heat 
only by virtue of the temperature difference (1, — t,). Then, if U; represents the over- 
all heat-transfer coefficient for the three resistances based on the inside tube surface 
area, the heat transfer through the section is given by 
аду = Окі; — t) dA; (20.16) 
By energy balance 


d Ò; =d Òr 
so that we have from Eqs (20.15) and (20.16) 


U; (ts —1,) dA; = А (h — hs) ny R dA; 
Р 


8-і, _ Прјек _ Ко 
ог већ UC, U, К (20.17) 
The right-hand side is constant іп case f, апа U; are assumed to be constant. 
Equation (20.17) can be used for design by dividing the coil into a number of 
segments since f, is varying. 
Equation (20.17) can be written in another simplified manner. Writing the total 
and sensible heat transfers separately, we have for Section I 





А А Í 
40; =а0,= — (h- hy) nR dA, (20.15) 
C, 
40; - f, (t — ts) MR dA; (20.18) 
Taking the ratio of the total heat to the sensible heat transfer we have 
TH dO;  h-h; _ 1 





SH 40; C,(t-ts) ӨНЕ 
where GSHF is the required grand sensible heat factor of the apparatus. Thus 


1 
(А – ће) = GSHF C, (f t5) (20.19) 
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Substituting from Eq. (20.19) into Eq. (20.15), we obtain for the total heat 








transfer 
dQ, = Ја (t — ts) ЂЕ dA; 
GSHF E 
= f; (t — ts) TR dA; (20.20) 
where 
fg 
уш 20.21 
% GSHF ( ) 


Thus Т. can be taken as the total heat-transfer coefficient on the air side, when 
the sensible heat-transfer coefficient is f,. Putting dQ; in Eq. (20.16) equal to dQ; in 
Eq. (20.20), we obtain the energy balance relation in the form 

ty – f, f 


= — NR 20.22 
Fk U, Пр ( ) 





The overall heat-transfer coefficient U; can be calculated employing the usual 
relation for thermal resistances in series, У12., 


L.. T 4x, 1 
ОА; А КА, Лу RA; 





(20.23) 


where 
f, = Refrigerant side heat-transfer coefficient 
Ax = Thickness of metal wall 
k = Thermal conductivity of metal wall 
f. = Conductance of condensate layer 
Aj, Am А, = Inside, mean and outside tube surface areas. 
Table 20.1 gives the representative values of the air-side film heat-transfer 
coefficients f, for different coil-face velocities. The following simple equation can 
be fitted into these values. 


f= 38 (РИ, 
Table 20.2 similarly gives the approximate values of the refrigerant-side ћеа!- 


transfer coefficients f, for direct expansion R22 coils as a function of tube diameter 
and refrigerant flow. 


Table 20.1 Air side film conductance? (with half of face area as free area and 
staggard tubes) 


Coil Face Velocity, FV , m/s Conductance, f, , Wm” K! 


0.508 23.3 
1.016 35.6 





1.524 45.4 
2.032 54.5 
2.54 62.5 
3.048 69.6 
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Table 20.2 Boiling refrigerant conductance for R22 D-X coil 


Refrigerant Flow Tube OD, cm 
TR/Circuit 1.5875 











For a precise estimation of f,, well-known boiling heat transfer correlations given 
in Chapter 9 may be used. For chilled-water coils, the water-side coefficient can be 
found by using the Dittus-Boelter equation. 

Alternatively, we express the overall heat-transfer coefficient (7, for Sections I 
and II together for which the overall temperature difference is t — t,, and base it on 
the total fin-side surface area A, = RA,, 


dQ, - О; (t — t,) dA, 
=f; (1-19 maA, 








= U; (ts –1,) dA; (20.24) 
Then the overall resistance based on the temperature potential (t — f) is 
ANN 1 " 1 
гал, fynpdA, ОДА, 
1 1 R 
=> ; Be (20.25) 
0, fns 0 
Substituting the complete expression for U;, we have 
1 1 R ЛАХКА, 1 
: (20.26) 





= + — + + 

U; АП; Í- КА,, ГА Ny 

It may be noted that the design of a cooling coil involves the selection of number 

of circuits, face velocity, refrigerant or chilled-water temperature, number of rows 
along with parameters such as fin and tube spacing, arrangement of fins, etc. 

Examples 20.1 and 20.2 illustrate the design procedure for a direct-expansion 

cooling coil. Whereas in Example 20.1, a stepped approach is used and Simpson’ s 

rule is employed, in Example 20.2, the coil is not divided into sections, but an over- 

all design is given. 


20.3.1 Air-Side Heat-Transfer Coefficient 

Exact calculation of heat-transfer coefficient on the air side is based on the correla- 
tions of Elmahdy and Biggs? for flow of dry air over finned tubes as given below 

, JGC р 

87 pr?” 





(20.27) 


where J is the Colburn j-factor given by 
J = C, Re® (20.28) 
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in which С, and С, are constants which are functions of geometric parameters of the 
finned tubes. These can be expressed as 





Е 0.141 D 0.065 
C, = 0.159 x (=) (20.29) 
Fy Fr 
E 0.049 F 0.077 F 0.549 
C, = – 0.323 | — s D (20.30) 
Ен Fr 5; 


wherein we have: 
F = Fin thickness 


1 
Ен = Fin height 2 rj - ri = rj- = jene _ D, 


Е,- Fin spacing 





ІП 


0.5 
+ 
Ер = Fin diameter = 27 = 2 (25 з= 
4л 2. 
Sı = Tube spacing in a row 
S, = Row spacing 
The hydraulic diameter D, is given by 
Ac 
D, = 45 — (20.31) 
A, 
where A, is the minimum/clear flow area and А, is the total air-side area of the coil. 
The coefficient for wetted surface is then 
a | 
k= 
GSHF 
The parameter for fin efficiency becomes 


D , 
т = fs (20.32) 
Ка, Ен 


so that the fin efficiency сап be evaluated from 











tanh mF, 
n= Ін (20.33) 
тЕр 
and the air-side thermal resistance from the expression 
1 
> (20.34) 
Пу Fe А, 


20.3.2 Diffusion Coefficient D and Mass-transfer Coefficient k, 
For sensible heat transfer per unit area on the air side 


) ді 
РАИ 
У у = 0, at wetted surface 


The solution of the above equation has the form 


b с 
Nu = ^T -f(Re,Pr) =a (=e) (2#) (20.35) 
k и k 
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For moisture transfer per unit area, we have in terms of diffusion coefficient D 


m до 
eU. =- Пр — 
A e. 


We have also defined mass-transfer coefficient К, by 


m, 
Fi =k 0s- @ 


Thus, we have 


до 
Ко (Os — Ox) --»[ | 
у-0 


ду 
The solution of the above equation has the form 
b с 
kol фа Sc) = „(52 (5) (20.36) 
D и рр 


where Sc = /оР is the Schmidt number. 
Comparing Eqs (20.35) and (20.36), we get 


1- С 

ioc fe o dE е (2) 
Ck, pC,D р 

where œ = Мр С, is the thermal diffusivity. The following correlations are 


recommended for Lewis number. 
For forced convection of air 





a 2/3 
Le = (2) (20.37) 


For natural convection of air 


a 0.48 
Le = (<) (20.38) 


For forced convection of air the values of œ, D and Le have been compiled and 
are given in Table 20.3 for various temperatures. The evaluation of properties has 
been done at the wetted surface temperature: 


Table 20.3 Thermal diffusivity, diffusion coefficient and Lewis number for forced 
convection of dry and saturated moist air 


Degree of 





Saturation 
0 











(Contd) 
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Table 20.3 (Сота) 


Degree of 





Saturation 
0 

















Note It is seen that Le does not change very much. Average value of Le for dry air is 
0.897, and that for saturated air is 0.889. The average of both is 0.893, which can be 
accepted as its value in general. 





Example 20.1 Design of Chilled-Water Coil-Overall LMTD Method 


Design a chilled-water cooling coil for each of the ground, first and third floors 
of the studio building calculations of which are given in the load estimation 
sheet in Table 19.6. The coil has to conform to some of the specifications given 
by the manufacturer which are as follows: 











5/8 in Cu tubes : OD = D,= 15.8 тт 
ID = Р,= 14.4 mm 
No. of tubes/row : 34 
No. of circuits : 34 
Frontal pitch (Tube spacing) : S; = 38.1 тт 
Back pitch (Row spacing) : S, = 43.2 mm 
Al fins S 
Fin thickness : Еу = 0.233 тт 
Fin density : 50/m 1 
Fin spacing Ер = 50 = 0.002 т = 2 тт 
Thermal conductivity of fin : kay = 201W/m.K 
Fouling factor (inside) : 0.00009 m? K/W 
With these construction features, the area parameters are: 
Total outside finned surface area - A, = 10.567 
Inside tube surface area A; 
Total outside finned surface area £ А, — 15.55 
Face area FA 
Clear free flow area Ас _ 05 


Face area FA 
Estimate the size and rows of coil. Make suitable assumptions. 
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Solution Coil Face Area Assume coil face velocity, FV = 2.54 m/s 
; 1 
Coil face area FA = e = 2 = 2.303 m? 
FV 2.54 x 6 

Air-Side Heat-Transfer Coefficient Air enters at 28.6°C, and leaves at 15.8°C. The 
properties of air at the mean temperature of 22°C are: 

p = 1.205 kg/m? 

и = 1.82 x 10? Ns/m? 

C, = 1.0057 kJ/kg.K_ Pr = 0.71 


Hydraulic diameter 





5 


D, = 4А, 
А, 


= 4 0А (43.2 тт) = 5.564 тт 
15.55 


Fin diameter апа fin height 


381 + 432 
j 2017 ЖЕ. = 40.65 mm 
5 2 2 





1 
Ен = 2 


Constants of Eq. (20.28) 


Е 0.141 D 0.065 
C, = 0.159 2) (> 
Fy Т 


Е 

0233466 

= 0.159 | — : = 0.11155 
12.425 0.233 


0.049 0.077 0.549 
С, 2-0323 | E. c Fp 
Ен Fr 52 


0233 YS 2 ү An gs 59 
-- 0.228 | : | | | | - | = – 0.3034 


(225 = 2) - ; (40.65 — 15.8) 2 12.425 mm 














12.425 0.233 43.2 
Mass velocity based on clear minimum flow area A, - 0.5 (FA) 
с. = 90 ; 1 22-351 (1205) Ови s 


ios 60 0.5(FA) 60 (0.5) (2.303) 


Reynolds number 
Ga, D, _ 6.096 (0.0158) 
Ке- = 


u 1.82 x 10? 





- 5292 


Colburn J-factor 


J = С, Re^? = 0.11155 (5292) 930% = 0.008274 
Dry air-side heat-transfer coefficient 
So =] Gmax СВЕ" 


= 0.008274 (6.096) (1005.7) (0.71) 2° = 63.74 W/m?.K 
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Wet air-side heat-transfer coefficient 
fis f, _ 63.74 
8 (СӚНЕ 0.9469 


2 ГА 
m- ЕИ 67.31 x 2 _ =533 
Бр Fa 201 (0.233 х 107) 


= tanh т Fy — tanh [(53.3) (12425 x 107)] _ бз 
7 my 53.3 (12425 x 1073) | 
Water-Side Heat-Transfer Coefficient Assume entering water temperature, 
EWT = 7.8°C, and leaving water temperature, LWT = 13.3°C. Thus, AT, = LWT – 
EWT = 5.5°С. 
Properties of water at the mean temperature of 10.6°C аге: 


К = 0.588 W/m.K, ш, = 1.31 x 1073 Ns/m?, Pr, = 9.12 
Mass flow rate of chilled water and water velocity 


ту = Q _ е = 4.068 kg/s 


" С, 41868 (5.5) 


= 67.31 W/m?.K 








Fin parameter 








Fin efficiency 








_ 4.068 
л 00 900 (34) 2 i 
pate (34) 2 (0.0144) 
4 4 





= 0.735 m/s 





Note This water velocity is low. It will result in low heat-transfer coefficient, and hence 
more rows and high capital cost. A very high water velocity will, however, cause erosion 
of tubes. 


Reynolds number 
_ Duy p, _ (0.0144) (0.735) (1000) 
Jis 1.31 x 10? 


Water-side heat-transfer coefficient 


k 
fi= (ы 0.023 Re?? Pr 


і 


Ке 


Ww 


- 6814 








5. | | 0.023 (6814)°® (9.12)°% 2651 Мт? К 





0.0144 
Overall heat-transfer coefficient (neglecting Cu-tube resistance) 
1 _ 1 à 1 A, " l A, 
U, Пу f: 5 А; Лоше А, 
1 1 
= + (10.567) + 0.00009 (10.567) 





0.92 (67.31) 2651 
= О, = 47.4 WIm?.K 
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Log-mean temperature difference 
(28.6 — 13.3) - (15.8 – 7.8) 
28.6 – 13.3 
In ———— 
158 — 7.8 





AT,, = LMTD = = 11.26°C 


Total fin-side surface area 


Ò 98.67 x 10° 








А, = - = 175.5 m? 
U, АТ, 474 (11.26) 
Number of rows 
ы” Ar = 1155 = 4.92 (~ 5 rows) 
(4) на (155) (2.303) 
FA 


Note This is a high sensible heat factor application, (GSHF = 0.946). BPF assumed is 
0.15. For such an application number of rows calculated, 5, is too high. Area calculated, 
175.5 те, is very large. Тһе coil will have high capital cost. The manufacturer's specifica- 
lion, and assumed design values need modifications. The following points emerge. 

(i) From Table 19.7 and Fig. 19.6, it is seen that for а BPF of 0.14, one needs only a 
4-row coil with 6 fins with a face velocity of 210 mpm (3.5 m/s). 

(ii) The manufacturer is making coils with a fin density of only 50 fins per metre. This 
comes to 0.5 fin/cm. It has resulted in a large coil. Hence, the fin density must be 
increased to about 5-6 fins/cm. 

(iii) The present face velocity assumed is 2.54 m/s. It is giving low air-side, and hence 
low overall heat-transfer coefficient. The air velocity could be increased to 3 to 
3.5 m/s. 

(iv) Water velocity assumed/calculated is 0.735 m/s. It can be raised to at least 1 m/s. 
This will increase water-side heat-transfer coefficient. 

(о) The air-side coefficient is, however, the controlling coefficient. The overall coeffi- 
cient U is lower than air-side coefficient. Hence, increase in water-side coefficient 
will not have much effect. Nevertheless, it will affect LWT. 

(vi) Further, the effect of changing EWT, and hence the refrigerant evaporation 
temperature on total cost should also be studied. All this is best done on a digital 
computer. 

Ramachandran and Arora^ have developed detailed computer programs for 
the simulation, design and optimization of both direct-expansion and chilled-water 
cooling coils. 





Example 20.2 Design of Direct-Expansion Coil: Heat-Transfer 
Coefficient Given 


4.717 m/s of air at 32.2°C DBT and 50 per cent RH enters a finned-coil direct- 
expansion dehumidifier with the coil surface area per row of 42.02 m°. The 
refrigerant temperature is 4.4?C. The air-side heat-transfer coefficient may be 
taken as 83 W/m^K. The overall heat-transfer coefficient from the air-water 
interface to the refrigerant bulk based on the fin-side surface area is 275 W/mK. 
Calculate the required number of coil rows for the leaving air state at 9.7°C WBT. 
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Solution Refer to Fig. 20.5. 


Ah _ А 
АРС 3.1 Lines 







Saturation curve 


h4 = 71.94 kJ/kg 


ha = 64.71 


hp = 57.48 


| Process Line 


| 


S 


ha = 17.69 











44 32.2 


t, °C —— 
Fig. 20.5 Figure for Example 20.2 


Air inlet conditions 
1 = 32.2?C; RH, = 50 %; һу = 71.94 kJ/kg; 
© = 0.901 m*/kg 

Mass flow rate of air 


m, = E = 5.235 kg/s 
0.901 

At 4.4°C and 100 per cent RH 

hy = 17.69 kJ/kg 
Mass-transfer coefficient 

83 

(1021.6) (0.893) 
Enthalpy of air at the exit at 9.7°C WBT 

hy = 28.54 kJ/kg 
Enthalpy difference between inlet and outlet air conditions 

һу — h, = 71.94 – 28.54 = 43.4 kJ/kg 


kf C, Le = = 0.09 kg/s.m* 
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Let the difference be divided into six equal increments of 7.23 kJ/kg each. Now 





U, A, = ЦА, 
U; 2 . 
so that R = U, = 275 W/mK (given) 
Hence, taking 7;= 1 
h-h U; U 275 / 1000 
CE |_ = 6 = = 3.1 kJ/kg.K 
ts = t, ko К kg 0.09 


The above equation can also be solved graphically for each increment as shown in 
Fig. 20.5. Тһе 4.4°C DBT line cuts the Л, line at X. A line of slope Ah/At = 
A (ћ – hs) 
А (ts = 2.) 
Point 5, on the saturation line satisfies this condition of slope of 3.1. The interface 
temperature at this section tç, is then found to be 14.4°C. Join point 1 to point 5; and 
where it cuts the л, = h, — 7.23 = 64.71 kJ/kg line, gives point a on the process line. 

Now, the enthalpy line ћ, cuts the 4.4°C vertical at Y. Again, draw a line of slope 
3.1 from У, to cut the saturation line at S,. Join a to S,. This cuts the h, = 64.71 — 7.23 
= 57.48 kJ/kg line at b. In a similar manner, the remaining points c, d, e and 2 may be 
located and the process line completed. 

Table 20.4 may thus be drawn up. The same may be established numerically as 
well. Using the above equation for calculation of Л by trial and error for finding 
suitable values of 1, we obtain Table 20.4. 


= 3.1 may now be drawn from point X to cut the saturation line at 5). 


Table 20.4 Stepped calculations for Example 20.2 


h, kJ/kg h,=71.94 64.71 57.48 50.25 4302 35.79 
hs, kI/kg hs. = 39.58 36.32 33.52 30.50 27.70 24.68 





1/(h – hs) 0.0309 0.0352 0.0417 0.0506 0.0653 0.0900 


Then from Simpson’s rule 








71.94 
d 71.94 — 28.54 
n = s _ [0.0309 + 0.1558 + 4(0.0352 
2654 Р hs 3х6 
+ 0.0506 + 0.09) + 2(0.0417 + 0.0653)] = 2.66 
_ky A 
= ie 
2, = 2.66 (5.235) = 1547 m? 
0.09 
Required number of rows 
_ 154.7 


n = —— =3.7 = 4 (Select) 
42.02 
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Example 20.3 D -X Coil Design: Heat Transfer Coefficients Appropriately 
Selected 

0.472 т?з of air are cooled from 26.7°C DBT and 21.1°C МВТ to 12.8°С DBT 
and 12.2°C WBT. Design a suitable direct-expansion cooling coil. 

Select 1.5875 cm OD tubes at 3.81 cm centres staggered and 0.71 mm wall 
thickness. The total fin-side surface area per row is 22 т? for each т? ој јасе 
area. Тһе inside surface area per row is 1.2 т? per т? of face area. Assume the 
resistance of the metal wall as 0.0044 W” mK. 


Solution Extended surface to inside tube surface area ratio 


_ Fined surface/row/m? FA _ 22 _ 

~ Inside tube surface/row/m? FA 12 

Figure 20.6 shows the path of the conditioning process. If the entering and 
leaving air states are joined, and the line extended to intersect the saturation curve, 


we obtain the apparatus dew point of the coil 
tapp = 10.4°C 





18.3 


61.1 

















tapp = 10.44 12.8 26.7 
t, °C — 


Fig. 20.6 Figure for Example 20.3 


This represents the average temperature г; of the coil. But the surface temperature f; 
will be higher on the air-entering side and lower on the air-leaving side. The coil 
bypass factor can also be found. 
x= ty — tapp _ 128 – 10.4 
ti = tapp 267—104 
The total and sensible heat-transfer rates are as follows: 
TH = Or= Q, p (h - hy) 
= (0.472) (1.2) (61.1 – 34.5) = 15.0 kW 
SH = Q,- Q, PC, (t - ty) 
= (0.472) (1.2) (1.0216) (26.7 – 12.8) = 8.04 kW 


= 0.147 
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‚_ 0 1 15 
Капо = Or - - 
0; SHF 8.04 
Since the surface temperature is not the same throughout the coil, this ratio will 
actually not be the same. However, the assumption of a constant ratio leads to only a 


small error and results in a slight oversizing of the coil (see the actual path in 


= 1.866 





Fig. 20.6). 
Take a face velocity of 2.54 m/s. 
Face area 
О, 0472 5 
ҒА = FV. 254 = 0.186 т 


Air-side film conductance (from Table 20.1) 
fy = 62.5 W m° К! 
Total heat-transfer coefficient 


fi- sn f, = 1.866 (62.5) = 116.53 W m? K^! 


Assume a coil loading of 1 TR per circuit. 
Boiling heat-transfer coefficient (from Table 20.2) 
f, 21700 W т? К! 
Assuming the fin efficiency to be equal to unity and neglecting the resistance of 
the thin condensate layer, we have for the overall heat-transfer coefficient 
1 1 А, Ах A, 1 
= + + 
U; d А; К А т f. 
- d + 0.0044 + 
1704 116.63 
U;-4247W m° K! 








First approximation: 
Assume a refrigerant temperature of t, = — 1°C. Then the temperature differentials at 
the two ends of the cooling coil are 

At, =t —t,= 26.7 –(– 1) = 27.7°C 

At, =h -t,= 12.8 – (1) = 13.8°С 
Log mean temperature difference 

27.7 — 13.8 á 
At, = р = 19.95°С 


noe 
13.8 
Total fin side surface area 





ys- Ô аб 
' Ul At, (4217) (1995) 
If n is the number of rows, then 
А, = n(FA) (surface area/row/m? FA) 
17.83 2 n(0.186) (22) 
whence n = 4.4 rows 


= 17.83 m? 
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Surface temperatures, from Eq. (20.24) 


4217 
ts =h- U, (1 –1) =267 – ——— (26.7 + 1) = 16.7°C 
1 H 116.63 
| 4217 
ts, = ty - Е (2-1) = 12.8 с: (12.8 + 1) =7.8°C 
Jg T 


Note Ав the number of rows is 4.4, it is not a whole number. Hence, further approxima- 
tion is necessary. 


20.4 M OPTIMAL DESIGN OF COOLING AND 
“~~ DEHUMIDIFYING COILS 


It will be seen from Example 20.3 that for the given construction of the cooling coil, 
two choices are available, viz., to select a 6-row coil or a 4-row coil in lieu of the 
calculated result of 4.4 rows. Let us see the effect of selecting 6 or 4 rows on other 
parameters. 


20.4.1 6-Row Coil 
It can be seen that if a 6-row coil is selected, it will result in the following changes: 
(i) Higher refrigerant temperature 1, can be used and hence a higher surface 
temperature f, is maintained. 
(ii) Leaving conditions at a lower temperature as a result of lower BPF: 
Back calculations show that the leaving air conditions are: 
DBT =, = 12.2°С 
WBT = t; = 11.7°C 
h, = 33.5 kJ/kg 
(ii) Increased total heat removal 


Qr = Ò, p Ah = (0.472) (1.2) (61.1 – 33.5) = 15.63 kW 
Required mean temperature difference 
ae 15.63 E 
(42.17) (6) (0.186) (22) 
Refrigerant temperature required 
t, = 2.8?C (As against — 1°C selected in Example 20.3) 


15.39С 





20.4.2 4-Row Coil 


A smaller number of rows will result in the following: 
(i) Lower refrigerant temperature 
і,ш- 2.8°С 
апа a lower mean surface temperature. 
(ii) Leaving conditions at a higher temperature as a result of higher BPF. 
(iii) Decreased heat removal 


ду = 14.95 kW 
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A comparison will thus show that a 6-row coil will cost more. However, for the 
same condensing temperature, say t, = 37°C although a 4-row coil would cost less 
but other costs will increase as follows: 

(i) It will require 14 per cent more compressor displacement. As a result of lower 

saturated suction temperature. 

Gi) It will require 10 per cent more power for a capacity of 14.95 kW at t, = 
—2.8°C, as against a capacity of 15.63 kW at t, = + 2.8?C for а 6-row coil. 

Obviously, for an optimal design, an analysis of costs is required. It may be 
pointed out here that other choices are also available. These include: 

(i) Lower face velocity: This will result in a lower surface temperature and bring 
the outlet condition nearer to 2. Again, the face area and hence the cost of 
cooling coil will increase. 

(ii) Higher tons refrigeration per circuit: This can be adopted only if it is practi- 
cal without excessive pressure drop. This will give a higher conductance f, on 
the refrigerant side, which will lower the surface temperature іс and allow the 
use of a 4-row coil at the same refrigerant temperature of t, = – 1°C. 

(1) Another type coil: А coil of different construction may be used, i.e., a coil 
with a lower metal resistance and a lower or higher area ratio R. 
AII the alternatives can be compared for the optimal design of the cooling coil. 


Note Usually, a refrigerant temperature 3 to 5°C below the coil ADP provides ап 


economical selection. 


20.5 У .. SPRAY EQUIPMENT—DESIGN OF AIR WASHERS 
“~~ AND COOLING TOWERS 


In a spray chamber, air is brought in direct contact with a dense spray of water. The 
schematic diagram of an air-spray equipment is shown in Fig. 20.7. 
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Circulating Pump 


Fig. 20.7 Spray equipment 


The air washer and cooling tower are two common types of spray equipment used 
in air conditioning. In spray equipment, there is direct contact between air and the 
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sprayed water. Consider such a heat and mass exchanger in which the mass flow 
rates of the dry air and water are m, and m, respectively. The processes undergone 
by air and water are similar to those shown in Fig. 20.3. Equations derived in 
Sec. 20.2 can be applied to the process. However, in the case of spray equipment, the 
wetted-surface area is not clearly known as it is formed by the surfaces of individual 
droplets in the total volume of the equipment. We, therefore, denote the interfacial 
contact area of the surface of water droplets per unit volume of the equipment by a, 
so that the contact area in a differential volume dV is dA = аду, and the total area A 
= aV. Also, the temperature of water 1, in the equations replaces the temperature f; 
of the surface. 
The energy balance equation for the process can be written using Eq. (20.7) as 


dÅ =- m, C, dt, = rh, dh = k,(adV) (hs – №) (20.39) 
where C,, is the specific heat of water. Equation (20.39) on integration gives 


je dt, — k,aV 
1 





= 20.40 

hy = ћ ту ( ) 

Equation (20.40) сап be used іп conjunction with Eq. (20.12). Comparing the 

two, we have 

dh m 

=- —> (20.41) 
С, dt, т, 

Hence, if the properties of moist air are taken in the form of an enthalpy- 

temperature chart, which is another form of the psychrometric chart shown in 





Fig. 20.8, a line AB of constant slope given by С, m,,/m, can be drawn for any 
process provided the initial state of water f, and that of air at 1, and their mass flow 
rates are known. Such a line is called the energy balance line. The line AB is drawn 
from A, the point where the horizontal line corresponding to Л cuts the vertical line 
corresponding to ty,» upto the point B which is on the vertical corresponding to the 
water inlet temperature Ж Thus the enthalpy A of air varies along the line AB at any 
section according to the water temperature 1,. The vertical distance between the 
saturation line and the line AB represents the enthalpy potential (Л; — h) at any 
section at the water temperature 1,. See how the driving potential changes from 
(hs, — hj) at one end to (hs, — hy) at the other end. 

To determine the value of the dimensionless performance coefficient termed 


NTU, viz., k,,aV/m,,, for any equipment from the performance curve as in Fig. 20.3, 
one can also plot a graph between 1/(/; — h) against 1, and evaluate the area of the 
curve for substitution in Eq. (20.40). 

In the case of pumped recirculation or evaporative cooling, & is constant, and 
hence Eq. (20.9) can be integrated directly, so that 


0; — 0 

— In LS 72 =-Ю аў 
Qs - 0 Ma 
0; – @ 

5 2 e” (20.42) 
05 - 0 
каў 
where Z= 
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Energy Balance Line 
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Fig. 20.8 Process line for air washer on h-t chart 


The process is shown in Fig. 20.9. It will be seen that the air washer humidifying 
efficiency and bypass factor are given in terms of Z by the following expression 























hs 
h2 
Рд 
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Fig. 20.9 Process line for air washer on psychrometric chart 


Example 20.4 illustrates the design procedure for a spray dehumidifier. The same 
procedure is adopted in respect of air washers in general (humidifier and evaporative 
cooler) and cooling towers. 
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Example 20.4  Sprayed Coil 


Air at 32.2°C DBT and 50 per cent RH, enters a spray-type dehumidifier at the rate 
of 4.717 m/s. Chilled water enters at 4.4°C and leaves at 11.2°C. The ratio of 
water to air mass flow rate is 1.2. The face velocity of air is 2.032 m/s. The value 
of the product К„ a тау be taken as 1.334 kg/sm. Calculate the length of the 
dehumidifier and the state of air at the exit assuming parallel flow. 


Solution Refer to Figs 20.10 and 20.11 





















Section 1 

32.2 
| Section 2 
o 
g 
€ 112 
© 
о 
Б 4 
У wee" те 

44 

Length —- 





Fig. 20.10 Air and water temperatures for Example 20.4 











4.4 — °С 32.2 
Fig. 20.11 State changes of air and water for Example 20.4 
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Air inlet conditions 
Қ = 32.2°C, RH, = 50%, А; = 71.94 kJ/kg d.a., 
v, = 0.901 m*/kg d.a. 
Now 
dh m 


=-— =-1.2 
Cy dt, nh, 





Note The negative sign is taken for parallel flow. 


Also, we have 
11.2 


2 
dt, k dt, К, 

“© | w _ o aV ir ee | fy = Ко ау 

hsh m iq hi7 As m 


Divide 6.8?C temperature interval into four equal parts with ordinates at 4.4, 6.1, 
7.8, 9.5 and 11.2?C. Table 20.5 can be prepared by calculating h by energy balance 
for each increment, i.e., 

Ah =- 12 C, At, =- 1.2 (4.187) (1.7) = — 8.54 kJ/kg d.a. 











w 


Table 20.5 Stepped calculations for Example 20.4 


Section 








Using Simpson’s rule 


"edt, _ (012-44) 
dha hs 3x4 





[0.0184 + 0.1805 + 4(0.0236 + 0.555) 


+ 2(0.033)] 
= 0.3294 
Hence 


ky аУ 
Že “= 0,3294 (4.187) = 1.3792 
т 


w 
Mass flow rate of dry air 


m, = 


д 4.717 
e. - = 5.235 kg/s 


0.901 
Mass flow rate of water 


m, = 5.235 x 1.2 = 6.282 kg/s 
Voume of dehumidifier 





_ 13792 ту, _ 6.282 (13792) 
kp a 1.334 


Face area FA = AT = 2.322 m? 
2.032 


V = 6.495 m? 
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Length of dehumidifier 
У 6495. 


| БА 232 © 
In order to find the state of air at exit, the process can be plotted on the 
psychrometric chart as shown in Fig. 20.11. Joining 1 and 5, we get a, joining a and 
5, we get b, and so on. Finally joining с and S, we get the leaving air state 2, for 
which the dry bulb and wet bulb temperatures are 
t = 15°С and б = 13.6°C 





20.5.1 Significance of Performance Coefficient k,, aV/m,, in Cooling 
Tower Selection 


To obtain the value of k,, aV/ m, , the integral on the left hand side of Eq. (20.40) 
must be evaluated. 

The value of the integral cannot be obtained directly. For the purpose, the cooling 
tower is subdivided into “N” sections, and the integral is replaced by a summation of 
values prevailing in each section. 

Thus, Eq. (20.40) takes the form 


ko aV =C Y UT, 
Ту P і-і (ћ, = һ); 

This gives the value of the coefficient as a function of т,/т,. 

If the summation is done for specified values of 

(i) WBT of air t at inlet 

(ii) Water inlet temperature ty, 

(iii) Water outlet temperature Ly, 
then the summation gives required value of the coefficient. A plot of the same 
as a function of m „/т „ represents the thermal demand as shown by curve A in 
Fig. 20.12. The cooling tower must fulfil this condition. According to the curve, the 
larger the value of m,,/m,, the larger is the coefficient and hence the demand on the 
cooling tower in terms of size/volume *V' and the wetted surface area ratio “а” which 
means smaller droplet size/atomization, number of stacks, packing, etc. 

On the other hand, if the summation is done, by actual measurements in an 
experiment on the cooling tower, we get available value of the coefficient for that 
cooling tower. It is found that entering WBT of air t | and inlet water temperature tw, 
do not affect the coefficient. However, the values of ій, and m, do influence water 
cooling, and hence affect the coefficient. The variation of the coefficient for a cool- 
ing tower as a function of т,/ rt, can be expressed by 


: =F 
айы В (20.44а) 


(20.43) 


т w m a 
where x and y are determined experimentally. Taking logarithms, this relation takes 


the form of a straight line 


In Cu = In x - y In ЁЗ (20.446) 


т, а 
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A typical relation for a cooling tower 
К. aV .0NO072 
a m, 
—2—— 20.79 (еј (20.44 с) 
т w Ma 
is shown by line B in Fig. 20.12. 
2.0 
Thermal Demand Curve 
Required Coefficient Й 
1.5 
r^ = 10 
sE C 
= 08 | 
‚© | 
о І 
Е | 
Ф | 
Q | 
о 0.6 | 
Experimental Relation 
Available Coefficient 
0.4 | 
0.4 06; 08 10 2.0 
те) Ratio + 
та /с та 
A koaV › My | 
Fig. 20.12 pm as a function of —— : experimental and thermal demand curves 
и) а 


Note К, = f,/Le C, depends mainly on fg and hence on ma. 


The intersection of curve A and line B, viz., the operating point C, represents a 
complete match between the capacity of the cooling tower and the required cooling 
of water at the rate (7i, / й) с for given 11, ty, and t, At a lower value of r, / ri, 
the cooling capacity of the tower is greater than required, while at a higher value of 
m,,/m, the capacity is less than required. 





Example 20.5 Experimental Determination of Performance Coefficient 
A test is performed on an induced draft counterflow cooling tower. The following 


observations are made: 
Water flow rate 
Air flow rate 
Entering water temperature 
Leaving water temperature 
Ambient air conditions 


: 12.62 kg/s 

: 11.9 kg/s 

: 36.3?C 

2 332.4 (8) 

: 43.3?C DBT, 25.6°C WBT 


Determine the value of the performance coefficient k,,aV/m,,. If the dimensions of 
the tower are length L = 3.9624 m, width W = 2.616 m and height H = 2.438 m, 


what is the value of kọ a? 
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Solution Let the cooling tower be considered as divided into 6 sections as shown 
in Fig. 20.13 with the water temperature dropping by 0.7°C in each section. The 
values of 1, and л; = f(t; = t) are given in Table 20.6 for each section. The values 
of enthalpy of air for each section are calculated from the change in enthalpy 
corresponding to m „/т „ = 12.62/11.9 = 1.06 given by 


Ah = 7* C, At, = (1.06) (4.1868) (0.1) = 3.9 kJ/kg 


m, 

















EN "C 
Y Y Y Y Y Y Y Y 
6 | ћ=1025 .M ы-36%С---- 
kg d.a A 
5|---985 - - - - 356 --- - 
4|--- 96 - - - - М9---- — 
з|---907 - - -= =- 342 ---- " 
Ф 
o 
Load 5 
2|---868 SS - - 335—---—-- Е 
О 
1|---%29 - - – - 328 ---- 
mpm 
0 | ---nz79 XM tw=32.1°C << 
Air In kg d.a. 
————- А 
43.3°C DBT |- 
25.6°C WBT 























Fig. 20.13 Induced draft cooling tower: figure showing sections for Example 20.5 


The values are also given in Table 20.6. 


Table 20.6 Values of properties at sections for Example 20.5 


Section 0 1 2 5 





t= tp, С 32.1 32.8 33.5 35.6 
hs, kJ/kg 111.2 115.1 119.5 133.0 


ћ, кука 790 82.9 86.8 98.5 
1 
ће —h 


.03106 .03106 .03058 .02899 


Yo У! У; 3 ys 
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Using Simpson’s rule 





dt, A ty 
rs Th = ET [yo + y6 + 4 1 + уз + y + 2 (2 + yg] 





4.2 
zb [.03106 + .02825 + 4 (.03106 + .0304 + .02899) 


+ 2 (.03058 + .02959)] 
= 0.12634 


Performance coefficient 





ko aV dt 
w = с, | “—- = 4.1868 (0.12634) = 0.529 


т = 


Cross-sectional area of flow of air and volume of cooling tower 
A = WL = 2.616 x 3.9624 = 10.366 m? 
У = AH = 10.366 x 2.438 = 25.27 m? 


Value of coefficient Кра 





Í 12.62 
k,a = 0.529 7% = 0,529 2:02) _ 0.2642 қап? 
ү 25.27 
Note (i) This value of performance coefficient is much below the value given by line В іп 


Fig. 20.12. 

(ii) More the number of sections taken, better is the accuracy. 

(iii) Calculations can also be done by using Eq. (20.43) for summation, instead of 
Simpson’s rule, taking mean values for sections 0-1, 1-2, etc. 





20.5.2 Crossflow Cooling Tower 


Cooling towers without fans are known as atmospheric cooling towers in which the 
air velocity depends on wind velocity. The flow of air and water in them is crossflow. 
Some forced or induced draft cooling lowers are also designed as crossflow towers. 
This reduces the height of the tower. Such towers are convenient for installation on 
the roofs of high-rise buildings. 

Calculations in crossflow towers can be done by dividing the tower in N number 
of horizontal and vertical sections. The volume of each section is thus reduced to 
VIN. Similarly, the area A = aV as well as the performance coefficient are reduced 
accordingly. Example 20.6 illustrates the procedure by dividing an atmospheric 
cooling tower into 4 horizontal sections. 





Example 20.6 Atmospheric Cooling Tower 

Water enters an atmospheric cooling tower at 7.57 kg/s at 36.4°C. The dimen- 
sions of the tower are W = 1.853 m, L = 2.134 m, H = 3.886 km. The wind 
velocity can be taken as minimum/normal equal to 3 miles per hour. The per- 
formance coefficient for the cooling tower as a whole сап be taken as k,aV/m,, 
= 0.8. Find the temperature of water leaving cooling tower, and the heat 
removed, if the WBT of ambient air is 28.3°C. 
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Solution Volume of the tower 
V = WLH = 1.853 (2.134) (3.886) = 15.366 m? 
Face area of the tower 
FA = WH = 1.853 (3.886) = 7.2 m? 
Wind velocity 
_ 3 х 1760 x 3 x 0.3048 


3600 
Divide the tower into 4 sections horizontally as shown in Fig. 20.14. 


= 1.341 m/s 





my = 7.57 kgls 
+ fy, = 36.4°C 








| 
| 
5 


һа 
та = 2.9 kg/s 4 








к 
А а ћ2 
та = 2.9 kg/s ++ > = 
tw, 
Wind — 
у 
ћа 


| 
| 
Ja 


ma = 2.9 kg/s -Н 








| 
| 
: 


Ma = 2.9 kg/s +4 














Fig. 20.14 Atmospheric cooling tower divided into 4 sections for Example 20.6 


Flow rate of air through the whole tower 
= (FA) (C) p = (7.2) (1.341) (1.2) = 11.59 kg/s 
Flow rate of air through each section 


та = = = 2.9 kg/s 


Coefficient К„ a for each section 





k, aV | n 0.8 (7.57 
koa =| Ws CoN otia E it 
My У 15.366 
Let the temperature of water leaving sections be f,, , boy by and ¢,,. The enthalpy 


of air entering is h, = 92 kJ/kg d.a. at the given WBT of 28. 39С. Let the enthalpy of 
air leaving sections be hj, hê, т апа Hi. Volume of each section is 15.366/4 — 
3.8415 m°. Calculations for sections are then done as follows: 
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Section 1: 
ty, = tp, ті; = 36.4°С 
in 1 1 
hs = hs, = 116.5 kJ/kg d.a. 
h, = 92 Кука d.a. 
AQ = (Кра) (V) (hs – h) 
= (0.394) (3.8415) (116.5 – 92) = 37.08 kW 





1 
T: 
Ah= АО ы... 12.8 kJ/kg d.a. 
rh, 29 
1 
T TRE же 06 = 1.17°С 





W т, С, 7.57 (41868) | 
hl = 92 + 12.8 = 104.8 kJ/kg d.a. 
һы = by, = 364 = 1,17 = 35.23°С 


Wout 


Values similarly calculated for all section are given in Table 20.7. 


Table 20.7  Section-wise calculations for crossflow atmospheric cooling tower in 
Example 20.6, Fig. 20.14 


h AQ Ah 


°С — kJ/kgd.a kJ/kgd.a. kW kJ/kg d.a. 
1-2 36.4 116.5 92 37.08 12.8 
2-3 35.23 115.0 92 34.8 13.54 
3-4 34.15 114.0 92] 33.3 12.96 
4-5 3B. Ih 113.0 92 31.77 12.36 





Section 








Note that the wetted surface temperature for each section has been taken as equal 
to the temperature of water at inlet to the section. For example, for section 
1-2, 15 = 1,,. Results сап be improved if we take 
tw, tly, 364- 3523 

2 2 
for section 1-2, and similar average values for all the sections. Doing accordingly, in 
the second approximation, we find the heat-transfer rates, and the temperatures of 
water leaving sections are as follows: 


ts = = 35.82°C 











Thus, the temperature drop of water is 36.4—32.2 = 4.2°C. Wet bulb approach is 
32.2 — 28.3 = 3.9°C. 


Note Тһе cooling tower efficiency is found as follows: 


_ Temperature drop of water 
Maximum possible temperature drop 





Tltower 
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36.4 - 32.2 42 R 
занава PAS 


Total heat-transfer capacity of the tower is 35.26 + 34.18 + 33.14 + 32.2 = 134.8 kW = Оу, 


equal to the heat rejected іп condenser. 


Note (i) If the COP of the refrigerating machine is taken as 3, this will correspond to a 
refrigerating capacity of [3/(1+3)] 134.8 = 101 kW (28.8 TR). 


(ii) Heat transfer сап also be found as Qk = My С; А. 
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à 
ж Revision Exercises 


20.1 (a) 30 cmm of air is to be cooled from 25°C DBT and 50 per cent RH to 
12°C DBT and 11°C WBT using a direct-expansion coil with 1.27 cm 
O.D. tubes with 0.71 mm wall thickness and staggered at 3.81 cm cen- 
tres. Determine the total fin-side surface area per row per m? of face area, 
and also per m? of the inside-tube surface area. The coil has 5 fins/cm. 
(b) Assume the air-side heat-transfer coefficient as 62.5 W/mK and the 
refrigerant-side coefficient as 1500 W/mK. The thermal conductivity 
of copper is 385 W/m.K. Assuming the fin efficiency to be 95 per cent, 
and neglecting the thermal resistance of the condensate layer, find the 
value of the coefficient for total heat transfer based on the fin-side 
surface area. 
If the coil contains four rows, determine the evaporating temperature of 
the refrigerant. 
20.2 Water at the rate of 1 kg/s is to be cooled in a cooling tower from 32°C to 
28°C. The ambient dry bulb and wet bulb temperatures are 40°C and 26°C 


(c 


wm 
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respectively. Taking the ratio of rates of the mass flow of water to mass flow 
of air as 0.75, calculate: 

(a) Required tower volume 

(b) Condition of air at exit 

(c) Height of tower if the air velocity at the exit is 1.5 m/s. 
The mean value of the product of the coefficient of diffusion of water vapour 
into air based on the specific humidity and surface area of water droplets per 
unit volume of equipment, viz., Ка, may be taken as 0.5 kg/sm?. 

20.3 Air enters an evaporative cooler at the rate of 4.5 m/s at 40°C DBT and 
26°C WBT. The required relative humidity at exit is limited to 60 per cent. 
Calculate: 

(a) The dry bulb temperature of air at exit. 

(b) The length of air washer if the face velocity at the inlet is 2 m/s. 
(c) The required humidifying efficiency of the air washer. 
Take the mean value of the product К,а for the apparatus as 1.3 kg/s m). 
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Transmission and 


Distribution of Air 


The air-handling system consists of: 


(i) The air distribution system comprising various inlets for recirculated air and 


outlets for the supply air. 


(ii) The duct system including the return duct, supply duct, and air-conditioning 
apparatus comprising of dampers, filters, coil/air washer, etc. 
(iii) The fan which provides the necessary energy to move the air. 

Figure 21.1 shows how air is handled in a simple air-conditioning system. It is 
seen that a closed loop is formed for the circulation of air. The reference point in this 
loop is the room itself which can be considered at atmospheric pressure. The air 
enters the return duct through the inlets from the room and continues to drop in 
pressure until it reaches the fan. The fan raises the pressure. Thereafter, the pressure 
starts dropping in the supply duct until the air is released to the space. Therefore, 
the pressure on the suction side of the fan is negative, and on the discharge side, 
positive. The pressure in the room is atmospheric, i.e., zero gauge. 
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Fig. 21.1 Schematic air-flow diagram for an air-conditioning system 


In this chapter, we shall concern ourselves with the distribution aspects of the 
system, design of ducts and the pressure required to be developed by the fan. The 
aspects pertaining to fans are discussed in Chapter 22. 
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21.1 У ROOM AIR DISTRIBUTION 


The requirement of good room air distribution is to create a proper combination 
of temperature, humidity and air motion in the occupied zone which is normally 
at 1.8 m above the floor level. The maximum variation in temperature in a single 
room should not be more than 1°C. The desirable air velocity is 9.1 mpm at the 
occupancy level. 

Draft is defined as any localized feeling of coolness or warmth of any portion of 
the body due to both air movement and air temperature, with humidity and radiation 
considered constant. The warmth or coolness of a draft is measured above or below 
the controlled room condition of 24.4°C DBT at the centre of the room and air 
moving at approximately 9.1 mpm velocity. To define the difference At in effective 
temperature for comfort, Rydberg and Norback? use the following equation 

At = (t — 24.4) — 0.1276 (C — 9.1) (21.1) 
where г is the local temperature іп °C and C is the local velocity in mpm. It will be 
seen that a 1?C difference in temperature is equivalent to 9.1 mpm difference in 
velocity. It may be noted that proper air distribution calls for entrainment of room air 
by supply air to bring the velocity to 9.1 mpm in the entire space. 

The most desirable direction of cooled supply air is from the front side towards 
the face of a person. Cold air directed towards the feet or from the back is undesir- 
able while warm air directed towards the feet is comfortable and directed towards 
the face is undesirable. 

From the considerations of permissible limits of sound levels, the maximum 
recommended velocities from air outlets are given in Table 21.1. 


Table 21.1 Recommended outlet velocities 


Application Outlet velocity, mpm 





Broadcasting studios 90-150 
Residences, 

Private offices, 150-225 
Theatres 

Cinema theatres 300 
General offices 330-375 
Stores, upper floors 450 
Main floor 600 





The principles of air distribution involve the following factors. 

Blow or Throw: Blow or throw L is the distance travelled by the supply air stream 
in the horizontal direction on leaving the air outlet and reaching a velocity of 
15 mpm. The velocity is measured in the occupied zone at 1.8 m above the floor 
level. The localized condition just at the end-point of blow will not be comfortable 
due to lower temperature than 24.4?C, and higher velocity of 15 mpm compared to a 
velocity of 9 mpm after diffusion of supply air in room. 

The desirable length of blow is up to three-fourths of the distance to the opposite 
side of wall. 

Drop: Drop is the vertical distance the air moves after it leaves the outlet and 
reaches the end of the blow. 
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Induction Ratio or Entrainment Ratio: Тһе air leaving the outlet is primary air. This 
supply air entrains some room air, called the secondary air. The sum of primary and 
secondary air is called total air. The induction ratio R is defined as the ratio of total air 
to primary air. The induction is governed by the momentum equation 

тС, + mC, = (m, + m) С; (21.2) 
where the subscripts 1, 2, and 3 refer to primary, secondary and total air respectively. 

Blow depends on the initial supply air velocity, temperature difference 
between the supply and room air and induction ratio. Induction, in turn, depends on 
the primary air velocity and perimeter of primary air stream. 

In addition to the primary and secondary air streams, air motion also develops in 
the room as a result of natural convection due to the density difference between the 
room air and the colder or hotter supply air. 

The induction ratio at distance x from the outlet is 


D X c (21.3) 
т С, 

where C, is the velocity at distance x, and К is the entrainment coefficient = 2 for 

round ducts. 

Spread: Spread is the angle of divergence of an air stream after it leaves the outlet. 

The spread can be both horizontal and vertical. 

Air outlets can have three types of vanes, viz., straight, converging or diverging 
vanes. Outlets with straight vanes produce a spread of 14 to 24° (approximately 19°) 
in both the vertical and horizontal planes. Outlets LA 
with converging vanes have approximately the 
same spread as straight vanes but the blow is about 
15 per cent longer. Outlets with diverging vanes 
give a fanning effect and have a marked effect on 
the direction and blow. Figure 21.2 shows an 


outlet with vertical vanes. The end vanes are lt 
turned at an angle of 45? and intermediate vanes 
are turned by progressively smaller angles. Such 


an outlet has a horizontal spread of 60?. The blow 
is reduced by about 50 per cent as compared to Fig. 21.2 Spread in a 
that of a straight-vane outlet. 45? outlet 


2 45° 


еи 


ЕС Miu 








21.1.1 Types of Supply Air Outlets 


The outlets may be classified as high sidewall, low sidewall, ceiling and floor outlets 
according to their location. There are also numerous outlet designs which are 
described by their construction features. Accordingly, there are four basic types of 
outlets. 
(i) Grille outlets. 
(ii) Slot diffuser outlets. 
(iii) Ceiling diffuser outlets. 
(iv) Perforated ceiling panels. 
Grille outlets may have adjustable bar grilles which are the most common types 
with vertical and horizontal vanes. They may have fixed bar grilles in which case 


The McGraw-Hill companies 


Transmission and Distribution of Air 699 


vanes are not adjustable, but they are fixed either straight or at an angle. The appli- 
cation of grille outlets is in a high sidewall location. They are not acceptable in 
ceiling location for comfort application as they may cause draft conditions. The 
accessories to grille outlets are shown in Fig. 21.3. These help in the uniform 
distribution of air over the whole grille area. A combination of a grille and a damper 
is called a register. 
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Fig. 21.3 Accessories to grille outlets 


A slot diffuser is an elongated outlet with an aspect ratio of 25 : 1 and a maximum 
width of 7.5 cm. Their application is in high sidewall locations or perimeter 
installations in floors. They should not be installed in ceilings. Accessories to slot 
diffusers are dampers normally available as integral equipment. 

Ceiling diffusers are mounted in the ceilings. Multi-passage round, square or 
rectangular are the most common types. They consist of a series of flaring rings or 
louvers, which may be of adjustable pattern or variable area type. They may also be 
fitted with dampers. 

Perforated ceiling panels use the confined space above the ceiling as a supply 
plenum. Air is delivered to the room through holes or slots. The upper and lower 
limits of the plenum pressure are 3.5 mm and 0.025 mm Н,О respectively. The 
recommended supply air rates are 0.3 to 4.5 cmm/m/ of the floor area. Perforated 
ceiling panels are suited to large zones of uniform room temperature. 


21.1.2 Mechanism of Flow through Outlet 


The mechanism of flow of air from the duct and through the outlet to the room is 
shown in Fig. 21.4. A, is the core area or the area of grille opening in which the air 
flows with a velocity C,. Ај, is the free area of the grille through which air can pass. 
The ratio А, /А is Ry, so that Cy, = C/R Ao is the area at the vena contracta formed 
outside the grille. If C, is the discharge coefficient of the outlet, and С, is the veloc- 
ity at the vena contracta. 


беен бше, (214) 
Ај AR fa 
A 
буш Сез „© (21.5) 





А, Са К 
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Fig. 21.4 Mechanism of flow of air through a duct outlet 


The zone of interest is at 25 to 100 times the diameter or width of the outlet in the 
x direction. In this zone, the velocity at any x is given by 


С, _ KD Куд 


Со х х 
К'Соу Ao Ж K'Q, _ K'Q, 

x x Ag x AC; Rg, 
where Q, is the volume delivered by the outlet and К' = 1.13 К. 


The tested values of K are given in Table 21.2. Equation (21.6) can also be used 
to calculate the throw L by putting С, = 15 mpm = 0.25 m/s. 


K’ О, 


L-x2 TD 21.7 
"7 085 РАТКА (22) 


As far as the entrainment ratio R is concerned, it is given by the following empiri- 


С, = 











(21.6) 





cal relations in which Q, represents the volume of the total air at any distance x from 


the outlet and О, is the volume of primary air. 
For circular jets 


j 2 С 
к= © = 2 


x € 
Qs КУА С, 


к= © ZEE (21.9) 
0, к \ H С, 


Table 21.2 Recommended values of K 





(21.8) 


For long slots of width Hp 





Type of Outlet K 
C, = 25 to 50 m/s С, = 100 to 500 m/s 








Free openings, 

round or square 5.0 

rectangular, AR < 40 4.3 
Grilles, Ry, 2 0.4 4.1 
Perforated panels 

Ка = 0.03 to 0.05 


Ry, = 0.1 to 0.2 
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Example 21.1 А grille has a core area of 0.3 т х 0.5 m. The free flow area is 
90 per cent. The discharge coefficient may be taken as 0.8. The recommended 
value of coefficient K “is 5.0. Find the core velocity, and cmm of air delivered, so 
that the air velocity is 0.25 m/s for a throw of 15 m. 


Solution Core area, and area at vena contracta 
A, = (0.3) (0.5) 20.15 m? 
Ao = A, Ry, C, = (0.15) (0.9) (0.8) = 0.108 m? 


С, _ КА _ 50108 | 1095 
15 








Co X 
C ; 
х = = = ue = 0.1521 
C, СоСаКа (08) (0.9) 
Core velocity and volume delivered 
2. 
С, = T = 1.644 m/s 





^^ 01521 01521 
д,-С.А.-(1.644) (0.15) = 0.247 т? 





21.1.3 Considerations for Selection and Location of Outlets 


The selection and location of supply air outlets is governed by the following 
considerations: 

(i) The amount of air to be delivered by the outlet should be proportional to the 

load of the part of the space for which it is installed. 

(ii) The selection of the type of outlet is governed by the ceiling height, nature of 
room occupancy, etc. 

(iii) The location of the outlet should be governed by the condition of uniform air 
distribution and rapid temperature equalization. 

(iv) The selection of size of the outlet can be made from the manufacturer's cata- 
logue data according to the air delivery, core velocity, distribution pattern, 
sound levels, throw, drop, spread, etc. 

As a corollary to this, the outlets should be located so as to neutralize the concen- 
trated loads, such as those that result from exterior windows, electronic equipment, 
etc. In buildings in which the lighting load is heavy, i.e., more than 55 W/m’, and the 
ceiling height is more than 4.5 m, it is desirable to locate the outlets below the light- 
ing load. 

In such and similar cases of concentrated loads, the return grilles or inlets can be 
located adjacent to these loads so that warm air (in the case of cooling) is withdrawn 
from the source instead of being dissipated in the conditioned space. This 
arrangement is also suitable to remove the fumes, pollutants, etc., from their sources 
in the space. 

In their distribution pattern, the outlets may have characteristics in between the 
behaviour at the two extremes. 
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At one extreme are ceiling diffusers with radial flow. As a result of the large 
perimeter area of the primary air, they will have high entrainment rate and rapid 
temperature equalization in room. The air will, however, quickly slow down and will 
have a short throw. 

At the other extreme are slot diffusers. They have low entrainment rate and slow 
temperature equalization. But they have a long throw. 

Thus, generally speaking, ceiling diffusers can deliver more air to a space than 
grilles and slot diffusers. Because of their high entrainment, ceiling diffusers may 
also be used in systems with low supply air temperatures. In spite of the low supply 
air temperature, induction will result in rapid temperature equalization. 

The same cannot be done in the case of slot diffusers and grilles. In their case, this 
temperature difference may not exceed 11°C. They are used only when the throw 
required is very long. 


21.1.4 Distribution Patterns of Outlets! 


The general distribution patterns of various types of supply air outlets will now be 
described. The representation for primary air, total air, natural convection air and 
stagnant zone will be as shown in Fig. 21.5. It will be seen that the distribution 
patterns follow differently for cooling and heating. The best distribution pattern is 
one in which the whole room air is set in motion, and there are neither any stagnation 
zones nor zones of draft at the occupancy level. 


CO 1 [277 | 


(а) Ргітагу Аіг (6) Тога! Аг (c) Natural Convection (d) Stagnant Zone 














Fig. 21.5 Representation of primary, total and natural convection air and 
stagnation zone 


A. High Sidewall Grilles/Ceiling Diffusers Discharging Air Horizon 
tally Figure 21.6 (a) and (b) shows the distribution patterns for cooling and 
heating respectively for a high sidewall grille. The variation of the vane setting may 
affect the flow to some extent but the general pattern will be the same. 

It is seen that during cooling, the total air drops on the occupied zone at some 
distance from the outlet, depending on О, Ca, (t; — 1), deflection setting, ceiling 
effect and type of loading in space. It may be noted that the throw is about three- 
fourths of the room width, and in no case should the air overthrow otherwise draft 
conditions will result. 


tT 
4 


SOS г 








(а) Cooling (b) Heating 
Fig. 21.6 Distribution patterns for high sidewall grille 
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During heating, the total warm air tends to rise. This results in a large stagnation 
zone. A degree of over-blow may be helpful in minimizing the stagnation zone. 

The general pattern for ceiling diffusers projecting air horizontally is similar 
though symmetrical on the two sides as shown in Fig. 21.7(a) and (b). There is hardly 
any stagnation zone for cooling application though the same cannot be said for the 
case of heating. During heating, cold air from the walls tends to drop but warm air 
tends to remain near the ceiling. A large stagnation zone results. An 
attempt must be made to direct the air towards the cold walls. 


Ж NN 
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(a) Cooling (b) Heating 


Fig. 21.7 Distribution patterns for ceiling diffusers projecting air horizontally 


These outlets with high location are practically suited for cooling with a large 
dehumidified rise, of the order of 13 to 17°C. They are selected on the basis of drop 
and throw. 


B. Floor Registers Discharging Air Vertically Floor registers normally 
discharge primary air in a straight vertical jet as shown in Fig. 21.8. Ultimately the 
total air, after reaching the ceiling, fans out. In the case of cooling, it falls out soon 
after travelling a short distance. 














^ (а) Cooling À (b) Heating 


Fig. 21.8 Distribution patterns for flow registers 


The cooling diagram shows stagnation region above the terminal point of the 
total air. In a large space, this stagnation zone may extend much farther and to a 
lower level. In the case of heating, the total air follows the ceiling and then descends 
down if flowing along the cold exterior walls. 

There is a better temperature equalization for heating than for cooling. In these 
outlets, generally, an increase of the supply air velocity will improve the air distribu- 
tion. These outlets are more suited for heating only. 


C. Floor Diffusers Discharging Air in a Spreading Jet Floor diffusers are 
similar to floor registers. The only difference is in the nature of the jet which is 
spreading in this case, instead of being nonspreading as seen from Fig. 21.9. 
Although the characteristics are similar, the stagnation zone is much larger during 
cooling but smaller during heating. 
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(a) Cooling (b) Heating 
Fig. 21.9 Distribution patterns for floor diffusers 


These outlets are suitable when the heating requirement is severe and primary, 
and the cooling requirement moderate and secondary. 

Floor outlets are not permissible when people are seated such as in theatres. But 
where people are moving, as in stores, they are quite permissible. However, a very 
low dehumidified rise, say, not more than 8°C should be used. This will require a 
large volume flow. One disadvantage of floor outlets is that they become dust 
collectors. 


D. Low Sidewall Outlets Discharging Air Horizontally As is seen from 
Fig. 21.10, the total air during cooling remains near the floor level resulting in low 
temperature in the occupied zone and a large stagnation zone above. During heating, 
the warm air rises and temperature equalization takes place except in the region of 
total air. 
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(а) Cooling (b) Heating 














Fig. 21.10 Distribution patterns for low sidewall diffusers 


These outlets discharge air directly into the occupied zone with high velocity. 
They are not recommended for comfort air conditioning. 


E. Ceiling Diffusers Discharging Air Vertically These are ceiling diffusers 
which do not project air horizontally, but vertically as shown in Fig. 21.11. During 
cooling, the total air drops to the floor and then fans out, finally rising along the 
walls. The stagnation region is near the ceiling. During heating, the total air, after 
reaching the floor, returns back towards the ceiling. There is no stagnation zone. 

These outlets have completely different distribution patterns for cooling and heat- 
ing because of the different throws obtained. They are, therefore, used either for 
cooling or for heating, but seldom for both. For cooling, we require low values of 
supply air volume, velocity and temperature difference, whereas for heating, the 
same should be high to get proper throw. 

Nevertheless, ceiling diffusers can be conveniently applied to ducts or plenums in 
the ceiling in large spaces and halls/auditoriums. 
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(a) Cooling (b) Heating 


Fig. 21.11 Distribution patterns for ceiling diffusers projecting 
air vertically 


21.1.5 Locating Return Air Openings 


While a great deal has been written about supply air outlets, not enough is known 
about locating return air openings. The most important considerations involved in 
the location of inlets are the following: 

() There should not be any short-circuiting of air between the supply outlet 
and return inlet. The return air opening should be complementary to the flow 
pattern generated by the supply air. 

(ii) The return air which is either too cool in winter or too warm in summer or 
contains dirt, gases or odours, should be removed without causing any drafts 
or stratification in the conditioned space by making the undesirable product 
to move in its natural direction of flow. For example, to remove tobacco 
smoke, return air openings located high in the room will be most effective. 
But if the air contains cotton lint as in textile mills, returns located in the floor 
will do a better job. 

(ш) The velocity of air decreases rapidly as one moves away from the inlet. 
Thus draft conditions near the inlets are rare. However, the recommended 
velocities are approximately 240 mpm for inlets above the occupied zone and 
180 mpm within the occupied zone. 

(iv) The consideration of noise is a little more severe in the case of return inlets as 
they are normally located near the ear-level. In that case the velocity in the 
return inlet should not exceed 75 per cent of the velocity in the supply air outlet. 

From the point of view of location, a wall return near the floor is the best. A 

ceiling return may short-circuit the cold air. A wall return near the ceiling is as unde- 
sirable as a ceiling return. 

Floor returns should be avoided because they act as dust collectors. Whenever 

floor returns are used, it is necessary to provide a low velocity settling chamber. 

Also, as stated earlier, in the case of concentrated load, the return opening should 

be located near the load. 


=) 
21.2 g '.. TOTAL, STATIC AND VELOCITY PRESSURES 


The terminology used pertaining to the flow of air will now be described. For this 
purpose, we begin with the steady-flow energy equation for flow through a pipe or 
duct which can be written as 


с? 
4%) + dh + gdz = dq – dw (21.10) 
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where the various terms denote changes in kinetic energy, enthalpy and potential 
energy on the left-hand side and the heat added and work done on the right-hand side 
respectively. Since no external work is done and the heat transfer is negligible, and 
the enthalpy change, in a reversible adiabatic process, is given by 


dh = vdp = бр (21.11) 
р 


Equation (21.10) becomes 


eu 
d| — | + — др + gdz = 0 (21.12) 
2) p 


Further, in the case of the flow of air through ducts, the pressure changes аге so 
small that the density change is negligible. Equation (21.12) can, then, be integrated to 
give the well-known Bernoulli’s equation for the flow of incompressible fluids, viz., 

2 
P t e + 27 = constant (21.13) 
p 2 
where p is the density of air. Equation (21.13) is in terms of the head of the fluid, 
commonly used in hydraulics. However, in air conditioning, Eq. (21.13) is rewritten 
in the following form 
2 
pt е + pgz — constant (21.14) 


which is in terms of the pressure of the fluid. In Eq. (21.14), the three terms repre- 
sent the static pressure (SP) p,, velocity pressure (VP) p,, and pressure p, due to the 
datum head respectively. Equation (21.14) can, therefore, be written as 
Ps + Ру + pz = constant = рт (21.15) 
where ру is termed as the total pressure (TP). 
In the absence of changes of datum head, we can take 
Ps + py = Ру = constant (21.16) 
Thus, if air flowing with a velocity C is brought to a state of rest or stagnation, 
there will be a conversion of velocity pressure p, into static pressure. The static 
pressure р; will then rise to a value equal to that of the total pressure рт. The velocity 
pressure in turn is then given by 


Py = Pr - Ps (21.17) 

Both static and total pressures may be taken as gauge pressures. Equation (21.17) 

is the basic equation governing the operation of a Pitot tube used for the measure- 
ment of velocity of air by measuring the static and total pressures. 

If the velocity pressure is measured іп mm Н,О, and velocity in m/s, and p equal 

to 1.2 kg/m? is taken as the standard density of air, the velocity pressure is given by 


2 
py (9.81) = (1.2) - 


2 
zi pu (%) mm H,O (21.18) 


The McGraw-Hill companies 


Transmission and Distribution of Air 707 


If py is measured in N/m’, and the velocity remains in m/s, then 
pe iec = 5 (1.2) С2=0.6 С (21.19) 
апа expressing the velocity in terms of the velocity pressure, we have 


С= 1,291 4 py (21.20) 

The expression used for wind pressure іп Sec. 18.6.2 can also be derived. Thus 

if wind velocity is measured in kilometres per hour, and wind pressure, 1.е., the 
corresponding velocity pressure, in centimetres of water, we have 


2 
12 (С x 1000 
98.1) = — |2 
By ӨМ) 2( 3600 ) 
> Py = 0.00047 C? cm H,O (21.21) 


Note 1 mm H,O = 9.81 Pa, and in inch units, 1 in ЊО = 249 Ра 


21.2.1 Flow through a Duct 


Consider now the flow of air between two sections 1 and 2 of an insulated duct as 
shown in Fig. 21.12. By mass balance between the two sections, we have 


m = о, А, С, = p A, С, (21.22) 
А | 
— Су а. С; 


ТТТТТТТТТІТДІПТІ 





a! 


Шш-------АР ——————————M 


FTT M 








Fig. 21.12 Flow of air through a duct with drop in total pressure 


Assuming constant density of air, we have for the volume flow rate 


Q, - АС = А56 (21.23) 
Further, by energy balance, assuming frictionless flow and no pressure drop, we 
have from Eq. (21.16) 


Ps, + Py, = Ps, + Ру, = Рт (21.24) 
i.e., the total pressures at the two sections are equal. However, pressure drop may 
take place along the duct due to friction and other causes such as sudden changes in 
area and direction. An increase in the datum head also results in a drop in static 
pressure, which is not accounted for in Eq. (21.24). As a result of pressure drop, the 
energy due to static pressure will be converted into heat and appear in the form of 
internal energy or temperature rise of air which is normally insignificantly small. 
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However, to account for the drop in static and total pressures, Eq. (21.24) is 
modified to 
Ps, + Ру, = Ps, + Dv, + APL (21.25) 

where Ap; represents the total pressure drop or loss between the two sections. The 
changes in pressure due to changes in datum may also be included in the numerical 
value of Ap;. 

Further, if between the two sections a fan or blower is introduced as shown in 
Fig. 21.13 which will do work on the gas and will have the effect of raising its total 
pressure, Eq. (21.25) is further modified to 


Ds, + Py, + FTP = ps, + py, + APL (21.26) 
where FTP is the pressure rise due to the fan work and is called the fan total pressure. 


© G 
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Fig. 21.13 Flow of air through a duct with fan 
Writing in terms of energy, Eq. (21.26) becomes 
2 ; 2 ; 
р С W P C L 
5 ae 1 gs = 5 + 2, + 
р 2 m py 2 m 





(21.27) 


where W represents the fan work and L represents the losses or increase in internal 
energy. 





Example 21.2 Тһе main supply air duct of an air-conditioning system is 
100 cm x 90 cm in cross-section and carries 10 m/s of air. It branches off into 
two ducts, one 80 cm x80 cm and the other 80 cm x 60 cm. If the mean velocity 
in the larger branch is 9 m/s, find the mean velocities in the main duct and 
smaller branch. 


Solution Refer to Fig. 21.14. 
Duct areas A, = (1.0) (0.9) = 0.9 m? 
А, = (0.8) (0.8) = 0.64 m? 
Аз = (0.8) (0.6) = 0.48 m? 
Flow rates 0, = 10 m/s 
Ò», = АС, = (0.64) (9) = 5.76 m/s 
Oy, = 0, - Oy, = 10- 5.76 = 424 m/s 
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6 m3/s 





10 m3/s ——L—- 








Fig. 21.14 Figure for Example 21.2 








Air velociti 2, _ 10 11.1 m/ 
1r velocities = = К 5 
1 A 09 
О, 424 
= —— = 8.83 m/s 


G= 74, 048 





21.2.2 Pressure Drop in Ducts 


As flow continues in a duct, the static pressure of air drops. This drop in pressure 
takes place due to two factors: 

(i) Duct friction, and 

(ii) Change of direction and/or velocity. 

While the former is called the frictional pressure drop or friction loss, the latter is 
termed the momentum pressure drop or dynamic loss. If the cross-sectional area of 
the duct remains constant, the mean velocity also remains constant. The changes in 
velocity are only due to area changes. 

As aresult of pressure drop, the gas actually expands. But the change in volume 
is negligible. Hence, for all practical purposes, the density of air can be considered 
as constant. 


21.3 un. FRICTION LOSS IN раст5 


Frictional losses are usually expressed by means of D' Arcy's formula or the 
Fanning equation. 


Ар; E y- LLC 


ыы? 


where Ap, = frictional pressure drop 





(21.28) 


Н, = friction head or loss in metres of air 
p = Density of air 
f = Friction factor 
L = Length of duct 
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C = Mean duct velocity 
Ра = Hydraulic mean diameter 


_ Cross-sectional area A 








Perimeter P 
For a circular duct, 
2 
A= aD and P = zD 
4 
D 
so that Ра = A 


Equation (21.28) for a circular duct is, therefore, written as 


APL pC) FE 
D 2 D Py 
Thus, the frictional pressure drop is proportional to the dynamic head or 
velocity pressure pæn. It is directly proportional to the length L and inversely 
proportional to the diameter D of the duct. It is also proportional to the friction 
factor f, which in turn depends on Reynolds number. In ducts, the flow is normally 
turbulent for which the Colebrook-White? relation can be used for the evaluation of 
the friction factor, viz., 





Ap, = pg Hy= (21.29) 


е 41 st 
Jp 755 3gp Rede 
where k, = Absolute roughness of the duct wall in metres. 

The value of k, may be taken as 0.00015 m for ducts of sheet-metal construction. 
Rearranging of Fanning equation (21.29) with the help of Equation (21.30) and sub- 
stitution of properties of air yields the following simplified relation for frictional 
pressure drop which is due to Ё ritzsche? 


0.01422 СУЗІ 
= р!2® 





k 1.255 
| (21.30) 


Ар; (21.31) 


іп which Ар, is in N/m? for standard air at 0°C and 1.01325 bar (specific volume 
equal to 0.778 те), Cis in m/s and L and D are in m. 
Replacing the velocity by the volume flow rate, i.e., 











| НЕ 
С = Q . 40, (21.32) 
А aD 
іп Eq. (21.31), we can express Др; as a function of Q, instead of C 
0.022243 0187 L А 
Ap, = 457 N/m 
0.002268 QU? L 
= TR mm H,O (21.332) 
or in terms of C and О, by eliminating D, 
2.4865 
Арј = 0.012199 С L N/m? (21.34) 


50.6343 
Q, 


where Q, is in m/s. 
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For calculating D, Eq. (21.33a) can also be written as 


p. 04632 О 


, if Ap,is in N/m? 
pan”? 


_ 0.294 0937 


Equations (21.31), (21.33) and (21.34) are three different forms of Fritzsche’s 
formula which give quite accurate results. The expressions are used to develop duct 
friction charts as drawn in Figs 21.15 and 21.16 for low and high velocities respec- 
tively. These charts are plotted for the volume flow rate О „іп m/s as a function of the 
friction rate, i.e., the friction pressure drop per unit length Ap,/L in N/m?. The other 
parameters are the duct diameter D, and mean duct velocity C. The charts are valid for 
airat 20?C and 1.01325 bar and clean galvanized iron (GI) ducts with joints and seams 
having good commercial practice for which К, = 0.00015 m. 


if Ару15 in тт H,O (21.33 b) 
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Fig. 21.15 Duct friction chart: low flow rates 
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Fig. 21.16 Duct friction chart: high flow rates 


The following are the limitations of these charts: 
(i) If the duct is made of other materials, e.g., plastics, expanded polystyrene, 
fibre glass, concrete, wood, etc., they do not apply. 
(ii) The charts apply to air only. 
(iii) The charts are based on standard air density. 
For ducts of other materials, correction factors have to be applied. For small 
differences in the density of air, correction can be applied according to 
Ap, ec p 
For air at other temperatures, the correction can be made according to 


1 
Ару >< 9357 


21.3.1 Rectangular Equivalents of Circular Ducts 


Air ducts are usually sized first for round sections. Then if rectangular ducts are 
required, ducts are sized to provide the same flow rates and to have the same rate of 
pressure drop as for round ducts. From Eq. (21.28), 
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Ap; _, pC’  ,[pC|P 
T “тті 5717 (21.35) 





Substituting О,/А for C and transposing, we obtain from Eq. (21.35) 


| 2 (Ар; \ |А? 


Consider two ducts each handling the same О,, one circular and опе rectangular. 








The friction rate Ap,/L is the same and p and f are fixed. Hence, for both ducts АЗР 
is the same. 

Then if D is the diameter of the round duct, and a and 5 are the large and small 
dimensions of the rectangular duct, we have 


zDY 1 (ab? 
x = 
| 4 | zD 24а +b) 











32. әү” 
whence D= Е х 2d У 
з 15 0.6 
- Lass | - 1265 "PUE (21.37) 
a a + ` 


It may be noted that the velocities will not be the same in the two ducts, thus, 
affecting the value of the friction factor. The mean velocity in a rectangular duct will 
be less than that in its circular equivalent. The normal expression used for equiva- 
lence is, therefore, modified to 

(ab)? 
(а + Ь)025 


Equation (21.38) ог Table 21.3 may be used to determine one dimension of a 


р=13 (2138) 


rectangular duct, if the other is assumed, as equivalent to a circular duct whose 
diameter is known. Although round ducts require the least metal to carry a given 
quantity of air, rectangular ducts are used often because of the following reasons: 

(i) Space considerations: as they fit easily in building construction and occupy 

less building space without being conspicuous. 

(ii) Ease of fabrication. 

Square ducts are closest to round ducts. They require less material than rectangular 
ducts. The material required for the rectangular duct increases with the aspect ratio, 
viz., a/b. Hence, the attempt is always made to keep the aspect ratio close to unity. 


21.4 Chaa DYNAMIC LOSSES IN DUCTS 


In flow through ducts, whenever direction or velocity changes, the pressure loss is 
greater than if there had been uninterrupted flow. The additional loss, in excess of 
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the straight-duct friction loss, is the dynamic one. The dynamic losses in ducts are 
caused by the following: 

(i) Changes in direction, i.e., due to elbows, bends, etc. 

(ii) Changes in area or velocity, i.e., due to enlargement, contraction, suction and 
discharge openings, dampers, etc. 

Normally, the dynamic pressure loss Ap, is proportional to the velocity pressure, 
and is, therefore, expressed as a product of the downstream velocity pressure ру and 
a dynamic loss coefficient K found experimentally. Thus 

2 


Ap, = Кру= К (25) (21.39) 


where C is normally the downstream velocity. 
The losses in elbows, fittings, etc., are also expressed in terms of an equivalent 
length L, of the duct, so that 


4fL, 
Ap, = Кру = LS (21.40) 
and the relationship between the dynamic loss coefficient and the equivalent length is 
К- 1h (21.41) 
D 


21.4.1 Pressure Losses in Elbows, Bends and Tees 


The values of the dynamic loss coefficient K and/or equivalent length L, for differ- 
ent types of elbows bends and tees as shown in Fig. 21.17 are tabulated in the 
ASHRAE handbook! and are given here in Table 21.4. The coefficients are found 
nearly independent of the air velocity and are affected by the geometry and rough- 
ness of duct walls only. 

















(а)0- Deg (b) 90 - Deg Round (c) 90 - Deg Rectangular 
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3? 7, М 
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(d) Miter with Turning Vanes (e) Miter Tee with Vanes 
<a> 
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ej 
(f) Radius Tee (g) 90 - Degree Square Section 
with Splitter Vanes 


Fig. 21.17 Duct elbows, bends and tees 
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Table 21.4 Pressure losses due to elbows, bends and tees! 


Reference Type Conditions Pressure loss 
in Fig. 21.17 K L/D L,/b 








(a) 0-deg Rectangular x times value for similar 


or round; with or without 90-deg elbow 
vanes 
Miter 1:3 65 
90-deg RID = 0.5 0.9 
round 1.0 0.33 17 
section 1.5 0.24 12 
2.0 0.19 10 
Rib 
Miter 1.25 
0.5 1.25 
0.75 0.6 
90-deg 1.0 0.37 
rectangular 1.5 0.19 
section 
Miter 1.47 
0.5 1.1 
0.75 0.5 
1.0 0.28 
1.5 0.13 
Miter 1.5 
0.5 1.0 
0.75 0.41 
1.0 0.22 
1:5 0.09 


Miter 1.38 
0.5 0.96 
0.75 0.37 
1.0 0.19 
1.51 0.07 
Miter with 
turning vanes К = 0.1 to 0.35 depending on manufacture 
Miter tee Consider equal to a similar elbow, base 
with vanes loss on upstream velocity 
Radius tee As above 
90-deg section Rib R/b КЬ К 
with Miter 0.5 
splitter А 0.4 0.7 
уапеѕ $ 0.6 
1.0 


0.3 
0.2 
0.4 
0.7 
1.3 
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To minimise the pressure loss in bends, midfeathers or splitters are used when 
the aspect ratio is small. They are placed nearer to the throat where the flow is accel- 
erating. Experiments show that it is the curve ratio (Fig. 21.18) 


Бы Throat radius Ау А - R, 
Heal radius К К, R 


п-1 














which determines the pressure loss. Here 


R = Ко 
СК 
К Ro 
Ry = = = — = апа so оп. 
CR (СЕ) 
Ro 
Rw = ST 
п+1 (CR)" +1 
1 














R п+1 d. 
= СЕ-|--9-| =" (2142) mr — 
R, £1 | ———- 
R Rn+1 | 
where k= 9 = Overall curve ratio 
К, 41 Fig. 21.18 Splitters in duct 


In the case of larger aspect ratios, the use of turning vanes is recommended 
instead of splitters. 





Example 21.3 А bend for a duct is 1500 mm wide and 250 mm high. The 
centre line radius to width ratio is unity. Determine the best position for the 
insertion of one splitter. 


Solution Centre line radius, width and ratio 
R, = 0.5 (Ry + Rust) 





W = Ка – Ro 
В, 05(Қ,,,%%) 05(1+К) _ 
W (К + – Ro) (=k) 
=> pl 
3 


Curve ratio for number of splitters п = 1 


1 I 


СЕ = (ky! = ОВЕ = 0.577 


Throat and heal radii 


R 1 
Ri — Ко = 1500, —— = = 
ntl 3 


= Ко = 750 mm and Б, = 2250 mm 
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Radius of splitter 
Ry _ 750 


к= = —130 
15 CR 0577 vert 





21.4.2 Loss due to Enlargement and Static Regain 


An enlargement in a duct-run results in a decrease in velocity, and hence in the 
conversion of the velocity pressure into static pressure. The increase in static pres- 
sure, as a result of the conversion from velocity pressure, is termed static regain, 
denoted by SR. If the enlargement is not accompanied with pressure loss, there is 
full conversion of the velocity pressure into static pressure. If, however, the enlarge- 
ment is accompanied with pressure loss, the increase in the static pressure or static 
regain is reduced by the amount of the pressure loss. 

Consider the case of a gradual enlargement as shown by continuous lines in 
Fig. 21.19 in which the velocity changes gradually Кот C, to С). The figure also 
shows a gradual reduction of the velocity pressure along the length with its 
simultaneous conversion into static pressure. Since there is no loss of pressure 


Рт, = Р, + Pv, = Ps, + Pv, = Pr, 
and we have for maximum static regain 
(SR) max = Ps, = Ps, = Pv, – Ру, (21.43) 
Thus in the case of gradual enlargement, there is 100 per cent static regain. 
A gradual enlargement represents an idealized case. In the case of an actual 


enlargement, the total pressure decreases from py, to py, because of friction and 
turbulence. The pressure loss is 


Ар, = Pr, рт, = (Ps, *py) B (Ps, T Ру) 
Sudden Enlargement 


Gradual Enlargement 











Ру Џина | 
Ру» 











Fig. 21.19 Pressure variation іп gradual апа sudden enlargements 
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Hence, the static regain in the actual case is given by 
SR = (ps, – Ps) = (ру –Ру) – Ар; 


= R(py, – Ру) (21.44а) 
where R is termed the static regain factor. Thus 
Ар,-(1-К)(ру,-ру,) (21.445) 


Now consider the case of a sudden or abrupt enlargement of а duct section as 
shown in Fig. 21.20 which corresponds to the case of maximum pressure drop. Apply- 
ing momentum equations at sections | and 2, we obtain 


(ps, = Ре) А) = r (C5 — С) (21.45) 
where the mass flow rate m is given by the continuity equation 
m = pC,A, = РОА; (21.46) 
Combining Eqs (21.45) апа (21.46), we obtain for static regain 
SR = ps, - ps, = AC {Cp – Су) (21.47) 
Eddies 





(2 
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p ofco 
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Fig. 21.20 Sudden enlargement 


Equating Po — ps) from Eqs (21.44) and (21.47) we obtain for pressure drop 
through a sudden enlargement 


(Abas = PCC ~ СУ? 
c řa 
=| -1| |= c) 
с, | É ре 
1 
= (АМА, – 1): (5 pc] = (Ky)max Ру, (21.48) 


where 
(Ky) max = (A/A; — 1) is the maximum value of the dynamic loss coefficient. 


The above expression represents the maximum possible loss due to an enlargement, 
and hence corresponds to a minimum value of static regain, which is 


(SR)min = (ру, — Ру) – APL max 


1 1 
= > РС -Cj- 5 Pe - су 


(eea 
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A 1 

=2| 22 11| c) 

| А | 5 pc» 

-2(4- Пру, (21.49) 
where A is the area ratio. In Fig. 21.19 the broken lines show the pressure changes 
due to an abrupt expander. 

For the case of actual enlargements, Ap, = K, ру, Table 21.5 gives the values of 
a coefficient ratio К, as a function of the included angle доѓ the sides. Here К, is the 
ratio of the actual loss to the maximum possible loss, viz., 
= APL _ R 
! (Ар; ) max (К;) шах 





Table 21.5 Loss coefficients К, for expansion and Kp for contraction! 


Case Conditions Loss Coefficient 
Expansion 0, deg К, 
5 0.17 
7 0.22 
10 0.28 
20 0.45 





30 0.59 

40 0.73 
Contraction 0, deg 

30 

45 

60 





21.4.3 Loss due to Contraction 


Consider now a sudden or abrupt contraction as shown in Fig. 21.21. It may be 
noted that turbulence occurs at two places, viz., at the shoulders of the contraction 
in the large section, and at a section shortly after the vena contracta. It may be 
observed that the major source of pressure loss is at the neck. Thus, the loss corre- 
sponds to that of sudden expansion from the velocity С, at the vena contracta to the 
downstream velocity С», i.e., 


Ap, = 2 p(Cy- Су (21.50) 


© 





e| © © 
a 
——- C1 » Co > Co 


[med 




















= 
ес 











Fig. 21.21 Sudden contraction 
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Putting the area coefficient 


С 
с. = А hc 
А) О 
we have 
2 
Ар pee a (21.51) 
PL 2 pe С, . 
For circular orifices and for the flow of water, C, is taken as 0.62. This gives 
2 
1 2f 1 
Ар,---рС;| ——-1 
EE | 0.62 | 


1 
= 0.375 (5 edi) = 0.375 py. 


Thus the dynamic loss coefficient К; is equal to 0.375. Experimental results show 
that a more accurate value of the dynamic loss coefficient for air flow in ducts is 0.5 
for an abruptly reducing duct section. Table 21.5 gives the values of K, for different 
included angles @of the sides of the duct contraction. 





Example 21.4 (а) In a duct enlargement, the velocity reduces from 20 to 5 m/s. 
(i) If it is a 20°-angle gradual enlargement, the pressure loss is given by 


Ар; = 0.45 ( py, — py.) 
Calculate the static regain. 

(ii) What will be the static regain in an abrupt enlargement? 
(b) A 10 cm diameter duct converges gradually to 7.5 cm diameter. The static 
pressure and velocity just upstream of the reducer are 3 cm Н-О and 7.6 m/s 
respectively. The dynamic loss coefficient of the reducer is 0.1. 

Calculate: 

(i) The flow rate. 

(ii) The pressure loss in the reducer. 
(iii) The pressure indicated by a U-tube water manometer connected to 

pressure tappings at the upstream and downstream of the reducer. 


Solution (а) (i) Gradual enlargement: 
Pressure drop (1 — А = 0.45) 
Ap; = 0.45 (py, —Ру) 

= 0.45 (0.6 x 20? — 0.6 x 5?) 

= 0.45 (225) = 101.3 N/m? 
Static regain 

SR = (py, - Ру) - APL 

= 225 – 101.3 = 123.7 N/m? 
(ii) Abrupt enlargement: 
Dynamic loss coefficient 


2 2 2 
„а {| af tg) peg oq 
ка (41) a) +(75] -* 
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Pressure drop 
(Ара UC) ais Dy; = 9 (0.6 x 5°) = 135 N/m* 
Static regain 
SR = (py, – Ру) - Ap, = 225 – 135 = 90 N/m? 
(b) Gradual reducer: 
(i) Flow rate 


0, =АС, = (7.6) = 0.0597 т? 





л (01): 
4 


(ii) Downstream velocity 


0, _ (0.0597)" 


С = = 13.5 m/s 
? А) z(0075)? 
Velocity pressures 
2 
7.6 
Py, = (2%) = 2,54 mm H,O 
2 
13.5 
Ру, = EJ = 11.17 mm ЊО 


Pressure loss 
Ap, = Кру, = (0.1) (11.17) = 1.12 mm H,O 
(iii) Upstream total pressure 
Pr, = Ps, + py, = 30 3.54 = 33.54 mm H,O 
Downstream total pressure 
Pr, = pr, - Арі = 33.54 - 1.12 = 32.42 mm H,O 
Downstream static pressure 
Ps, = рт, – Ру, = 3242 - 11.17 = 21.25 mm H,O 
Pressure indicated by the manometer 
Ap = ps, - Ps, = 30 - 21.25 = 8.75 mm H,O 





21.4.4 Losses at Suction and Discharge Openings 


In an abrupt suction opening, the air is accelerated as it approaches the opening, 
forming a vena contracta inside the duct. The area changes from infinity to the duct 
area. In such a case the dynamic loss coefficient is 0.85. By making a formed entrance 
of bell-mouth shape, the loss coefficient can be reduced to 0.03 (Fig. 21.22). 


Duct Duct 
2 ы И 


ev A 
Air Flow Е 








И 

















Area =% n = 
A Ж 
ес de E y IU 
а 
V.C. 
(a) Abrupt Suction (b) Formed Entrance 


Fig. 21.22 Suction openings 
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At the discharge opening, the air is virtually at atmospheric pressure. After 
discharge, all the velocity pressure at the exit is completely dissipated. 


21.4.5 Pressure Loss in Divided Flow Fittings 


Whenever air is diverted to a branch as in Fig. 21.23, there is a velocity reduction 
in the straight-through section. If there is no loss, the change in the velocity pres- 
sure is completely converted into regain in static pressure. However, due to the 
dynamic loss, the actual static pressure regain is reduced by the static regain factor 
R. The value of R is 0.9 for well-designed and constructed round ducts with no 
reducing section immediately after take off. In less ideal conditions, e.g., in rec- 
tangular ducts of high-aspect ratio, or take-offs closely following an upstream 
disturbance, the regain coefficient can be as low as 0.5. The total pressure loss is 
given by Eq. (21.44 b) 
Ap; = (1 — К) (py, - Pv,) 


Straight-through 
(1) Duct Section 


Ons С, —> = — > 2 = Å», C2 ES 
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Fig. 21.23 Straight-through section and branch in a duct-run 
An approximate value of R = 0.75 may be taken for a straight-through duct sec- 
tion. For branch take-offs, the values of the dynamic loss coefficients based on 


branch velocities are given in Table 21.6. 


Table 21.6 Dynamic loss coefficients for branch take-offs 


Take-off Ratio of Velocity in Branch to Velocity in Main Duct 
Angle,Deg. 





0.6 0.8 1.0 1.5 2.0 
90 б 3.1 2.0 ES 0.95 0.74 
60 ; 219) 1.3 0.77 0.47 0.47 
45 s 1.3 0.64 0.43 0.4 0.45 








21.5 ULM AIR FLOW THROUGH A SIMPLE БАСТ SYSTEM? 


Consider the flow of air through a simple duct system for example as shown in 
Fig. 21.26. The overall pressure distribution for such a duct system is shown in 
Fig. 21.24. Section 1 is just after suction opening and section 4 is just before 
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discharge opening. Air is sucked in from conditioned space at zero gauge pressure, 
through the suction-side duct 1-2, by а fan. The fan raises the total pressure from ру, 
to рт, and drives the air in the discharge-side duct 3-4, before it enters the condi- 
tioned space, finally reaching zero gauge pressure again. 

Figure 21.24 also shows the distribution of static, velocity and total pressures 
through the system. Let us consider the variation of these pressures. 


Suction-side Let the pressure loss at entry of the suction opening and due to friction 
of the inlet grille be App. Then the total pressure at 1 is given by Bernoulli's equation 
0 =pr, + Арк 
Pr, ES Аре 
Static pressure at 1 
Ps, = Pr, — Pv, =— (Арк - Ру) 
Thus the static pressure at 1 is negative. We define static depression or vacuum if 
the pressure is negative as follows: 
Static depression = 0-р; 
Hence the static depression at 1 is equal to (Ар; + py,). 
Let Ap,_, be the pressure loss in the suction-side duct 1-2. Then the total pressure 
at 2 is given by 
Рт, = Pr, - Аро = – (Ape + Api 5) 
Static pressure at 2 
Ps, = рт, – Py, = – (Аре + Ару 2 + Dy,) 
Static depression at 2 is 
Арк + Api.» + py, 
Discharge-side Let the pressure loss at the outlet in the discharge grille be App. 
Then total pressure at 4 
Рт, = Apo * py, 
Static pressure at 4 
Ps4 = Рт, Ру, = Аро 
Let Ap, 4 be the pressure loss of the discharge side duct 3-4. Then the total pres- 
sure at 3 is given by 
Dr, = Pr, + AP3-4 = Арз 4 + Apo + Py, 
Static pressure at 3 
Ps, = рт, “Ру; = Арз д + Apo + рү = Ру; 
Finally, the pressure developed by the fan, called the fan total pressure, FTP, is 
given by 
FTP = рр – Pr, 
= Арк + Ap, + Арз 4 + Apo + py, (21.52) 
Thus the fan total pressure consists of the following: 
(1) The pressure loss of suction opening and friction past the inlet grille. 
(ii) The pressure loss of the return duct and air-conditioning apparatus. 
(iii) The pressure loss of the supply duct. 
(iv) The friction past the outlet grille. 
(v) The velocity pressure at the outlet. 
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In brief, it is equal to the total pressure drop plus the velocity pressure at the outlet. 
It may be pointed out that the pressure loss Ap,_, of the return duct and air-condition- 
ing apparatus may include pressure drops in air filters, dampers, cooling coil or air 
washer, heater, etc., which may form a part of the air-conditioning equipment. 
We may also define fan static pressure, FSP, as the fan total pressure minus the 
velocity pressure at fan outlet, i.e., 
FSP = FTP - py, 
Also, the fan velocity pressure, FVP, is the dynamic head at the fan outlet 
FVP = Py, 
The theoretical power requirement of the fan, normally referred to as air horse- 
power is given by 
W = Ò, (FTP) 


where Q, is in m/s and FTP is in N/m’, which can be converted into hp. W is in watts 


21.6 un. AIR-DüCT DESIGN 


The essential economics of an air transmission system is achieved by a proper 
balance between the initial or first cost and operating cost for the given flow rate of 
air. The first cost is determined by the cost of the duct system which depends on duct 
sizes. The operating cost is determined by the fan power consumption which 
depends on the pressure drop in the air-handling equipment and the duct system. The 
pressure drop can be reduced by increasing the size of the ducts but it will increase 
the first cost. Hence the need for a proper balance. 
A few general rules are stated below which should be followed in the design of 
ducts. 
(1) Air should be conveyed as directly as possible to economise on power, 
material and space. 
(ii) Sudden changes in direction should be avoided. When bends are essential, 
turning vanes should be used to minimise the pressure loss. 

(iii) Air velocities in ducts should be within permissible limits to minimise noise. 

(iv) Diverging sections should be made gradual. The angle of divergence should 

not exceed 20“. 

Rectangular ducts should be made as nearly square as possible. This will 
ensure minimum duct surface, and hence cost, for the same air-carrying 
capacity. Ап aspect ratio of less than 4 : 1 should be maintained. 

(vi) Ducts should be made of smooth materials such as galvanized iron (GI) or 
aluminium sheet metals. Whenever other materials are used, allowance 
should be made for the roughness of the material. 

(vii) Dampers should be provided in each branch outlet for balancing the system. 
(уіп) Avoid duct obstructions. 


(v 


~ 


21.6.1 Duct Construction 


The most commonly used duct material is GI sheet metal. Aluminium sheet metal 
may be used where there are benefits to be derived due to its lighter weight and 
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resistance to moisture. Heavy gauge black-steel may be used for a kitchen exhaust. 
Cement asbestos may be used for underground air distribution and for exhausting 
corrosive materials. Fibre glass ducts are in use in low velocity applications where 
thermal insulation or accoustic treatment is required. 

Duct reinforcing is done by sheet metal itself or by steel or extruded aluminium 
angles. 


21.6.2 Pressure Classifications 


Air imposes two types of loads on a duct structure: 
(i) The static load due to the mean static pressure differential across the duct 
wall. This is the dominating load. 
(ii) The pulsating load due to turbulent air flow. This load is comparatively small. 
Accordingly, the ducts are classified as follows: 
(1) Low-pressure system 
Velocities < 600 mpm and static pressure < 5 cm Н,О gauge. 
(ii) Medium-pressure system 
Velocities « 600 mpm or static pressure up to 15 cm H5O gauge. 
(ii) High-pressure system 
Velocities > 600 mpm or static pressure over 15 cm and up to 25 cm ЊО 
gauge. 

The low-pressure system permits the use of simple forming methods. A majority 
of duct construction belongs to the low-pressure type. The gauge of the sheet metal 
depends on the dimension of the longest side as given in Table 21.7. 

The recommended maximum duct velocities for the low-velocity system are given 
in Table 21.8. 

Medium and high pressure rectangular ducts may be used to meet the space 
limitations. It is generally a more expensive construction. Tie rods as well as trans- 
verse reinforcements are used. Recommended GI gauges for the two systems are 
also given in Table 21.7. 


Table 21.7 Recommended Gl gauges 


Longest side in cm GI Sheet Metal Gauge 
Low Pressure Medium Pressure High Pressure 


Upto 30 — — 26 
30-75 Upto 45 — 24 








75-135 45-120 Upto 120 22 
135—210 120—180 120-180 20 
Above 210 Above 180 180-240 18 
— — Above 240 16 





21.6.3 Duct Design Procedures 


There are three common methods for the sizing of ducts. They are: 
(i) Equal friction method 
(ii) Velocity reduction method 
(iii) Static regain method 
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Equal Friction (EF) Method In the equal friction method, the frictional pressure 
drop per unit length of the duct is maintained constant throughout the duct system. 
The procedure is to select a suitable velocity in the main duct from sound level 
considerations as given in Table 21.8. Knowing the air flow rate and the velocity in 
the main duct, the size and friction loss are determined from the chart. The remain- 
ing ducts are then sized, maintaining the friction loss per unit length at this value for 
their respective air-flow rates. 

This method of sizing ducts, automatically, reduces the air velocity in the 
direction of flow. The method is generally recommended because of its simplicity. 
Moreover, the use of a calculator, called the ductulator, speeds up the design work. 

If an equal friction design has a mixture of short and long runs of duct, the short- 
est duct will need a considerable amount of dampering. This is a drawback of the 
equal friction design. 

To determine the total friction loss in the duct system, it is necessary to calculate 
the loss in the duct run that has the highest resistance. 


Velocity Reduction Method In this method, the main duct is designed in the same 
manner as in the equal friction method. Thereafter, arbitrary reductions are made in 
the air velocity as we go down the duct run. Equivalent diameters are found, as 
before, from the friction chart. 

Though the method allows safe velocities, it is not normally adopted unless the 
person using it has considerable practical experience and knowledge to design within 
reasonable accuracy. 

The starting velocities should not exceed those recommended in Table 21.8. 


Note High velocity duct/pipe system, with velocity approaching 1800 mpm, are used for 
air conditioning in ships and aircraft to economise on spaces. 


Table 21.8 Recommended maximum duct velocity for low-velocity system (mpm) 


Application Controlling Controlling Factor:Friction 
factor:Noise Main Ducts Branch Ducts 








Main Ducts Supply Return Supply | Return 


Residences 180 300 240 180 180 
Apartments. 
Hotel bed rooms 





Hospital bed rooms 
Offices. Libraries 
Theatres 

Stores. Banks 


Restaurants 
Cafetarias 





Static Regain (SR) Method The principle of the static regain method is to main- 
tain a constant static pressure before each terminal and each branch. This is achieved 
by sizing the duct in such a manner that after each branch or outlet, the static pres- 
sure gain—due to reduction in velocity—exactly balances the pressure drop in the 
succeeding duct section. 
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Figure 21.23 shows the section of the duct under consideration for sizing 
between two branch take-offs. Let Ap, and Ap, represent the friction and dynamic 
pressure losses of this section. The velocity at 2 is less than the velocity at 1. The static 
pressure regain is given by Eq. (21.442). Equating the losses to regain, we have 


Др, + Ара, = R(py, – py) (21.53) 
The above equation can be solved for С», and thus the duct diameter may be 
found from the air flow and velocity. The procedure, however, involves iteration as 
the equation is not explicit in С». 
The method meets the essential requirement of maintaining uniform static pres- 
sure at all branches and outlets. Thus it is a balanced system and the duct work 
designed accordingly does not require the use of dampers anywhere. 


Note Тһе SP more or less remains constant throughout the duct system designed by SR 
method. The friction and dynamic pressure losses in total pressure, therefore, come from 
decrease in VP. 





Example 21.5 Ап air duct system is provided as shown in Fig. 21.25. 

(i) Determine the dimensions of AB, BC, CD using the equal friction method. 
Choose a friction rate of 0.08 mm H,O/m length of duct. Use the following formula 
for friction rate: 


Apy/L = 2.268 x 10? Q1 97/D*?? mm Н,О/т 


where Q, is in m/s and D is in m. 
(ii) Determine the total and static pressures at point A. Assume free exit at each 
outlet. 
Losses are given by: 
For elbow: 0.25 ру, 
For branch: 0.2 py, * Elbow loss 
For straight-through section: 0.25 x Difference of velocity pressures 
(iii) Find the diameter of BE so that no dampering is required in the section. 


























1 m3/s 
А 
| © 4 т3/ 
А 
30т (D) 
| 15m 
es E ioe |) 
| 30m 2115 т 60 т 4 
(ғ) 
Y 
3 т3/5 


Fig. 21.25 Duct layout for Example 21.5 
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Solution (1) Air flow at A 
0,,-1%4%3-8ш/8 
Rearranging the friction rate Ед. (21.33) 


Ap, 0002268 0:52 
L = рё" 





gives for the duct diameter 
p. 92948 02? 
(Ару/ 1)°2 
Substituting for the friction rate, we get 


0.2948 0027 
T (0,08)°? 


Using the above equation, the diameters are calculated for different sections for 
the given air-flow rates, and are given in Table 21.9 along with the length, area, 
velocity, velocity pressure and frictional pressure drop of the section. 


= 0.4886 0237 


Table 21.9 Calculations for Example 21.5 


Section L C Ру Ару- 0.08 L 
т ms mm H,O mm H,O 


AB 30 : 9.7 5.76 2.4 
BC 15 : ; 8.75 4.72 1.2 
ср 75 7.6 3.54 6.0 














Frictional pressure drop from А to D 9.6 


(ii) Dynamic losses between A and D 
Loss in discharge opening 


Ap = py = 3.54 mm H,O 
Elbow loss 
Ap = 0.25 (py)cp 
= 0.25 (3.54) = 0.88 mm H,O 
Fitting losses 
Ap =(1-R) (Py, = ру) 
Арр = 0.25 (5.76 – 4.72) = 0.26 mm ЊО 
Арс = 0.25 (4.72 – 3.54) = 0.3 mm Н,О 
Total dynamic losses, with Дро pressure drop at the outlet 
Ap, = 3.54 + 0.88 + 0.26 + 0.3 = 5 mm H,O + Apo 
Total frictional and dynamic losses between А and D 
Ap = Ар;+ Apa 
= 9.6 + 5.76 + Apo = 15.4 mm H,O + Apo 
Total pressure at A (рт)д = 15.4 mm H,O gauge + Apo 
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Static pressure at A (род =Pr- Py 
= 15.4 + Apo — 5.76 = 9.6 mm H,O gauge + Apo 
(iii) Total pressure аё В (pr)g = (ру)д – (APD ap 
= 15.4 + Аро – 2.4 = 13 mm H,O + Apo 
Pressure loss in ВЕ (Ap)gg = (0.25 + 0.2 + 1) py + Aps + Apo 
= 1.45 py + Ар;+ Apo 
The first term on the right-hand side represents the sum of the dynamic losses in 
the elbow at B, the area change in the branch and the velocity pressure at discharge. 
Equating it to the total pressure at B for complete balancing, we obtain 
Apc + 1.45 ру+ Арџ= 13 + Apo 
The above equation can only be solved by trial and error. 
Assume D = 0.4 m for BE 


^p, _ 0.002268 (D^ 





Friction rate = 0.216 
L (0454973 
Friction loss Ар; = (0.216) (30) = 6.5 mm H,O 
) 1 
Velocity С- e = ——— = 7.96 m/s 
А Лл 2 
— (0.4) 
4 
796Y 
Velocity pressure -|——| =4mmH,0 
ур Ру (1%) 2 


Thus, the pressure loss in ВЕ 
(AP) ge = (1.45) 4 + 6.5 + Apo = 12.3 + Apo 


which is approximately equal to the total pressure at B. Hence an assumed diameter 
of 0.4 m for section BE is satisfactory. 


Note The above example illustrates the design of ducts mainly by the equal friction 
method. However, the design of branch BE has been done on the basis of static regain 
method. This approach provides for the complete balancing of the flow in branches with- 
out introducing an additional resistance by way of dampering, and at the same time re- 
duces the duct size. On the basis of the equal friction method, the diameter of section BE 
would have been 0.48 m instead of 0.4 m. If the diameter is further reduced to 0.39 m, the 
pressure drop will increase to 13.6 тт ЊО. 





Example 21.6 A centrifugal fan with 90 cm х 70 cm outlet is moving stand- 
ard air at a rate of 11.5 m/s through а system which consists of straight inlet and 
outlet ducts. The inlet duct is 90 cm in diameter and 15 m long. The outlet duct is 
100 cm in diameter and 60 m long. There is a fan diffuser between the fan dis- 
charge and the 100 cm diameter duct for which the pressure loss is one-third the 
difference in velocity pressures. The pressure drop at the filter, damper and cool- 
ing coil in the inlet duct is 15 тт Н.О. The loss at the entry to the inlet is 0.5 x 
velocity pressure. The friction factor for the outlet duct is 0.0035, and that for 
the inlet duct is 0.004. 
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(i) Determine the fan total pressure. 
(1) Determine the static pressures at fan inlet and outlet. 
(ii) Plot the variation of the total pressure and static pressure along the duct 
system. 
The air is sucked in by the inlet duct and delivered by the outlet at atmos- 
pheric pressure. 


Solution Refer to Fig. 21.26 
(1) Area, velocity and velocity pressure in the inlet duct 


A, =А, = т (0.9? = 0.636 m? 
_ Q 

in 

115 


= —— = 18.1 m/s 
0.636 


Py, =Pvy, = (C,/4.04)° 


2 
SR 20.1 mm H,O 
4.04 


Area, velocity and velocity pressure at fan discharge 
Аз = (0.9) (0.7) = 0.63 m? 
115 


С, = —= = 18.25 m/s 
0.63 


С, = С, 


2 
18.25 
Ру; = (ы | = 20.4 mm H,O 


Area, velocity and velocity pressure in the outlet duct 
А, = А = A (1)? = 0.785 m? 


ей 2-44 Бізді 
0.785 


2 
5 14.65 
руз = Ру, = Ga | = 13.14 mm H,O 
The various pressure losses will now be calculated. 


Inlet loss 
Арк = 0.5 py, = 0.5 (20.1) = 10.05 mm H,O 
Inlet duct friction loss 


4 filo 
Ару, Е D, Ру, 
_ 4(0.004) (15) (20) _ 
0.9 
Loss at the filter, damper and cooling coil 
Ара, = 15 mm H5O (given) 





5.36 mm H,O 


The McGraw-Hill companies 


736 Refrigeration and Air Conditioning 


Loss in the fan diffuser 
1 Р | 
Ap = Т (Py, — Руг) (say, given) 


; (20.4 – 13.14) = 2.42 mm H,O 


Outlet duct friction loss 









































4 15-4 
Ap = — p 
Р V. 
3-4 Р, 3 
4(0.0035) (60) (13.14 
= ( = ) ( ) = 11.04 mm H,O 
3 0 
0 2 3 4 | 
1 2: % 
Ре | | i ind | | То Atmosphere/ 
Conditioned 717” — еш 
iac | Inlet Duct дс 5. Outlet Duct | | 
Е Apparatus | | ' 
| MS Diffuser 
н ! -— —L3 4 = 60 т--- 
o ; 
F | 
5 113.14 
© | 
т | 
Е +0 
Е | 
© 











— 50.51 
Fig. 21.26 Figure for Example 21.6 


By adding all the pressure drops we get the total duct loss as 43.87 mm H,O. Note 
that Apo has not been included. 
Fan total pressure 
FTP = Pressure loss in duct system + outlet velocity pressure 
= 43.87 + 13.14 = 57.01 mm H,O 
(ii) Equating total pressures in the atmosphere and fan inlet 


0 = Apo + py, + Ds; 


Тһе McGraw-Hill companies 


Transmission and Distribution of Air 737 


whence the static pressure at the fan inlet is 
Ps, 57 Apo ? — Pv, 
= — (10.05 + 5.36 + 15) - 20.1 
= – 30.41 – 20.1 = – 50.51 mm H,O (Negative) 
Energy balance of fan from Eq. (21.52) 
Ps, + Py, = Ps, + Py, + FTP 
whence the static pressure at the fan outlet is 
Ps, = Ps, + Py, + FTP - py, 
= – 50.51 + 20.1 + 57.01 — 20.4 = 6.2 mm H,O (Positive) 
(iii) The total pressures and static pressures at the other sections are as follows: 


Section 1: 
Pr, = Pr - Inlet loss 
= 0 – 10.05 -- 10.05 mm H,O 
Ps, = Рт) Ру, 
= – 10.05 – 20.1 = – 30.15 mm H,O 
Section 2’: 
рт, = Pr, — Inlet duct friction loss 
-- 10.05 – 5.36 = – 15.41 mm H,O 
P's, = Pt Руз 
-- 15.41 – 20.1 = – 35.51 m H,O 
Section 2: 
Рт, = Рт, — Loss in A/C apparatus 
-- 15.41 – 15 = – 30.41 mm ЊО 
Ps, = – 50.51 mm НО 
Section 3: 
Pr, = рт + FTP 
= – 30.41 + 57.01 = 26.6 mm ЊО 
Ps, = 6.2 mm H,O 
Section 3”: 
Рт, = Pr, — Loss in fan diffuser 
= 26.6 – 2.42 = 24.18 mm H,O 
ре, = рт - Ру; 
= 24.18 – 13.14 = 11.04 mm H,O 
Section 4: 


Pr, = Рт, — Outlet duct friction loss 

= 24.18 – 11.04 = 13.14 mm H,O 
Ps, = Рт,“ Ру, 

= 13.14-13.14 20 


Note The values are plotted in Fig. 21.26. The variation within the A/C apparatus 
between sections 2' and 2 has been taken on an aggregate basis. 





Example 21.7 Determine the duct sizes of sections A to G of the duct system 
in Fig. 21.27, and total pressure at fan outlet for the following three designs: 
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(i) Equal friction (EF) method. 
(ii) Static regain (SR) method. 
(іі) EF method in section B, and SR in the rest. 
Assume velocity in main duct A as 450 mpm (= 1500 fpm). Also assume 
dynamic loss coefficient in elbow K - 0.22, and static regain factor in fitting 
R = 0.75 (1 —R = 0.25). Static pressure at each outlet is 3 mm H,O. 


(6)— 0.5 m/s 


(3 т)| G 


(5 0.5 m3/s 








A 2 
Е 3i B т с ps em D 


| 
ran Пари) (11 т) T (5 m) Я ) к 
(2 т) 


0.75 m/s 0.75 m/s 














(3 0.75 т3/в 


(бт) |в 


(o 0.75 m/s 





Fig. 21.27 Duct system for Example 21.7 


Solution Volume flow rate, velocity, area, diameter, friction rate and VP in A 
(Q), = 400.75) + 2(0.5) = 4 m/s 


G2 ous 
60 











А, = 2 _ 4 = 0.5333 m? (5333 
a= c та“ m^ (5333 cm’) 
D, = (24 - 505 2009999). or ү (82.4 cm) 
A 0.002268 0182 0.002268 (4) 9? 
T LM СЕ ^ -— = 0.0774 mm Н,О/т 


2 2 
C 15 
mc ЕН ы ато 
Ру, ЕУ (2) mm 


(i) Equal Friction Method: EF method diameters for sections along with their 
lengths, flow rates and velocity pressures are given in Table 21.10. 
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Table 21.10 EF method duct diameters for Example 21.7 


Section A B С D E F G 





О „ту 4 3 225 1.5 0.75 1 0.5 


L, m 12 11 5 4 3 3 5) 
D, ст 82.4 73.7 66 57 44 49 31 
Py, mm H,O 3.45 2.98 2.65 2.12 1.49 1.72 2.69 





Friction pressure drop in the longest duct-run A to E 
Ар; 
Арр- ғ L = (0.0774) (37) = 2.864 mm H,O 


Dynamic pressure drops in A to E 
A(Fitting)y = 0.25 (3.45 - 2.8) = 0.118 
в'Ёїйїпө) = 0.25 (2.8 – 2.65) = 0.083 
c(Fitting)y = 0.25 (2.65 – 2.12) = 0.133 
p(Fitting)z = 0.25 (2.12 -1.49) = 0.158 








Elbow, = 0.22 (2.12) - 0.466 
Total = 0.958 
+ VP at outlet E = 1.49 
+ SP at outlet E = 3.0 
Total = 5.448 mm H,O 





Total pressure at fan outlet 

Pr = Ар; + Дра = 2.864 + 5.448 = 8.312 mm H,O 
(ii) Static Regain Method: 
Sample calculations for section B 


Assume Рв = 0.78 m. Then 
Ag = 0.4776 m?, С; = 6.282 m/s, Dy, = 2.417 mm H,O 

a(Ap Fitting), = 0.25 (3.45 – 2.417) = 0.258 
_ 0.002268 (3)? (11) 





= 0.781 
Ру (0,78)573 
Loss, Ар, = 0.258 + 0.781 = 1.039 
Regain, Ар, = 0.75 (3.45 – 2.417) = 0.774 < Ар, 


Hence, increase the diameter to increase regain. We find that at Dy = 0.8 m, 
Ap, = 0.895, Ap, = 0.948 just exceeds Ap,. Therefore, take Dy = 0.8 m 
Calculations are done similarly for all sections. Results are given in Table 21.11. 


Table 21.11 SR method duct diameters for Example 21.7 


Section A B С р Е Е с 


1, ст 82.4 80 72 67 52 48 39 
Ру, mm H,O 3.45 2.185 1.873 1.11 0.765 1.873 1.074 





Ар), mm H,O 0.895 0.13 0.558 0.258 1.072 0.539 
Apr, mm H,O 0.948 0.234 0.572 0258 1.182 0.6 
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Friction pressure drop in A 
Apr 
(Appa = ae L = 0.0774 (12) = 0.929 mm ЊО 
Friction and dynamic pressure loss in sections B to E (Table 21.11) 
BAP Lg = 0.895 + 0.13 + 0.558 + 0.258 + 1.072 + 0.539 

= 3.452 mm H,O 

Total pressure at fan outlet 
Pr= (Арда + в(Ар;)к + (VP + SP) at outlet E 
= 0.929 + 3.452 + 0.765 + 3.0 = 8.146 mm ЊО 


Note Total pressure at fan outlet in SR method is nearly the same as in EF method. But, 
comparing the diameters in Tables 21.10 and 21.11, we find that SR diameters are much 
larger. Capital cost of ducts of SR design is, thus, higher. However, the operation of duct 
system is very satisfactory. Since no dampering is required at outlets, the volumes deliv- 
ered are not affected by damper adjustments. 


Gii) EF Method in Section B, SR Method in the Rest: As seen above, SR method 
increases the overall cost of the duct system. A compromise can be made by extend- 
ing EF method to the first section B in the longest duct-run. This will reduce dimen- 
sions of sections. However, provision will have to be made in the design of section F 
for additional drop in pressure equal to the friction loss in B. So, the diameter of B is 
taken as Dj = 73.7 cm from Table 21.10 with p,, = 2.98 mm H,O. The diameters of 
C, D and E that are found using the SR method are given in Table 21.12. 


Table 21.12 Diameters: EF method in B, SR method in rest for Example 21.7 


Section A B С D E F G 
D,cm 82.4 73.7 69 65 51 46 37 





py, mm Н,О 3.45 298 2221 1253 0827 2.221 1.326 
Ару, mm H,O 0.512 0.682 0.296 0.665 
App, mm H,O 0.57 0.726 0.32 0.672 





Friction pressure drop in B, and pressure drop in fitting AB 
(App)g = (0.0774) 11 = 0.851 mmH,0 
A(Ap fitting), = 0.25 (3.45 — 2.98) = 0.3 mm H,O 
Total pressure at fan outlet 
Pr = (Appa + (Apps + a(AP Fittings + с(Арг) + (VP + SP) at outlet E 
= 0.929 + 0.851 + 0.3 + (0.512 + 0.682 + 0.296) + 0.827 3.0 
= 7.397 mm ЊО 
Static pressure available at inlet to section F 
= pr- (App, = 7.397 – 0.929 = 6.468 mm H,O 
Hence, for section F, we must have 
AAP fitting) r + APetbow + (AP) + (VP + SP) at outlet F = 6.468 
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By iteration, we find that D p = 0.46 m, when Pvp = 2.221, and 
(AP Sitting) = 0.25 (3.45 – 2.221) = 0.307 
Аређом = 0.22 (2.221) = 0.489 
0.002268 (1): 
(04) 73 
Substituting values іп the above equation 
LHS = 0.307 + 0.489 + 0.324 + 2.221 + 3.0 = 6.341 = RHS = 6.468 
Finally diameter of G, by SR method, is found to be 0.37 m. 


(AP friction) F = = 0.324 





21.7 un. PROCESSING, TRANSMISSION AND 
“~~ DISTRIBUTION OF AIR IN CLEAN ROOMS 


In a clean room, particles within the room are removed and controlled by 
(i) preventing the entry of particles by using HEPA filters, 
(ii) purging the room of particles generated by changing the air in the room, 
(iii) prohibiting the generation of particles by proper selection of construction 
materials, clothing, personnel, etc., 
(iv) protecting the product from direct impact and settling of particles, and 
(v) providing support for cleaning of material and personnel before entry into the 
clean room. 
Cleanliness levels have been defined in Chap. 16. The two major developments 
in clean room design are HEPA filters, and the concept of laminar flow. 


21.7.1 Filters 


Filters use the principles of straining, impingement, and interception. 

There are three grades of filters, viz., roughing filters, pre-filters and HEPA filters. 

Roughing filters use the principle of straining. Roughing filters used in clean 
rooms have a number of layers of nets, with a layer provided with resin impregnated 
synthetic media, all stitched together. Pre-filters use the method of impingement 
which depends on the inertia force of the filtered particles. HEPA filters use a com- 
bination of impingement and interception. 

The filtration media in HEPA filters is made of submicronic glass fibres. It is a 
continuous sheet formed into accordion pleats. The glass fibres are heat resistant, 
retaining their strength upto 320°C. Aluminium separators are inserted between 
glass fibre sheet folds to form a filter pack. The filter pack is then sealed into an 
aluminium frame using suitable adhesive, and also provided with rubber gaskets on 
the sealing faces. 

HEPA filters are tested both before installation, and once again, at site after instal- 
lation to ensure that there are no leakages. The filter efficiency is computed as below: 


je No. of particles before filter - No. of particles after filter 





No. of particles before filter 
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The tests are conducted with a uniform velocity of 0.46 m/s (90 fpm). Disctyl 
phthalate (DOP) smoke is introduced upstream of the filters. The entire filter bank is 
then scanned using a properly sized aerosol photometer probe. 

HEPA filters should have a filtration efficiency of 99.97% down to 0.3 micron 
size particles. They can handle their rated capacities at an initial pressure drop of 
25 mm Н,О, and are normally operated to a final pressure drop of 75 mm H,O 
before being discarded. The life of HEPA filters can be enhanced by using roughing 
filters, and microfine pre-filters, particularly in the make-up/ventilation air circuit, 
prior to them. 


21.7.2 Conventional Flow Clean Rooms 


Conditioned air in the clean rooms should be directed to obtain the cleanest air at 
the most critical work areas. Thereafter, as the particles are entrained, they are led 
to the less critical areas. These criteria require introduction of large quantities of air 
at low velocities. 

Further, all rooms should be maintained at positive pressure, 1.e.—at a static pres- 
sure sufficiently above atmospheric pressure—so as to prevent infiltration of 
contaminated outside air and permit only exfiltration. 

Conventional flow patterns of air are described in Sec. 21.1.4. A conventional flow 
clean room A/C system (cooling and dehumidification) is illustrated in Fig. 21.28. 
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Fig. 21.28 Conventional flow clean room A/C systems 


Major design features of the conventional flow clean rooms are 20 air changes 
per hour, positive pressure, final filters to be HEPA filters, installed only on dis- 
charge side of the fan, and to be preferably terminally mounted, people/particle 
generating activities near air exit, etc. The building materials used should not chip 
off or flake. All surfaces should be flush finished. Surface finish is done by apoxy 
paint, etc. Special lint free garments and clothing are to be used. Further, support 
areas are provided for air showers and air locks, restricting entry of personnel and 
introducing clean room discipline. 


21.7.3 Laminar Flow Clean Rooms 


It was found that even after taking all the measures described above, cleanliness 
levels could not be improved any further in conventional flow rooms. Major draw- 
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back is the build-up of smaller size particles. This method also does not prevent 
cross-contamination from one work area to another. 

There was a major breakthrough in this respect with the application of laminar 
flow to clean rooms. It was realized that, instead of providing multiple outlets, if the 
entire ceiling or one wall were to be made of HEPA filters and used as supply panel, 
and the entire flooring or opposite wall were to be made up of return air grilles with 
prefilters installed, then the air distribution system would be the most effective. The 
advantages of laminar flow could be listed as follows: 

(i) Air flows in parallel stream lines. 

(ii) No cross-contamination of stream lines. 
(iii) Predictable air path. 
(iv) Independent of operation/activity/personnel. 
(v) HEPA filters give lowest contamination. 
(vi) No build-up of particles. 
(vii) Isolating operations possible. 

There are two versions of laminar flow; downflow in which the air is supplied from 
the ceiling and return is taken from the floor, and crossflow in which the air is supplied 
from one wall and return is taken from the opposite wall. The processing, transmission 
and distribution of the two is shown in Figs 21.29 and 21.30 respectively. 
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Fig. 21.29 Downflow laminar flow clean room A/C system 
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Fig. 21.30 Crossflow laminar flow clean room A/C system 
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In downflow, since the floor is made of open grilles, it is not possible to place 
heavy machinery on the floor. In crossflow, the disadvantage is that the downstream 
contamination is higher than upstream. 

The clean room make-up/ventilation air dampers and exhaust air dampers are 
inter-connected. The exhaust air ducts should be carefully routed so that the laminar 
flow is maintained. 

Figures 21.29 and 21.30 show that only make-up air is processed in the A/C 
central equipment. However, pre-filtered return air may also be recirculated depend- 
ing upon SHF, ADP and other requirements. 


21.8 un. AIR LOCKS, AIR CURTAINS AND AIR SHOWERS 


Air locks are simply the interlocking spaces between conditioned and unconditioned/ 
outside spaces. Provision of such air locks at the entrance to buildings minimises 
heat gain and infiltration of outdoor air directly into conditioned space. 

Air curtains also serve the same purpose in more critical situations such as the 
entrances where the doors keep on opening too frequently. An air curtain is a layer 
of air which is blown across a door, parallel to the wall, in order to inhibit infiltration 
of unconditioned/outdoor air into conditioned space. This layer of air moves at such 
a velocity and angle that the air which tries to infiltrate/penetrate this curtain will be 
opposed by it. The air curtains have either vertical downward flow or horizontal 
flow. The flow may have either ducted or non-ducted return. The effectiveness of an 
air curtain to prevent heat flux or infiltration of air is to the extent of 60-80%. Note 
that the air curtain will maintain higher pressure in the layer as compared to the 
infiltrating air. 

One of the major sources of particle contamination in clean room is personnel. 
Particles generated per person while carrying out various activities can range from 
10? per minute for a standing/sitting person to 3 x 10’ per minute for a person 
involved in vigorous activity. One of the steps that can be taken to control the con- 
tamination from personnel is to have air shower at entrance. Air shower can be 
installed in air locks. The air supplied in air shower can be separately processed. 
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N= 


R 
К А Revision Exercises 


21.1 In the duct layout shown in Fig. 21.31, outlets 1 and 2 deliver 20 cmm each 
and outlet 3 delivers 28 cmm. Select a velocity of 8 m/s in section A. Size the 
duct system using the equal friction method and determine its static pressure 
requirement. 
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21.2 Size the duct system of Fig. 21.31, using the static regain method, and deter- 
mine its static pressure requirement. 


E(3m) 





A (6 m) B(3m) C (5 т) 
Ғап 














D (3 т) F (5 m) 


Fig. 21.31 Figure for Problems 21.1 and 21.2 


21.3 (a) For the system shown in Fig. 21.32, size the ducts on a rate of pressure 

drop of 0.1 mm H,O/m length. 

(b) Modify the diameter of branch duct to outlet 1 so that no dampering is 
required at the outlet. 

(c) Calculate the fan total and static pressures. The pressure drops in equip- 
ment are as follows: 
Filter: 10 mm H,O 
Damper: 5 mm H,O 
Cooling coil: 15 mm H,O 
Mixing section: 5 mm H5O 
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Fig. 21.32 Figure for Problem 21.3 


The dynamic loss coefficients K for all expanders are to be taken as applying 
to the difference between the upstream and downstream velocity pressures, 
and for all reducers as applying to the downstream velocity pressure only. 
The values are given in the following table. 
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Section Condition 





Inlet i Mean face velocity - 4 m/s 

Expander AB Mean face velocity at filter 
= 1.5 m/s 

Reducer ВС ; Mean face velocity at damper 
=3 m/s. 

Reducer EF 

to fan suction 

Reducer 

at fan discharge 

Straight-through 

duct suction 

Elbow 

Grille 





The McGraw-Hill companies 


ы” 2 2 


2 “Fans 


22.1 OM TYPES OF FANS 


Ultimately it is the fan which moves the air through the entire duct system and 
conditioned space. Two types of fans can be used for the transmission of air: 

(i) Centrifugal fans 

(ii) Axial-flow fans 

Whenever a system has duct-work, centrifugal fans have to be used as the static 
pressure drop is considerable. But when there is no duct-work, propellers or axial- 
flow fans can be used. Nevertheless, in window-type and package units, simple 
drum-type centrifugal fans are used, whereas most exhaust fans are of the axial type, 
as they occupy less space, and can handle large volumes. 

The centrifugal fan has the advantage of quiet and efficient operation at high 
pressures. Another advantage is the ease with which the centrifugal fan inlet can be 
connected to larger apparatus sections and its outlet to smaller supply duct sections. 

Axial-flow fans are suitable for handling large air volumes and can be used where 
noise-level considerations are not important. They are, therefore, used in industrial 
ventilation and air-conditioning systems. The majority of fans are of the centrifugal 
or radial-flow type. 


22.2 FAN CHARACTERISTICS 


The required fan work can be calculated by knowing the flow rate and fan total 
pressure using Eq. (21.57) and including the fan efficiency in it. Thus 
_ 0,(FTP) 
7] 
Typical fan-characteristic curves аге shown in Fig. 22.1. Point A on the fan total 
pressure-volume flow curve represents the condition of the open inlet and outlet. At 
this point 


Ww (22.1) 


FSP = 0 
ЕТР = КУР 
It is seen that as Q, decreases, FTP increases. 
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7] 











Fig. 22.1 Typical characteristic curves for fans 


In terms of the diameter D and speed N of the fan, it is seen that the fan total 
pressure, FTP ог Ap; is proportional to the density and square of the velocity, which 
in turn is proportional to the product DN. Thus 

FTP = Ap, ec pD?N? (22.2) 

Such a relation can also be obtained by dimensional analysis. The volume flow 

rate is proportional to the fan area and velocity, so that 


О, = D? (DN) ~ D?N (22.3) 
Thus, there are different A ру — О, characteristics, similar to the one shown in 
Fig. 22.1, for different speeds. Accordingly, the fan total pressure decreases as 


flow increases. Proceeding from above, we obtain a similarity relation for fan power 
consumption as follows: 


W =(0,) (Арт) 
ге (D*N) (ор? м?) (22.4) 
= pD^ № 


22.3 un CENTRIFUGAL FANS 
A centrifugal or a radial-flow fan consists of an impeller running in a casing, nor- 
mally of volute shape. The air enters axially and is discharged at the periphery. The 
work done on the air by the blades primarily depends on the tip speed (diameter and 
rpm) of the impeller and blade angles. The thermodynamic analysis and design of 
centrifugal fan is identical to that of a centrifugal compressor. The work done and 
the head and pressure developed are given by 
Айк =gH=w= C, M» - С,ш 
2 2 2 2 2 (2 
25a. C; - С + Са, Z Ga, 
2 2 2 





(22.5) 
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Hum (22.6) 

8 

A pr — ру 
= p(C,u; - C,uj) (22.7) 
The nomenclature used is the same as in Chapter 6. In the case of radial entry, 
С, = 0. Then 

A py = PCy Us (22.8) 


Three forms of blade designs and their respective outlet velocity triangles are 
shown in Fig. 22.2. They differ according to the outlet blade angle £5. 











(a) Backward curved (b) Radial 
Radial 





Tangent 








(c) Forward curved 


Fig. 22.2 Blade profiles and outlet velocity triangles for centrifugal fans 


(i) Backward curved blades, д, < 90° 
С, = (и; - С, cot 5) < и; 
(i) Radial blades, 2; = 90° 
Cu 
(iii) Forward curved blades, 8, > 90? 
C,, = (и; + С„ cot By) > uy 
It is thus seen that the pressure developed for a given пр speed u, is greatest for 


forward-curved fans. 
The volume flow through the fan is given by 


Q, = zD;b C, = Z D; bı С, (22.9) 
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where D is the impeller diameter, b is the width of the shrouds and C, is the radial 
velocity: 
In practice, the radial velocities at the inlet and outlet of impeller are kept the 
same, and are of the order of 
С, = С, = 0.2 и; 
The relationship between the pressure developed and flow from Eqs (22.8) апа 


(22.9) and the expression for С, is obtained as follows: 





Арт = pu + => cot 22.10 
Pr = риз + pu» T D, b, № ( ) 
: ЗАР A pr 
Putting, Head coefficient y= > (22.11) 
2 pu» 
- Q, 
Flow coefficient ф- - 2 (22.12) 
D, 
we get џу=2|1+ф —= cot D, (22.13) 
Ab, 
For radial blades, cot 5, = 0 
A pr = ри? (22.14) 
у= 2 (22.15) 


For backward-curved blades, the second term іп Eq. (22.13) is negative, whereas 
for forward-curved blades, it is positive. Thus, forward-curved fans have a rising 
characteristic for Ap; vs. О„ backward-curved have a droping characteristic and 
radial fans develop constant pressure. The actual characteristics are different from 
these to the extent of losses as in the case of centrifugal compressors. In general, the 
pressure developed decreases with the volume flow for all the three types. Further, 
both the pressure developed and volume flow tend to increase with /5,. 


22.3.1 Comparison of Characteristics of Backward and Forward Curved 
Blade Fans 


Figure 22.3 compares the head developed by the three types of fans having the same 
diameter and speed. It may be noted that forward-curved fans develop highest pressure 
for a given diameter and speed. They are also available as high volume flow fans. 


Forward 
Curved 


— 





Кааа! 
47 





Backward <<” 
Сшуеа 








ф—— 
Fig. 22.3 Comparison of head-flow characteristics of forward-curved, 
radial and backward-curved blade fans 
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Figures 22.4 and 22.5 show the performance characteristics of the forward- and 
backward-curved blade fans respectively. The performance of the radial blade is 


similar to that of the forward-curved blade except that there is no dip in the static 
pressure curve. 


Max Power >, Ww 
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Fig. 22.4 Performance characteristics of forward-curved fans 
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Q, т 
Fig. 22.5 Performance characteristics of backward-curved fans 


Forward-curved and radial fans rarely have efficiencies higher than 75 per cent. 
Backward-curved fans of sheet metal construction have an efficiency up to 80 per 
cent and those with aerofoil section have even up to 90 per cent. 
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The important characteristic features of forward-curved and radial fans may be 
summarised as follows: 


(i) The Apr- О, characteristic is flatter. Thus a small change in Ару, viz., the 
resistance of the duct system, filter, etc., greatly affects the volume delivered. 
(1) The point of maximum efficiency for forward-curved fans is at a volume flow 
rate corresponding to the very flat part of the A pp- О, curve. Thus, if a fan 
is selected to operate at maximum efficiency, as is desirable, a slight change 
in the system resistance not only changes the volume delivered, but also drops 

the efficiency correspondingly. 

(iii) The W - Ò, characteristic is steeper. Thus a small increase in the volume 
delivered causes a considerable increase in the power consumption. This may 
overload the electric motor since it is selected for design duty rather than 
maximum possible fan power. Thus, the motor has to be oversized by 25 to 
30 per cent. 

(iv) Finally, they have lower efficiencies. 

As against the above, the characteristics of backward-curved fans are briefly as 
follows: 


(і) The Apr- 0, characteristic is steeper. Even with change in resistance of the 
duct system, therefore, the volume delivered remains fairly constant. 


Gi) The 7-0, characteristic is such that the peak efficiency occurs at a steeper 
part of the Ар,- Q, curve. Thus а change in the system resistance does not 
significantly affect О,, and hence the efficiency. 


(iii) The У/- Ò, characteristic is flatter. It is often referred to as the non-over- 
loading characteristic. The maximum power required is only a little in excess 
of the design power consumption. 

(iv) Efficiencies are generally higher. 

For these reasons, backward-curved fans are commonly used in air conditioning. 
However, a backward-curved fan must run at a higher speed to develop the same 
pressure as a forward-curved fan. Accordingly, forward-curved fans are smaller and 
slower running. Thus they tend to be quieter and cheaper for FTP up to 750 N/m? 
(7.6 mm ЊО). 


22.4 Цу '.. AXIAL-FLOW FANS 
Figure 22.6 shows the schematic representation of an axial-flow fan. The flow of air 
is substantially parallel to the axis of the impeller. Blades are of aerofoil section. The 
tips run with as fine a clearance as practicable in a cylindrical casing. 

Air enters in the axial direction and leaves with a rotational component due to the 
work done. The absolute velocity of the leaving air is higher than the axial velocity. 
Recent designs have guide vanes downstream which remove the rotational compo- 
nent, converting some excess velocity into more useful static pressure. Another 
method is to use pre-rotation vanes (upstream of the impeller). These rotate the air in 


The McGraw-Hill companies 


Fans 753 


a direction opposite to that of the impeller. The air, then, leaves axially. True axial 
discharge from either is only possible for a single-operating condition. 


Impeller Guide vanes 


У 
М. 
— С | — 
| | 
Fig. 22.6 Axial-flow fan 





























22.5 un. SYSTEM CHARACTERISTICS 
A duct system may be designed for a certain air flow and the pressure drop of the 
system may then be calculated. The particular design flow and pressure drop repre- 
sent one point of the system characteristic curve. If the volume flow is altered, the 
pressure drop will also be affected. 

Consider a duct system in which the total pressure drop is calculated by adding 
the pressure drops of different sections, which are in turn proportional to their 
respective velocity pressures, as follows: 


Ap - K, 5 рс? K 4 оС + 


EV. ; 
1 0, 1 
=K, — -K 
1 (2) „то 


| K, 
= 0? No. (22.16) 


We thus obtain an expression similar to Eq. (22.16). However, once a system is 
designed and is in operation, the parameters К, p and A are constant. Then 





N 


Ар« 02 =R Ò; (22.17) 
Thus, the pressure drop has a parabolic variation with flow. The nature of system 
characteristic OA is shown in Fig. 22.7. The curve must pass through the origin, as 
the pressure drop through the system is zero when there is no flow. 
By analogy with electricity, we can derive the concept of the resistance R of 
the duct system. Here the pressure drop Ap is equivalent to voltage. Comparing 
Eq. (22.17) to the corresponding equation in electricity, 


V=R,1 
we have R= ar (22.18a) 
0, 


S Е 2 
Also, Арҙ-Ар, (0,,/0.,) (22.185) 
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Fig. 22.7 Fan-system interaction 


Accordingly, if one point is given, say, Ap = 531 N/m’, О, 23 m/s then one can 
draw the table for system characteristic 


2242 
Ар = 531 8 -59 02 


as follows: 








22.5.1 Systems in Series and in Parallel? 


This concept of systems is useful in solving complex problems such as in mine 
ventilation, clean rooms, etc. The resistances may be in series as in Fig. 22.8(a), or 
in parallel as in Fig. 22.8(b). If the resistances are in series, the flow is the same 
through each resistance, but the pressure drop is different. The total pressure drop is 
obtained by adding the individual pressure drops. Thus: 

Ap = Ap, + Ap) %Арҙ%-- 





Expressing the pressure drop from Eq. (22.17), we have 
05 R= 05 Ri + 02 Ry + 0; Ry 
whence 
R=R +R +К + (22.19) 
Thus the overall resistance in series is equal to the sum of individual resistances. 


If the resistances are in parallel, the pressure drop through each is the same. The 
overall air flow is equal to the sum of individual flows. Accordingly: 


0, = 0, + Ó,, + Ó,, deus 


The McGraw-Hill companies 


Fans 755 


Q, Ка Ro R3 Q, 
n e e 


ы. 


(а) Resistance in series 
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(b) Resistances in parallel 


Fig. 22.8 Flow resistances in series and in parallel 
Again, making use of Eq. (22.17) as before, we have 
[ae Е Ар а Ар А Ар РЕ 
К R; R, R3 
1 1 " 1 x 1 Жы 
Ук JR Үю VR; 


Equation (22.20) can be used to evaluate the overall resistance of flow circuits in 
parallel. 











whence 








(22.20) 


22.5.2 Fan-System Interaction? 


Figure 22.7 shows the fan and system characteristics superimposed on each other. 
For a fixed system, the system resistance is constant, and the system characteristic 
from Eq. (22.18) is of the parabolic form 
Ape дә 

Thus for a given system of duct-work, space, etc., the pressure drop is propor- 
tional to the square root of the volume handled. The intersection of the fan and 
system characteristics gives the point of operation A. This is the only single operating 
point for the combined fan-duct work system. 

Now, if the system resistance changes, say due to unclean filters, the system char- 
acteristic will move to curve O-B. The operating point will then shift to B resulting 
in decreased flow. 


22.5.3 Effect of Change in Fan Speed 


The effect of change in the fan speed is shown in Fig. 22.9. For the same fan, 1.е., for 
the same diameter, it is seen from Eqs (22.2) and (22.3) that 


Аруо № and О, =N. 
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Note Pressure increases more rapidly than Q, with speed, as also shown in Fig. 22.9. 


Accordingly, the variation in power consumption is given by 
W œ (Q) (Apr) 


МУ = 
Ар > 











б, 
Fig. 22.9 Effect of change іп fan speed 


By increasing the fan speed from N, to No, the point of operation shifts from A to 
B for FTP and from A’ to B’ for fan power . 


22.5.4 Effect of Change in Air Density 


Both the fan total pressure and system pressure loss are directly proportional to 
density while the volume handled remains unchanged. The fan power is also propor- 
tional to density. Thus, as shown in Fig. 22.10, due to the increase in the density of 
air from p, to p», the operating point shifts from A to В for FTP and from A’ to B’ for 
W. Accordingly, the fan pressure, system pressure drop and fan power, all increase 
with an increase in density. But whether the volume and mass handled would also 
increase or not has to be seen from the actual characteristics. 






System, 02 
System, 2 
MEME Рап W, Po 
5 —N— — Fan W, P 














à, —— 


Fig. 22.10 Effect of change in gas density 
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22.5.5 Simple Fan and System Network 


Conventional air-conditioning systems have air-transmission and distribution 
system as shown in Fig. 22.11. 

Consider the parallel branches, B, C and D for which the required volume flows 
Op, Oc and Ор are known. The pressure losses in them, A pg, Apc; and App can be 
calculated. It is unlikely that all losses will be equal. But under operating conditions, 
they must be the same, say A p. Then the flow rates will change to Ор ; Ос апа Ор 
according to Eq. (22.18), viz., 
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Fig. 22.11 Simple fan-system network 





Example 22.1 А system has a total pressure loss of 531 Мт? when handling 
3 m/s of standard air. The characteristics of the fan installed on the system when 
running at 480 rpm are given in Table 22.1. 


Table 22.1 Characteristics of fan in Example 22.1 


Flow, m?/s 0 0.5 1.0 1.5 2.0 2.5 3.0 3.5 
FTP, N/m? 350 385 410 427 433 424 400 343 


Power, kW 1.185 1.354 1.537 1.715 
Efficiency, % 54 64 69 70 





(i) Calculate the quantity of air handled, FTP developed, power consumption 
and efficiency of the fan when operating on the system. 
(ii) If the output of the fan-duct system is reduced to 2 m/s by partly closing a 
damper, calculate the power wasted across the damper. 
(iii) State if this fan is suitable or not to deliver 3 m/s of air through the system. 
Calculate the speed at which this fan must be run if it is to deliver 3 m/s 
of air. 
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Solution Refer to Fig. 22.12 
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Fig. 22.12 Figure for Example 22.1 
(i) From Eq. (22.18), system resistance 


A 
R= ЈЕР = 331 = 59 ка m7 
OQ, (3) 


System pressure drop for various flow rates from Ap = R О? 


0.5 1.0 1.5 2.0 2.5 3.0 3.5 


14.75 59 132.75 236 368.75 531 722.75 





The fan and system A p vs. О, characteristics are plotted іп Fig. 22.12. The 
point of intersection is obtained at A. The following can be read from the 


graph. 
Air handled, Ò, = 2.67 m/s 
FTP developed, Арт = 417 N/m? 


Бап characteristics for the power consumption W and efficiency are also plot- 
ted in Fig. 22.12. Their values at 2.67 m?/s volume handled are as follows: 
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Power consumption, W = 1.595 kW 
Efficiency, 7] = 69.6% 

(ii) At 2 m*/s volume handled, the point of intersection is at B. The pressure 
developed by the fan at this point is 433 N/m?. Thus 
Pressure loss of the system with the damper 

Apg = 433 N/m? 
Pressure loss of the system if the damper had not been there 
Apc = 236 N/m? 
Pressure drop in the damper 
А Pdamper Е Арв m Apc 
= 433 – 236 = 197 N/m? 
Power wasted across the damper 


АЙ = Q, (AP damper) 
= 2 (197) = 394 W 
(iii) The fan is not suitable to deliver 3 m/s of air through the system since the 
pressure loss of the system at this flow rate at D is 531 N/m, whereas the 
total pressure developed by the fan at E is only 400 N/m?. To develop the 
required pressure, the rpm must be increased according to 





Ap, _ № 
Ар, м? 
А 
whence N,=N, P2 
Ap; 
- 480 2al = 553 rpm 
400 





22.6 hat -_ FAN ARRANGEMENTS 


The fan arrangements are standardized for the drive, rotation, motor position, suc- 
tion and discharge. Thus, there can be a belt or direct drive and bearings on one side 
with the wheel overhung or bearings on both sides. The rotation may be clockwise or 
counter-clockwise. The discharge may be top horizontal or bottom horizontal, 
upblast or downblast, top angular down or up, or bottom angular down or up. The 
suction is commonly from one side but may be from both sides also. 

Further, a multiple number of fans may be used. The arrangement for the purpose 
will be either in series or in parallel. The processing, transmission and distribution 
of air in clean rooms using a number of filters as discussed in Sec. 21.7 is an 
illustration of the use of a multiple number of fans. 


22.6.1 Fans in Series 


When two fans are employed in series, 
(i) The flow rate Ò, through each fan is the same, and 
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(i) The overall fan total pressure Ap; is equal to the sum of individual FTPs 
minus the losses in the connections. 

The combined characteristic of two fans in series can, therefore, be drawn by 
adding the FTP of each fan for each О, as shown in Fig. 22.13. To obtain the com- 
bined characteristic, it is assumed that the characteristic of each fan is known for 
volumes greater than those which are achieved by fans when running with suction 
and discharge unconnected to the system. This information is rarely available. The 
characteristic in this region may be extrapolated as shown in Fig. 22.13. 

Further, it is preferable to use identical fan units in series as it is unlikely that 
efficient operation would result otherwise. 


| Арл Арг 


Apr 
Арт = Ap, + Apo 


R : 
-Q 














Арт 


Арт = Ар2 
(Ap, = 0) 


Extrapolated 











Q,— 
Fig. 22.13 Combined characteristic of fans in series 


22.6.2 Fans in Parallel 


When two fans are employed in parallel, 
(i) The total pressure Ap; across each fan is the same, and 
(ii) The total volume handled Q,is equal to the sum of the volumes handled by 
individual fans. 

The combined characteristic of two fans in parallel can, therefore, be drawn by 
adding Q, of each fan for the same А ру as shown in Fig. 22.14. Again, in order to 
draw this combined characteristic in full, it is necessary to know the reverse-flow 
characteristic of one of the fans with the impeller running in the normal direction 
which is normally not known. 
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As with series operation, identical fans should normally be used in parallel. 


Ом 


Extrapolated 


à, 








Ape 






+ = о, 
(Qo, = 0) 











Qs —— 


Fig. 22.14 Combined characteristic of fans in parallel 





Example 22.2 А large workshop is ventilated by a supply fan and duct 
system, the pressure loss through which is 30.5 mm H,O when the flow 
is 3 m/s. There is also an exhaust fan with another duct system for which the 
pressure loss is 43.2 тт Н,О when the flow is 2.5 m/s. 
(a) Determine the pressure of air in the workshop and volume of ventilation air. 
(b) If there is loss of air by leakage, determine the pressure in the space, supply 
air volume flow and exhaust air volume flow. The characteristic of the leak- 
age system is such that the leakage rate is 0.5 m/s for a pressure difference 
of 12.5 mm H50. 
The two fans are identical and their characteristics are given in Table 22.2. 


Table 22.2 Characteristics of fans in Example 22.2 





Ò, , m/s 0 1 2 9 4 
ЕТР, тт Н,О 76 77 Т2 59.9 27.9 
НР 0.83 1.43 223 2.9 2.9 





Solution Refer to Fig. 22.15 
(a) Supply system resistance 


„ы 08 
ор ау 





à - 3.39 
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Fig. 22.15 Figure for Example 22.2 


Supply system characteristic from Ap, = R, О: 





13.56 





Resultant pressure in the room due to the supply fan-duct system is FTP, – A p4, as 
plotted in Fig. 22.15, which is positive: 


Q,, , m/s 0 









(FTP, - Ару), mm H,O 


The pressure is plotted in Fig. 22.15. 
Exhaust system resistance 
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Exhaust system characteristic, Ap, = Ry Qs: 


B , m/s 


Ар, mm H,O 








Resultant pressure in the room due to the exhaust fan-duct system is (FTP, — Ар»), 
which is negative. 


Qv, i m?/s 








(ЕТР,- Ар»), mm НО 


This pressure is also plotted in Fig. 22.15. The final resultant pressure in the 
room corresponds to the point A at the intersection of the two curves which gives the 
following: 

Pressure developed by the supply system 
- Pressure drop of the exhaust system 
— Pressure in the workshop (gauge) 
= 18.5 mm H,O 


Ventilation rate 0, = Oy, = 3.25 m?/s 


(b) Leakage system resistance 


^ 12. 
Roos = 4 


"Xe 05 


Leakage system characteristic, Ap, = Ка Ò E 





0 v, m/s 





Арз, mm H,O 





Тһе Leakage system characteristic is also plotted in Fig. 22.15. 


Note The leakage system and exhaust duct plus exhaust fan system are in parallel. The 
resultant of the two is obtained by adding Quy, and Qy, for the same pressure drop, i.e., for 


(FTP, – Ар) =— Арз 
The resultant of the two parallel systems of leakage and exhaust is also plotted 
in Fig. 22.15. Its intersection with the supply system characteristic at B gives the 


following: 
Pressure in the workshop = 7 mm H,O gauge 
Ventilation rate дь, = дь, + дь, = 3.475 112/5 


Reading for the characteristic of the exhaust system and leakage system for the 
same pressure drop of 7 mm H,O, we obtain the following: 


Volume handled by exhaust system (Point C) Ò», =3.1 m?/s 
Leakage volume (Point D) Ò», = 0.375 m/s. 
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È 
Ф Revision Exercises 


221 А fan with characteristics as in Table 22.2 supplies air to a system for which 
the total pressure loss is 61 mm H,O for a volume flow rate of air of 2.5 m/s. 
Find the flow rate of air and fan total efficiency. 

22.2 A fan with characteristics as given in Table 22.2 delivers air to a system 
at a temperature of 18°C and 760 mm Hg barometric pressure at a rate of 
2.5 m/s. To obtain the same flow of air at 20°C and 610 mm Hg barometric 
pressure, two such fans are used in series. Show that the arrangement will 
supply the same mass flow rate of air. 

22.3 The total pressure drop through a heat exchanger is 56 mm Н;О for a volume 
flow rate of air of 2.5 m?/s at 18°C. A fan with characteristics as in Table 22.2 
is used to supply air at 15?C which leaves the exchanger at 93?C to the atmo- 
sphere through an area of 0.09 m?. Show where the fan should be placed to 
obtain a greater mass flow of air. 

22.4 The performance figures for a centrifugal fan driven by a constant speed 
motor are tabulated below. Plot these and superimpose a shaft-power curve. 
From this determine the shaft power at the design output of 50 m/s and also 
the power if the output is reduced to 30 m/s by damper regulation. 

If, instead of using damper regulation, the fan speed is reduced by a 
hydraulic coupling of constant torque, calculate the reduction in the power 
input to the fan shaft. 


Efficiency 
% 
0 
46 
66 





70 
67 
60 
48 
32 





22.5 The characteristics of a supply fan installed оп a system are given in Table 
22.1. The system has a total pressure loss of 450 N/m? when handling 3 m/s 
of air. 

(a) Calculate the quantity of air handled, total pressure developed, power 
consumption and efficiency of the fan. 
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(b) The filter in the above fan-duct system offers a pressure drop of 90 N/m? 
for an air flow of 3 m?/s when it is clean. Find the fan power consumed 
in the clean filter. 

(с) The fan delivers only 2.3 m/s of air when the filters have become dirty. 
Find the pressure drop in dirty filters and the fan power wasted due to 
the filters being dirty. 

22.6 A fan supplies air to a space through a duct system in which the pressure drop 
is 30.5 mm Н,О for a flow rate of 3 m/s. Another fan also supplies air to the 
space through another duct system in which the pressure drop is 43.2 mm 
H,O for a flow rate of 2.5 m?/s. Both the fans are identical and have charac- 
teristics as given in Table 22.2. From the conditioned space, the air is sucked 
in by both the fans, (which are in parallel) through a return duct-and-appara- 
tus system in which the pressure drop is 30.5 mm Н,О for a flow rate of 
5.5 m/s. Determine the volume handled and power consumption of each fan. 
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Refrigeration and 
Air-Conditioning Control 


If the refrigeration load and capacity of a plant remained constant, there would not 
be any need to have any control. However, in practice, both do fluctuate. The cool- 
ing load changes due to input conditions and changes in the outside conditions. The 
plant capacity also changes due to the changes in the outside conditions. Also, since 
the plant is designed for peak load, its capacity is usually greater than the immediate 
demand, resulting in a trend to establish a suction pressure and temperature that are 
lower than those necessary to fulfil the peak demand. 

Automatic control makes the plant independent of skilled supervision. It also 
achieves a higher degree of accuracy in maintaining the required temperatures, pres- 
sures and humidities. Further, it offers flexibility in the operation of complicated 
plants on various impulses from different parts of the system ensuring overall 
control and protection. 


23.1 Chia BASIC ELEMENTS OF CONTROL 
In every control device, there is a controlled variable or controlled condition such 
as the temperature of the conditioned space. Figure 23.1 shows the basic elements of 
a control system in the form of a block diagram. The detecting element feeds a signal 
to the controlling unit, when any deviation from the desired value of the controlled 
condition, i.e., from the set value, occurs. The measuring element of the control unit 
then measures the extent of this deviation and triggers the actuating element. The 
positioner is responsible for setting the value of the controlled variable. In case, the 
force from the measuring element is not strong enough to actuate the regulating unit, 
servomotors or relays can be used. The transmitting element is at times necessary 
between the actuating and regulating elements. It is a part of the control unit proper. 
Often, the functions of the various elements are combined in one unit. The reader 
may refer to the construction of expansion valves given in Chapter 8 and try to 
identify the various elements. 

It may be noted that the response of the control unit to an impulse is subject to 
lags and retards of different kinds which are due to friction between parts, heat 
capacities of walls, etc. 
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Fig. 23.1 Block diagram of basic elements of a control unit 


The common items of control involved here are given below. 

(i) Expansion devices: 

(a) Automatic expansion valve 
(b) Thermostatic expansion valve 
The capillary tube does not do any control function. 

(ii) Cut-outs for refrigeration units: 
(a) High pressure cut-out 
(b) Low pressure cut-out 

(iii) Back pressure valves 

(vi) Liquid level regulating devices: 
(a) High-side float valve 
(b) Low-side float valve 

(v) Flow-regulating devices: 

(a) Solenoid valves 
(b) Check valves 
(c) Water and brine valves 

(vi) Thermostats: 
(a) Evaporator thermostat 
(b) Room thermostat 

(vii) Humidity controls (Humidstats) 

(viii) Motor controls 

(ix) Modulating motors. 

These are the general ones. There are many others. A detailed discussion of 
these and other controls is, however, outside the scope of this book. Only the 
salient features of some pertaining to refrigeration and air-conditioning control are 
given here. 


na | 
23.2 d '... DETECTING ELEMENTS 
These are sensing devices, often having the measuring device and positioner built 
into them. The common types of detecting elements are bimetallic, bulb-and-bellow, 
temperature sensitive electric resistance, electromagnetic and humidity sensitive. 
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23.2.1 Bimetallic Elements 
A bimetallic element comprises of two strips of dissimilar materials with different 
coefficients of thermal expansion, joined together and fixed at one end. Any change 
in temperature results in non-uniform expansion of the two strips and consequent 
bending as shown in Fig. 23.2. These elements are used in thermostats. Two well- 
known materials used as a pair and their coefficients of expansion are: 

Brass : 17.5 x 10% рег“С 

Invar (36% Ni + Steel) : 0.9 x 107% рег?с 


а, 




















Before Expansion After Expansion 
(a) (b) 
Fig. 23.2 Bimetallic element 


It is seen that the magnitude of movement of the element depends on the length of 
the strip. Hence a greater length is required for increased sensitiveness. Often, the 
bimetallic elements are bent in U-form or wound in different shapes. 


23.2.2 Bulb-and-Bellow Elements 


The typical construction of a bulb-and-bellow element is shown in Fig. 23.3. 
The control spring provided acts as a positioner to preset the value of the control 
variable. It is seen that the control variable is the temperature, but with the bulb 
removed, the element can be connected to a system and this be used to control pres- 
sure. Its use has already been explained in the case of the two expansion valves, both 
as temperature-sensitive and pressure-sensitive elements. Simple bellows are used 
in low pressure cut-outs provided in all condensing units. By regulating the tension 
of the spring, one can select a vapour pressure (and hence temperature) at which the 
assembly will actuate the switch or valve. 

The bellow and bulb can be either liquid-charged or gas-charged. In the liquid- 
charged type, the vapour pressure in the element will increase with increasing 
temperature of the bulb according to the vapour pressure curve ABC in Fig. 23.4. It 
may be noted that the vapours tend to condense on the coldest part. Thus if the 
bellows are cooler than the bulb, the liquid will accumulate in the bellows and no 
liquid may remain in the bulb which will effectively become gas-charged and, there- 
fore, insensitive to temperature charge. Hence, it is required that the element should 
have sufficient charge so as to leave some liquid in the bulb even if the bellows and 
capillary tube are completely filled with the liquid. 
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Fig. 23.3 Bulb-and-bellow Fig. 23.4 Variation of pressure with 
element temperature in liquid and gas 


charged bulbs 


As stated above, the gas-charged types are the ones with a small liquid charge at 
low temperature of operation, so that, at higher temperatures, the element is com- 
pletely filled with gas, and the pressure variation is along the constant-volume line 
BD in Fig. 23.4. Such elements are used for low-temperature operation, and when 
the bulbs are exposed to high temperatures, they go out of operation. They are called 
fade-out elements. The fade-out principle limits the maximum pressure of operation 
and prevents excessive pressures. 


23.2.3 Electric Resistance Elements 


The electric resistance of elements changes with temperature. Whereas copper has a 
positive temperature coefficient of 0.004 per°C and constantan (60% Cu + 40% Ni) 
has a resistance more or less independent of temperature, there are semiconductors 
which have negative coefficients of about 0.04 per °C. The latter are well-suited in 
automatic control because of their numerical high-temperature dependence. They 
are called negative temperature coefficient or NTC resistors, and are made by the 
ceramic process from mixtures of metal oxides, such as NiO, Мп,О,, Со,О;, etc. 
They can be made in small sizes to minimise time lag. 

Figure 23.5 shows the detecting element forming a part of the Wheatstone bridge. 
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Fig. 23.5 Wheatstone bridge for electric resistance elements 


23.2.4 Electromagnetic Elements 


The magnetic field in a solenoid can be influenced by an iron armature in a coil. By 
moving the armature up or down actuated by a sensing element, a change in current 
will occur, and by means of an amplifier, this change can be made strong enough to 
actuate a control device, e.g., liquid level regulating devices. On the other hand, 
solenoid valves are used as two-position controls in the liquid lines of refrigerant 
circuits. A typical construction of a solenoid operating a valve is shown in Fig. 23.6. 
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Fig. 23.6 Solenoid 


Note The solenoid falls down by its own weight when not energised. When it is 
energised, it is lifted up. 
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23.2.5 Humidity Sensitive Elements 


Two temperature sensitive elements may be used to measure the dry bulb and wet 
bulb temperatures and, hence, the humidity. Figure 23.7 shows one such arrange- 
ment using bellow elements. Two thermistors can also be similarly used, coupled 
into a Wheatstone bridge. Such a device will operate on the basis of increase/ 
decrease in the difference (DBT – WBT) of air for the control of humidity. 


Control Control 
Spring Knob pave! 
йе, NT rf 





























~ 
2 


In addition to the above, hygroscopic elements, such as а strand of hair, сап be 
used for humidity control. A simple arrangement is shown in Fig. 23.8. Elongation 
of the hair due to an increase in relative humidity results in a clockwise turning of the 
roller, moving lever to the left, which may operate a switch. 











Fig. 23.7 Using bellow elements for humidity control 
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Fig. 23.8 Hair as а humidity-sensitive element 


Recently, the hygroscopic nature of some salts, e.g., СаСІ,, LiCL, etc., has also 
been used in humidity measurement and control devices. It is found that their 
electric resistance changes with change in humidity. 


23.2.6 Some Pressure Sensitive Elements 


In addition to bellows, other pressure sensitive elements are diaphragms, bourdon 
tubes and piezo-electric crystals. 


23.3 OM ACTUATING ELEMENTS? 


In response to impulses from detecting elements, the actuating elements bring 
about adjustment in plants. They may operate directly or indirectly. In the latter 
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case, additional transmitting elements are used to transfer the actuating impulse to 
the regulating unit. 
The actuating elements can be categorised as follows: 
(i) Electric switches 
(ii) Relays 
(iii) Solenoids 
(iv) Electric or pneumatic motors. 
There are a variety of electric switches with considerable difference in their me- 
chanical and electrical construction. 
A relay is a device which, by a weak pilot current from the detecting and measur- 
ing element assembly, actuates switches for heavy-duty circuits. An illustration of a 
single-phase relay is shown in Fig. 23.9 in combination with a solenoid. 


Solenoid 





1 Spring 











Armature | 


Pitot Contact Member 
Current 








Fig. 23.9 A single phase relay 


In another construction, the spring is omitted and it becomes a simple solenoid. 
The solenoid, if in vertical position, falls by its own weight when not energised. 
When it is energised, it is lifted up. Such a relay is used as starting relay for operat- 
ing switches in hermetically sealed units for changing over from starting winding to 
running winding, after rated speed is attained. 

Electric or pneumatic motors are used for operating dampers or valves which are 
required to open or close more slowly than a solenoid coil will permit. According to 
their mode of operation, motors are of the following two essential types: 

(i) Two-position motors 

(1) Modulating motors. 

A spring-return motor, shown in Fig. 23.10, is an illustration of a two-position 
motor. When the controller element closes the switch, the motor winding is ener- 
gised from A to B. This starts the motor which drives a linkage to open or close a 
valve or damper. A cam, also mounted on the motor shaft, rotates and at the proper 
time throws the limit switch from B to C. The whole winding is now energised from 
A to C. This added coil resistance reduces the current to a holding level. The motor 
then stops and is held in this position. Later, when the switch opens, a spring returns 
the motor to its original position. 

Modulating motors are used for proportional or floating control. They are 
reversible and capable of stopping and holding at any position in the cycle. They are 
either reversible two-phase induction type or shaded pole type. 
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Fig. 23.10 Circuit diagram of a spring-return motor 

















The principle of operation of a reversible two-phase induction motor can be 
explained with the help of Fig. 23.11. In this motor, there are two field windings, 
I and II. Power may be supplied either at A or at B. The other power connection 
is made at C. 












Supply Field 


Windings 








Fig. 23.11 Reversible two-phase motor 


If A and C are connected, coil I is directly powered, while coil II is indirectly 
powered through a capacitor which introduces a phase difference. Thus a rotary 
motion is imparted to the motor armature to open or close dampers, or operate any 
other device. 

On the other hand, if B and C are connected, the motion of the motor is in the 
reverse direction. 

A fully-modulating control would, however, require negative feedback at the 
motor. The complete modulating system is shown in Fig. 23.12. The operating prin- 
ciple is explained in Fig. 23.13. 

In the balanced position, the wiper arms of both the controller and feedback 
potentiometers A and B, and relay arm C are centred as in Fig. 23.13 (a). The current 
through the two coils of the balancing relay is equal. 

With sensor action in response to pressure or temperature changes, the controller 
potentiometer arm is deflected, resulting in an unbalanced condition. The current dif- 
ference in the two coils of the relay causes the relay arm to swing to one contact as 
shown in Fig. 23.13 (b). This starts the motor and causes it to actuate a valve or damper. 
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The movement of the motor also moves the feedback potentiometer wiper which 
brings in added resistance and offsets the effect of the controller. A new balanced 
condition for the relay is obtained as shown in Fig. 23.13 (c). Again, the relay coil 
currents are equal, the relay arm is centred, and the motor stops. 
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Fig. 23.13 Operation of a feedback modulating controller 


Limit switches are used to stop the motor at the end of the desirable maximum 
stroke. Sensor action in the opposite direction reverses the motion. 
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23.4 un. ELECTRIC MOTORS AND CONTROLS? 
Both single-phase and three-phase alternating current motors are used to drive 
pumps, fans and compressors. Single-phase motors range from 35 W to 7.5 kW. 
Three-phase motors are employed in sizes upwards of 1 kW. Motors are designed to 
operate at temperatures of about 40°C above the ambient temperature in open-type 
compressors, and about 55?C above the ambient in hermetically-sealed compres- 
sors. The motors are also designed to take a small percentage of the overload over a 
period of time. But continuous operation under overload conditions will result in the 
overheating of windings and consequent burn-out. It is, therefore, necessary to pro- 
vide adequate safety control on all motors. 

In refrigeration and air-conditioning practice, induction motors are commonly 
used as they can take up a high-starting torque. The name is derived from the fact 
that the magnetic field in the rotor is induced by the current flowing in the stator 
windings. Low starting torque (LST) motors are used in a compressor meant for use 
in conjunction with a capillary tube because the system is expected to equalise the 
pressures between the suction and discharge sides during the off-cycle period. 
Higher starting torque (HST) motors are meant for systems which are controlled by 
expansion valves. 


23.4.1 Three-phase Induction Motors 


There are two types of three-phase induction motors: 

(i) Squirrel cage 

бі) Wound rotor. 

In the squirrel-cage motor, the rotor is in the form of a simple squirrel cage. In the 
wound-rotor motor, the rotor also has a three-phase variable resistance windings. 

Both the types have three-phase stator windings alternately distributed around 
the stators. There is a pole for each of the phases. A two-pole, three-phase motor in 
fact has six poles. 

The rotor in an induction motor always lags behind the stator winding in speed. It 
rotates at a speed that is slightly less than the speed of the rotating stator field. The 
difference in speed is called the magnetic or rotor slip. The speed of the stator is 
determined by the frequency of the current and the number of poles as follows: 

nuc (Frequency) 120 

Number of poles 

A four-pole, 50-cycle A.C. motor will have a stator speed of 


m = a = 1500 

This is synchronous speed of the rotor. However, for such a motor, the rotor 
speed is normally 1440 rpm. Thus the rotor slip, expressed as a percentage of the 
synchronous speed is 

1500 – 1440 _ 
1500 

The slip also implies a loss of power of the motor due to the generation of heat. In 
this case, 4 per cent of the motor power input is converted into heat. Hence the motor 
efficiency is 96 per cent. 


4% 
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In the case of wound-rotor motors, the slip and hence the speed can be varied by 
varying the resistance of the rotor windings. But this would result in inefficient 
operation. By far, the simpler squirrel-cage motors are most commonly used. 


23.4.2 Single-phase Induction Motors 


In the case of a single-phase motor, when the stator winding is energised, there is 
only one stator pole and no rotating field. The magnetic field set-up in the rotor is in 
line with that of the stator. Therefore, no starting torque is developed and the rotor 
does not move. 

If, however, the rotor is started somehow, the current induced in the rotor will lag 
behind the current in the stator, and the motor will continue to run. 

All single-phase motors have squirrel-cage type rotors, but they differ only in the 
method employed to produce the necessary starting torque as discussed above. 
Accordingly, they are of the following types: 

(i) Split phase 

(ii) Capacitor start and induction run 
(iii) Capacitor start and capacitor run 
(iv) Permanent capacitor 

(v) Shaded pole. 

The difference in their construction is shown in Fig. 23.14. All the types have two 
stator windings, called the starting and running windings, connected in parallel. 

In the split-phase type the starting winding, which is of thinner wire, has a high 
resistance and low inductance. The running winding, on the other hand, has a low 
resistance and high inductance. The relatively higher resistance in the starting wind- 
ing can only withstand the main voltage for a very short period, otherwise it burns 
out. As a result, of the difference in inductances, when the two are energised, the 
current in the running winding lags behind the current in the starting winding by 
about 30°, thereby implying that the single phase is split. In effect a phase difference 
is created, a rotating field is formed and the motor starts. When the rotor reaches a 
speed of 70-75 per cent of the rated speed, a shaft mounted centrifugal switch or a 
starting relay in series with the starting winding as shown in Fig. 23.14 (a), opens 
and cuts off the starting winding. The motor then runs on the running winding only. 
These motors are available only in 35-350 W sizes. 


Running Winding 


Centrifugal Switch 
or Starting Relay 





Output Shaft 





Starting Winding 


Supply 











Squirrel-cage 
Rotor 
Fig. 23.14(a) Split-phase 
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The windings of the capacitor-start-induction-run motor are similar to those of 
the split-phase motor. This motor has a capacitor in addition to the centrifugal switch 
in series with the starting winding as shown in Fig. 23.14 (b). With this, the phase 
difference between the two windings can be increased to 90°. As a result, this motor 
can develop a higher-starting torque. They are available in sizes up to 560 W. 


Te Capacitor 
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Fig. 23.14(b) Capacitor-start-Induction-run 





Example 23.1 Conversion of Split-phase Motor into Capacitor-Start Motor 
А 5.48 cm? displacement volume R12 compressor is used in a refrigerator. It has 
а 120 W split-phase motor. When used with R134a and R152a, it was found that 
the motor was tripping due to inadequate starting torque. 

(a) A capacitor was introduced in the starting winding in order to increase 
the starting torque by increasing the phase difference between the starting and 
running windings from 33.3? to 90?. What is the ratio of new starting torque to 
original starting torque? 

(b) Cheque if the new starting torque is adequate. 


Solution (a) Original starting torque 
T = K (sin 33.3?) 
where K is the constant of motor depending on size, winding material, etc. New 


starting torque 
T= K (sin 90°) 
Ratio 


т _ Torque with capacitor _ sin90° _ 1 _ 182 
To z Torque without capacitor sin 33.3° 0.55 a 





(b) Pressures for standard cycle for refrigerator, in bar 





Condenser at 55°C 
Evaporator at —25°C 
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Torque available in motor (from R12 values) 

= 5у, (P-P) = „(5.48 x 1079) (13.61 – 1.24)10? = 3.38 Nm 
Torque required with R 134a and R 152a 


| 
зла = 5 (5-48 x 10%) (14.92 – 1.0685)10? = 3.8 Nm 


1 
Тода = 2 5-48 x 107) (13.32 — 0.9765)10? = 34 Мт 


Torque provided by introducing capacitor 
T= 1.82 T = 1.82 (3.38) = 6.1 Nm 


It is greater than 7,34, and 71;,. Hence, it is adequate. 





Note Тһе phase difference of 90° was created by introducing capacitor of 40 uF in the 
starting winding. 

The capacitor-start-capacitor-run motor has two capacitors as shown in 
Fig. 23.14 (c). In this case, the centrifugal switch merely cuts off the starting capaci- 
tor from the circuit. The motor operates with both the windings in the circuit. The 
running capacitor is employed to correct the power factor. As a result, this motor has 
a higher starting torque as well as a higher efficiency. These motors are employed in 
sizes ranging from 375 W to 7.5 kW. 
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Fig. 23.14(c) Capacitor-start-capacitor-run 


The permanent-capacitor motor shown in Fig. 23.14(d) does not have either a 
starting capacitor or a starting switch. A small capacitor permanently remains in the 
circuit creating the phase difference between the starting and running windings. It 
also serves the purpose of power-factor correction. The starting torque of these 
motors is very low. These are used in small fans only. 
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Fig. 23.14(d) Permanent capacitor 


The construction of the shaded-pole motor shown in Fig. 23.14(e) is quite differ- 
ent. In this, the main stator winding is arranged to form two poles. Also, there is a 
shading coil covering a portion of each pole in the form of a few short-circuited 
coils of copper wire. The shading coil acts as a starting winding by distorting 
the magnetic field and thus producing a small starting torque. These motors are used 
in applications requiring extremely small-sized motors such as modulating motors 
for control. 
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Supply 





Fig. 23.14(e) Shaded Pole 


23.4.3 Hermetically-sealed Units 


А hermetically-sealed unit consists of a compressor and its motor coupled 
together and enclosed in a hermetically-sealed dome. The discharge line muffler, 
necessary for attenuating vibration and noise, is also enclosed within the dome. Also, 
the suction line is installed in such a way that cold suction vapour passes over the 
motor windings, thus enabling them to cool, before being led to the compressor- 
suction valve. A separate charging line is provided which communicates with the 
suction space in the dome. 

The application range of a conventional motor is from idling to full-load torque 
because its winding temperature increases with increasing load. In the case of a 
hermetic motor, the temperature of the windings is reduced on increasing load, to 
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an extent, as a result of greater cooling by the increased mass of the high-density 
suction vapour entering the compressor. The hermetic motor can, therefore, be 
utilized quite close to its breakdown torque without being thermally overloaded. 
However, if the load decreases, there is a risk of its overheating. This results from a 
decreased evaporator pressure at reduced load, and hence a lower density of the 
suction vapour which may seriously affect the dissipation of heat from the windings. 

Another important feature of hermetic motors is the winding insulation. Due to 
recent developments of a new type of polyester-enamel material for winding wire, 
the compressor windings can withstand temperatures as high as 130°C. The life of 
such motors is more than 10,000 hours. 

The presence of air is detrimental to the system. It increases the pressure ratio and 
discharge temperature. In the presence of moisture and oxygen, acids are formed in 
the system contributing to the dissolution of copper, i.e., copper crystals are formed 
on the sliding surfaces, such as bearings, pistons and crank shafts. From this it is 
clear that in a hermetic system a drier is essential since it ensures trouble-free opera- 
tion during the entire life-span of the system. 


23.4.4 Thermal Overload Protection for Hermetically-Sealed Units 


Although refrigerant vapour and lubricating oil are used for the cooling of windings 
in hermetically-sealed units, it is absolutely essential that a protection is provided 
for the thermal overloading of these units. A thermal overload with a temperature 
sensitive element fastened directly to the motor parts is, therefore, installed in these 
units. The overload operates through a starting relay which is normally employed to 
replace the shaft-mounted centrifugal switch. In a compressor, although the starting 
winding is designed to take a relatively large current, but under locked rotor condi- 
tions—which could arise due to many factors, such as poor supply voltage, unbal- 
anced pressure conditions, etc.—the starting winding temperature rise is very fast 
and may damage the insulation of starting windings eventually leading to burn-out. 
This is avoided by the use of the overload-cum-starting relay. The overload is a 
combination of a bi-metal and heater element. It is very precisely calibrated to oper- 
ate under specific current and temperature conditions. The bimetallic strip must cut 
out at a particular fixed temperature and cut in again when the temperature is 
dropped from 70 to 84?C. 


23.5 У ... CONTROLS ІМ REFRIGERATION EQUIPMENT 


А few common controls are described below. 


23.5.1 High and Low Pressure Cut-outs 


Refrigerant compressors are provided with high pressure (HP) and low pressure 
(LP) cut-outs. Their designs are similar. The high pressure cut-out is merely a safety 
control. When the head pressure increases beyond a set-point, the HP cut-out cycles 
off the compressor in order to ward off the possible damage to the compressor. 
When the head pressure subsequently drops, the circuit is once again closed and the 
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compressor starts. Some cutouts, however, require manual resetting. Because of the 
possibility of scale formation in condenser tubes, and more important, the failure of 
water supply, high pressure cut-outs are essential in systems with water-cooled 
condensers. 

A low pressure cut-out is used both as a safety control as well as temperature 
control. Since the suction pressure is governed by the evaporator temperature, a low 
pressure cut-out actuated by changes in suction pressure can be used to indirectly 
control the evaporator temperature. It is suitable as a temperature controller in 
remote installations in which the compressor is located quite some distance away 
from the evaporator. 


23.5.2 Capacity Control of Reciprocating Compressors 


The methods of capacity control of reciprocating compressors have been described 
in Chapter 6. The simplest method is that of the on-off control operated by the room 
or chilled-water thermostat. 

A commonly used method known as the pump-down cycle method involves the 
use of both a thermostat and a low pressure cut-out as shown in Fig. 23.15. In this 
cycle, the room thermostat, instead of starting and stopping the compressor, oper- 
ates a solenoid valve installed in the liquid line of the refrigerant. With a rise in the 
temperature of the room or chilled water, the thermostat closes the circuit, energis- 
ing the solenoid valve which is lifted up, and allows the refrigerant to enter the 
evaporator. The flow of the refrigerant into the evaporator raises the suction pres- 
sure, closes the low pressure cut-out and starts the compressor. With a drop in the 
temperature of the controlled medium, the thermostat operates the solenoid valve 
and stops the flow of the liquid refrigerant to the evaporator. As the compressor 
continues to run, the suction pressure and evaporator temperature continue to drop 
until the low pressure cut-out opens and stops the compressor. 
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Fig. 23.15 Pump-down cycle 


There are many advantages of the pump-down cycle. It provides a dual control 
and eliminates hunting of the compressor. An important advantage is the elimination 
of crank case oil dilution by the absorption of the refrigerant which results in inad- 
equate lubrication, excessive carry-over of the oil into the discharge line due to 
foaming at low pressure and possible damage to the compressor due to the formation 
of slugs of refrigerant and oil. 
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Large reciprocating compressors have a stepped-capacity control, achieved by 
the loading and unloading of compressor cylinders by the lifting of suction valves 


controlled by a thermostat or low pressure control. 


23.5.3 Electrical Disturbances 


Some of the faults in refrigeration plants along with their symptoms, mainly appear- 


ing as electrical disturbances, are summarised below in Table 23.1. 


Table 23.1 Electrical disturbances 


Projector trips | Compressor Compressor 
during operation starts, but tries to start 
projector trips without 
immediately SUCCESS, 
after start projector 
trips 


Compressor 
will 
not 
Start, 

no projector 
trip 





1 2 3 


4 





A. Faults in Electrical Components 
Wrong motor projector x 
Defective motor projector 
Wrong start relay 
Defective start relay 
Wrong start capacitor 
Defective start capacitor 
Defective fan 
Defective thermostat 
Open circuit in compressor, 

electrical equipment or leads 
Earthing x 
. Faults in Electrical Circuit 
Extreme overvoltage x 
Extreme under voltage or 
weak line x 
Wrong rated voltage x 
Mains disconnected (fuses blown) 
. Defective Compressor or Wrong 
Application of Compressor 
Mechanical defects 
Wrong application range 
(evaporating temp.) 
Wrong application 
(ambient temp). x 
Wrong voltage range x 
. Defects in Refrigeration System 
Dirty condenser x 
Capillary tube partly or 
completely blocked 
System overcharged 
System or Cabinet 





(Contd. ) 
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Table 23.1 (Сота.) 


E. Wrong Design of Refrigeration 
System or Cabinet 
Condenser too small x 
Wrong condenser design 
Wrong evaporator design (too 
large volume) x 


Too high equalizing pressure 
Wrong capillary tube 
Bad mounting conditions for 
compressor or condenser x 
Wrong thermostat differential 
. Other Conditions 
Very low compressor temperature 





23.6 Cha ... CONTROLLING ROOM CONDITIONS 
~~~ AT PARTIAL LOAD 


An air-conditioning plant is selected for design peak load conditions. But most of 
the time the plant operates under partial load which is either due to change in the 
outside conditions or due to withdrawal of load. The control of room conditions 
under part load is, therefore, very important. For this purpose, one or more of the 
following methods may be employed: 
(1) On-off control of the air-handling unit or refrigeration unit. 
(ii) Controlled bypass of the air-entering apparatus. 
(iii) Varying water flow іп the chilled-water coil. 
(iv) Reheating the supply air. 
(v) Controlling the volume of the supply air. 


23.6.1 On-off Control 


In the on-off control of the air-handling unit or fan-coil unit, the fan motor is operated 
intermittently by the room thermostat, the bulb of which is installed in the return air. In 
this, the refrigerant or chilled water continues to flow through the cooling coil. This 
results in fluctuating room temperature. In the on-off control of the refrigeration unit, 
the compressor operates intermittently. The air continues to flow over the cooling coil 
and in the room. This method also causes fluctuations in room conditions but ensures 
continuous air movement and is quite convenient in small air conditioners. 


23.6.2 Bypass Control (sing Face and Bypass Dampers 


The bypass control maintains a constant DBT in the room by bypassing a part of the 
return air entering the cooling coil from the apparatus and thus increasing the supply 
air temperature. The schematic diagram of a bypass control with a typical D-X coil 
is shown in Fig. 23.16. The method is employed on chilled water coils as well. Its 
psychrometrics is illustrated in Fig. 23.17. As distinct from the inherent bypass of 
the air due to the bypass factor of the cooling coil, in bypass control the entering air 
is purposely diverted around the cooling coil. By far, this is the most common 
method of control adopted by the industry. 
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Fig. 23.17 Psychrometry of bypass control 


The method of bypassing the mixture rather than the room air is inferior 
because in this case the outside air is also bypassed and is introduced into the room, 
thus causing an increase in relative humidity of the room. Why the return air alone 
should be bypassed in preference to the mixture or outside air, is explained below. 

Referring to Fig. 23.17, let S at ADP of the coil represent the supply air state at 
full load, assuming the BPF of the coil as zero. Now consider a case when the RSH 
load decreases to 50 per cent and the RLH load remains the same. This may coincide 
with a reduction in the outside air dry bulb temperature. Assume, therefore, that the 
outside air condition changes from о to o’. At this reduced 50 per cent RSH load, the 
condition of the supply air should be at s as shown in Fig. 23.17, where 
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і-% 
1-5 

Presuming that the ADP of the coil is unaffected, a bypass of the mixture at 1 
around the coil would result in a condition of the supply air slightly above s, viz., at s’ 
on the line joining 1 to S. Since the change in the condition of the supply air would 
occur along a new RSHF line, which is steeper due to the RLH load remaining the 
same, the condition of the room air achieved by this controlled bypass by a thermostat 
will be at i’. The space condition will thus be at a higher moisture content than state i. 

A bypass of the outside air at o around the coil would result in the supply air 
condition little more above s, and at a still higher humidity in the room. 

If the change in the outside air condition from o to o' is also considered, then the 
bypass of the mixture at 1’ would result in a supply air condition at s”, and the room 
condition at a further higher humidity at i". 

Thus when any outside air is bypassed, the effect is to raise the room humidity. 
Hence the bypass should be normally that of recirculated room air and should be 
arranged as in Fig. 23.18 in preference to the arrangement in Fig. 23.16. 
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Fig. 23.18 Arrangement with bypass of return air only 


Even if no outside air is bypassed, the entering air state will be above 1 and the 
room humidity will again be higher. This leads to a lack of humidity control. 
However, the decrease in the flow of air over the cooling apparatus decreases the 
load on the cooling coil. As a result, the ADP drops from 5 to S’ and the air leaves at 
a lower temperature. The supply air state, therefore, is closer to s than to s’ and s” 
and the change in the room humidity is not to the extent as shown. Nevertheless, coil 
icing may result at higher bypass rates. This may be eliminated by using a pump- 
down cycle by installing a solenoid valve as shown in Fig. 23.15. 

A bypass control can be used in chilled water coils also. The method is conven- 
iently employed in single zone as well as multizone units for the air conditioning of 
large spaces. 
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Example 23.2 (a) Given for the air conditioning of a plant: 
Inside design conditions : 24°C DB, 50% RH 
Outside desing conditions : 40°C DB, 25°C WB 


Room sensible heat : 40 kW. 
Room latent heat : 10kW 
Ventilation air : 25% of supply air. 


Calculate the state and rate of supply air, and the design duty of the cooling 
coil. Assume the bypass factor of the coil as zero. 

(b) A thermostat is employed to maintain the room temperature in the above 
plant using face and bypass dampers. The outside air dry bulb temperature 
changes to 34°C, the wet bulb temperature remaining the same, and thereby the 
room sensible heat load is reduced to half while the latent heat load remains the 
same. Determine to the first approximation: 

(i) The amount of air bypassed by the control. 
(ii) The relative humidity maintained in the room. 


Solution Refer to Fig. 23.19 
(a) At full load: Room sensible heat factor 


40 





RSHF 


ТРЕТ Е 








А Controlled room 
temperature 














11°C 17.5°C 24°C 


t —> 


Fig. 23.19 Figure for Example 23.2 


Apparatus dew point from psychrometric chart (Room ADP, BPF = 0) 
15 = 11°C 
Dehumidified or supply air quantity 
RSH 40 


= = = 150.8 
0.0204 (t; — ts) 0.0204 (24 — 11) 





(cmm), 
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Ventilation ап (cmm) = 0.25 (cmm), = 0.25 (150.8) = 37.7 
Recirculated room air (cmm); = (cmm), – (cmm), = 150.8 – 37.7 = 113.1 
Ventilation load 


OATH = 0.02 (cmm), (A, — h,) 
= 0.02 (37.7) (76.2 – 48.1) = 21.2 kW 
Design duty of cooling coil 
GTH = RTH + OATH 


= (40 + 10) + 21.2 = 71.2 kW 
(b) At part load: 


Supply air temperature at 50 per cent RSH 


1 
t= -CU,t+t 
2 6 5) 


5 


1 
= > 24 + П) =17.5°С 


Bypassed room air 





t-t 
(cmm); bypassed =- 5 (cmm), 
ti — ts 
L (cmm) 
= — (cmm 
2 а 


1 
= z (150.8) =75.4 
Recirculated air through apparatus 
= 150.8 – 75.4 = 75.4 


The ventilation air through the coil remains the same. 
Dry bulb temperature of the entering air through the coil 


(cmm); apparatus 


(стт), apparatus Í; + (стт) 10 





, 
t, = 


(стт); apparatus + (стт) у 


75.4 (24) + 37.7(34) 
T 754 + 377 
Join the entering air state 1’ to the apparatus dew point 5. Тһе new supply air 
condition lies at s’ on the line 1' – Sata DBT of 17.5°C. New room sensible heat factor 
20 
20 + 10 — 
Draw а 0.67 RSHF line from s’ to the controlled DBT line of 24°C. This locates 


the controlled room conditions at i’. The relative humidity at this point read from the 
psychrometric chart is 60%. 


= 27.3°С 








RSHF’ = 





Note A more elaborate calculation would show that the coil ADP is lowered and the 
actual relative humidity maintained in the room is not so high. 
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23.6.3 Varying Flow of Water in Chilled-Water (C-W) Coil 


In this case the room thermostat operates a three-way or straight-through valve, sup- 
plying chilled water to the cooling coil through a modulating motor or a two-position 
control. The valve throttles the water thereby varying the flow rate. The three way 
valve mixes fresh chilled water with return chilled water, and this varies the entering 
water temperature (EWT). The temperature of water does not remain constant in C-W 
coil. It is essential in the case of a chilled-water coil, therefore, to have a counterflow 
arrangement between air and water as shown in Fig. 23.20. 
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Fig. 23.20 Control by varying chilled water flow and/or temperature 


Since the water temperature rise will be greater than the design rise due to smaller 
flow rate, or the mixed water temperature will be higher at part load, the surface 
temperature of the coil and hence the ADP will normally increase. Thus dehumidifica- 
tion of air will be reduced, and the supply air state will be above s’ or s’ in Fig. 23.17. 
Consequently, this method would maintain a higher humidity in the room than the 
method of controlled bypass of air. Nevertheless, the method is conveniently applied 
in the air conditioning of multistoreyed buildings with a large number of rooms, each 
having its individual fan-coil unit (FCU) and chilled-water supply. Varying C-W 
flow is another common FCU method of control, along with bypass control, pre- 
ferred by the industry. 


Note |f it is desired that the relative humidity does not alter, а return-air humidstat can 
control the water flow rate, while the thermostat can control the bypass of air. Such a 
combination offers the possibility of maintaining both temperature and humidity, 
simultaneously, in the conditioned space. 


23.6.4 Reheat Control 


Any increase in the latent heat load and decrease in the sensible heat load of the 
room can be handled by employing reheat of the supply air. Reheat thus provides an 
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artificial load on the room as illustrated in Fig. 19.8 and maintains a constant dry 
bulb temperature. But there is no control on the room relative humidity. 

The psychrometrics of reheat control is explained in Fig. 23.21. The broken lines 
in the figure represent the processes at part load. The room thermostat senses the 
temperature of the room air. As soon as the temperature drops below the design 
value, the thermostat operates the reheat coil. The leaving air at 2 is reheated to s and 
then supplied to the room along the part-load sensible-heat-factor line s—i. The posi- 
tion of the point s can be located on the intersection of the horizontal from 2 with the 
line of minimum RSHF drawn from i. 








Part Load 











tApp ti 


f= 


Fig. 23.21 Psychrometrics of reheat control 


If the plant is operating under part-load conditions, the latent-heat load may also 
reduce along with the sensible heat load. Then, the resulting room condition will be 
at 3 and the КӚНЕ line will Бе 5-3. 

As reheat adds to the requirement of refrigerating capacity, it is wasteful of 
energy, and is, therefore, not commonly used in air conditioning except for high 
latent-load applications. 


23.6.5 Volume Control 


The control of the quantity of the supply air to room essentially provides the same 
type of control as obtained by bypassing the recirculated room air. A problem 
encountered with volume control is the non-uniform distribution of air within the 
conditioned space. It is, therefore, desirable to see that the supply air quantity at 
partial load is sufficient for satisfactory distribution. 


жу 
23.7 g '... INDUCTION SYSTEM 
In the constant-volume induction system, the central plant conditions only fresh air. 
The supply air is maintained at a constant temperature of about 10?C. A constant 
volume of this primary air is led to the room through an induction unit as shown in 
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Fig. 23.22. This primary air induces a stream of secondary room air. The mixture 
can be further treated in the coil installed in the unit. 


Conditioned Air 
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Fig. 23.22 Induction unit 











The all-air-constant-volume induction system is particularly suitable for spaces 
having a large ratio of the floor area to height, requiring horizontal duct-work and 
piping. The treated fresh-air duct in this case is designed as a high-pressure system. 





Example 23.3 The air-conditioning system of a building has a central plant 
which processes fresh air from 43°C DB апа 24°C WB to 12°C DB and 11°C 
WB. The rooms have induction units with individual thermostat control to main- 
tain the room at 249С by modulating the supply of chilled water through the 
room coil in which only sensible cooling takes place. The induction ratio is 4 by 
volume. The room sensible and latent heat gains are 5 and 1 kW respectively. 
The primary air delivered to the room is 8 cmm. Calculate: 
(a) The relative humidity in the room. 
(b) The cooling loads on the central plant and room induction unit. 
(c) The grand total heat. 


Solution Refer to Fig. 23.23. The fresh air is treated from o to 1. The primary air 
is at 1. The secondary room air at i is sensibly cooled to 2 in the induction unit. The 
supply state s is obtained by the mixing of 2 and 1 in the given ratio. 
Secondary room-air quantity 

(cmm), - 4 (cmm), - 4(8) - 32 cmm 
Supply air quantity 

(cmm), = 8 + 32 = 40 cmm 
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Fig. 23.23 Figure for Example 23.3 


Supply air temperature 
_ RSH 
0.0204 (cmm), 


[= 1; 


= 24 — ——————— = 17.9°С 
0.0204 (40) 
(a) Room latent-heat balance: 
КІН = 50(cmm), (0, — о) 
40; + о) 
= 50 (cmm), | ©; - E Зи 
4 0; + 0.0077 
1 = 50440) | о; - ---% 7 
whence а) = 0.0102 kg/kg 


The room relative humidity from the psychrometric chart at 1; = 24°C and 
0) = 0.0102 kg/kg is found to be 53.5%. 
(b) Specific humidity of air after cooling in the induction unit: 
ф = 0, = 0.0102 kg/kg 
Dry bulb temperature at 2 


ae (cmm), t, — (cmm),f, 
yt 





(cmm), 
_ 40(17.9) - 8(12) 
32 
Enthalpies at, o, i, 1 and 2 from the psychrometric chart 
h, = 68.0 kJ/kg 
h; = 50.0 kJ/kg 
h, = 45.0 kJ/kg 
h, 231.5 kJ/kg 


= 19.4°C 
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Cooling load on the room-induction unit 
0 = 0.02 (cmm), (A; — hy) 
= 0.02(32) (50 – 40) = 6.4 kW 
Cooling load on the central plant 
OATH = 0.02 (cmm), (A, — hi) 
= 0.02 (8) (68 — 31.5) = 5.84 kW 
(c) Grand total heat 
СТН = 6.4 + 5.84 = 12.24 kW 





Example 23.4  Year-round A/C System with Sprayed Coil and Induction 
Unit. 
Figure 23.24 shows the schematic arrangement of the central plant of an year- 
round A/C system with induction unit. The room units have individual 
thermostats controlling water flow in coils. The induction ratio (IR) is 4. 

The system is designed for sprayed coil with C-W spray in summer, and 
pumped recirculation in winter. 

(a) Summer design conditions are: 


Outside air : 43.3°C DBT, 28.3°C WBT 
Air off cooling сой : 11.7°C DBT, 10.6°С WBT 
Primary air : 15.6°C DBT 
RSH gain : 4.5 kW 
КІН gain : 0.5 КУ 

Design room temperature: 22.2°C 

Calculate: 


(i) Primary air quantity. Mixed supply air temperature is limited to 13.3?C. 
(ii) Cooling load on room coil in induction unit, and condition of air leaving 
room coil. 
(iii) Relative humidity in the room. 
(b) Winter design conditions are: 


Outside air : -1.1?C DBT, 80% RH 
Air off pre-heater 5 26 7C 
Humidifying efficiency : 80% (of sprayed coil) 
RSH loss 23.3 kW 
RLH gain : 0.5 kW 


Assuming the unit handles the same supply air volume, and the room is still to 
be maintained at 22.2?C, calculate: 
(i) Primary air temperature. 
(ii) Temperature of mixed supply air. 
(iii) Relative humidity in the room. 


Solution (a) Summer Air Conditioning: (Fig. 23.25) 
(i) Mixed supply air quantity 
RSH 45 


m, = = 
Е: C, (t; = 1) 1.0216 (22.2 — 13.3) 





- 0.5 kg/s 
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Fig. 23.24 Schematic arrangement of year-round A/C system for Example 23.4 
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Fig. 23.25 Summer A/C рзусћготе сз for Example 23.4 


Primary air quantity 


m, = 


та, = 0.1 kg/s 


Nn | — 


Secondary air quantity 


ma, = 


ma, = 0.4 kg/s 


Сл] == 


(ii) Condition of air off sprayed coil 
ty = 11.7?C, f"; = 10.6?C, c, = 7.56 g/kg d.a., h, = 44.9 kJ/kg d.a. 
Moisture balance of room gives 
RLH 


а) = @ + — 
Ma, (h fo )222°C 
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=7.56 + 99 E = 9.51 g w.v./kg d.a. 
0.1 42561 
> h; = 47.0 kJ/kg d.a. (As a function of t;, а)) 


Cooling load on room cooling coil, by energy balance of room 
№ а (h; — hj) = RSH + КІН - Осо 
> Осы = RSH + КІН – Ma, (h;— Рз) 
= 4.5 + 0.5 – 0.1 (47 – 34.8) = 3.78 КУ 
Condition of air leaving room coil 


Осы 3.78 


hy 2 h;- -47- == = 37.6 kJ/kg 
04 


Та 
@, = 0, = 9.51 g.w.v./kg d.a. 
= ty = 15°C 
(iii) Relative humidity in room 
(КН), „„ъ = 28% (As a function of tj, @,) 
(b) Winter Air Conditioning: (Fig. 23.26) 
Volumes handled in summer (v, = 0, = v, = 0.83 т Ке d.a.) 


0, = 0.5 (0.83) = 0.415 m/s, б, = 0.081 m/s, 
О, = 0.324 m?/s 


Assume 0, = 04 = 0, = 0.85 m/kg d.a. for winter. 
Mass flow rates in winter, with volume flow rates same as in summer 
т, = Pa a 0.49 kg/s, rh, = 0.098 kg/s, /й, = 0.392 kg/s 
= Фф, 0.85 dau d E 
Humidity off air washer 
Оу- @, = 00, + Ny (W — 0) = 2.8 + 0.8 (8.8 – 2.8) = 7.6 g/kg d.a. 












34 kJ/kg 
a, = à» =8.8 





6 kJ/kg 0; = œ =7.6 


о, g/kg 


Фо 72.8 














-1.1 \о, 22.2 26.7 је 
e DBT, *C—- о 

EN 3, 

Z © 


Fig. 23.26 Winter A/C рзусћготе св for Example 23.4 
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Moisture balance of room gives 


Q, =7.6 + E E - 9.50 w.v./kg d.a. 
0.098 (2561 
> h; = 47.5 kJ/kg d.a. (As a function of +, а)) 
Energy balance of room gives 
RSH + RLH 
ag са ИВ а 
m, 0.098 


(i) Primary air temperature 
t, = 56°C (As a function of аҙ;, h3) 
(ii) Room sensible heat balance gives 
RSH 


већ + ЕН = 475 + 22 254.2 Кука da. 
j 0.49 


Ma, 


Temperature of mixed supply air 
_ 41, +t, _ 4(22.2) + 56 


E - -29*C 
5 5 








Note Check v,. The assumption is found to be satisfactory. 
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фф 
ж Revision Exercises 


231 (а) An air-conditioning plant with face and bypass control by a room ther- 
mostat is designed to maintain the conditioned space at 25°C DB and 50 
per cent RH, when the outside design conditions are 43°C DB and 24°C 
WB, and the room sensible and latent heat gains are 80 and 20 kW 
respectively. The ventilation air is 75 cmm. Calculate the state and rate 
of the supply air and design duty of the cooling coil. Assume the bypass 
factor of the apparatus as zero. 

(b) Ifthe room total heat is reduced to half when the outside-design condi- 
tions change to 34°C DB and 24°C WB, determine the amount of 
mixture of the recirculated room air and ventilation air bypassed and 
the relative humidity maintained in the conditioned space. 

23.2 (a) The inside design conditions in a space are 21°C DB and 0.0078 kg/kg 
moisture content. The outside design conditions are 30°C DB and 
0.011 kg/kg moisture content. The room sensible and latent heat gains 


The McGraw-Hill companies 


796 Refrigeration and Air Conditioning 


are 17.5 and 3.5 kW respectively. The design supply air temperature is 
15.5°C. The ventilation air is 25% of supply air. 
The air-conditioning plant comprises a mixing chamber, an air washer 
with chilled-water circulation and a reheater. A room thermostat con- 
trols the reheater and a room humidstat controls the chilled-water flow 
in the air washer. Calculate, under the design conditions, the state and 
rate of supply air, cooling load on the air washer and amount of reheat. 
(b) If the room sensible and latent heat gains change to 20.5 and 5.5 kW 
respectively when the outside condition changes to 33°C DB and 22°C 
WB, determine approximately the conditions maintained in the room 
and the amount of reheat. 
Assume that the supply air rate and cooling duty of the air washer 
remain the same. 
23.3 The peak cooling load requirements for a large banquet hall are as follows: 
Inside design conditions : 25°C DB, 50% RH 
Outside design conditions : 40°C DB, 24°C WB 


Space sensible heat : 380,000 kJ/hr 
Space latent heat : 250,000 kJ/hr 
Ventilation air : 190 cmm 


Determine the space cooling load, the reheat load and the total refrigerating 
capacity. Make suitable assumptions. 

If the space sensible heat load decreases by 10%, what will be the condition 
maintained in the room with coil bypass control? 
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Refrigeration/ Processing and 
Industrial Air Conditioning 


Air conditioning for comfort is one of the most common application of refrigeration, 
and it has been dealt with at length in the preceding chapters. However, the most 
significant application of refrigeration is in food preservation, whether it is by way 
of processing or for storage. Processing is done by heating, heat drying, etc., and by 
refrigeration such as in chilling, freezing or freeze-drying. Storage may be of either 
chilled or frozen product. Some of the important products involved in processing are 
candy, beverages, meat, poultry, fish, bakery and dairy products, fruits and vegeta- 
bles, fruit-juice concentrates, precooked foods, etc. The common products preserved 
by storage after chilling are fruits such as apples, pears, grapes, citrus fruits, etc., 
vegetables such as onions, potatoes, tomatoes, etc., and dry fruits, candies, milk, 
eggs and their products. Storage under frozen conditions is resorted to for preserv- 
ing the food value as well as to store perishable products over a long period. The 
common items of frozen food are fish, meat, poultry, and some vegetables such 
as peas, beans, carrots, cauliflower, etc. It may be noted that all products are not 
amenable to freezing. 

An interesting feature of the chilled and frozen food industry is the cold chain that 
must be maintained from the farm to the consumer. An important link in this chain is 
that of transport refrigeration. 

In this chapter, a few problems in food refrigeration and dehydration have been 
studied from the point of view of thermodynamic and heat transfer principles. It 
must be stated here that processing by simple heat drying is a more economical way 
of food preservation. However, with many products, it may involve loss of quality in 
which case it is not considered suitable. The study of the drying process involves 
psychrometric principles. 


24.1 ТУ. TYPICAL EXAMPLES OF FOOD PROCESSING 
“~~ BY REFRIGERATION! AND STORAGE 


A few typical examples of food processing by refrigeration and the operating 
conditions involved may be of interest to the readers. 
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24.1.1 Candy Manufacture 


The proportion of various ingredients in candy manufacture may vary. The main 
constituents are, however, sucrose and glucose and in some cases dextrose. These 
and other ingredients used are sensitive to temperature and/or humidity. They change 
readily to the liquid form depending on temperature and humidity. Accordingly, 
temperatures must not be higher than 21°C and the relative humidity should be less 
than 60 per cent. 

Chocolate is the main item of candy, and cocoa butter is its principal ingredient. 
For most practical purposes, 30°C may be considered as the freezing point of choco- 
late. At usually encountered ambient temperatures of 45°C, the chocolate will 
become soft and will deteriorate fast in quality. Its latent heat of fusion is approxi- 
mately equal to 70-93 kJ/kg. The average values of specific heats before and after 
freezing are 2.34 and 1.26 kJ/kg.K respectively. Chocolate bars are cast in metal 
moulds which are pre-cooled to 15°C. The dew-point temperature of the cold room 
in which solidification takes place and the packing room should be below 15°C so 
that there is no condensation of moisture on the product. The usual temperature 
maintained is between 4-10°C. In the case when solidification is carried out in a 
tunnel, chilled air at 4°C is made to flow counter-current to the direction of move- 
ment of the product. 


24.1.2 Beverage Processing 


The main items of manufacture are beers, wines and carbonated drinks. 

Beer is manufactured from malted barley. Barley is first seeped in water at a 
temperature of 10 to 15°C for 2-3 days until germination, after which it is spread 
over, by draining off the water, for further germination. The grain is then malted in 
slowly revolving or agitated drums in which the moisture content is reduced to 4 per 
cent in a kiln. The malted dried sprouts are separated from the grain and stored for 
future use. These contain starch and diastase. 

This malt is then crushed and suspended into water and made into a mash. 
Another portion is cooked separately with corn or rice. The two streams are mixed 
so that the temperature is about 70°C. After a period of rest for the mash, the diastase 
of the malt splits the starch of the grain into sugar maltose (С НО) |) and to some 
extent glucose (СНО) by enzymatic action. The sweet wort thus produced is 
transferred to a kettle where hops are added. After boiling, it is quickly cooled to 
7 to 10°C and after adding yeast, is transferred to a cellar for fermentation under 
refrigeration. Here maltose is converted into ethyl alcohol and carbon dioxide as 
follows: 

С); Н Оџ + H,O > 4 С,Н;ОН + 4 СО; 

This is an exothermic reaction. The heat of reaction is 652 kJ/kg of maltose 
which must be continuously removed. The temperature in the fermentation tank is 
maintained at about 7-12°C by chilled wear or brine coils. 

Refrigeration is also required in the stock cellar where the beer is retained from 
3 weeks to 3 months for aging, and in the finishing cellar where it is polished by 
filtration and carbonation. The carbon dioxide produced during fermentation 
is liquified for use for carbonation later. Further, hops are stored at a temperature of 
—2 to О°С and at a relative humidity of 50 to 60 per cent. 
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In wine-making also, refrigeration is required in three stages, viz., 

(i) for the control of temperature during fermentation, 

(ii) for the removal of excess potassium tartrate by cold precipitation, and 
(iii) for storage. 

The quality of wine is greatly affected by the temperature of fermentation 
which should not exceed 29?C for red wine and 15?C for white wine. The minimum 
cooling requirement for fermentation is 31 kJ/kg of must. For grapes of high- 
sugar content, it can be up to 52 kJ/kg. Often chilled-water cooling coils are used in 
concrete fermentors. 

For the cooling of wine for precipitating excess potassium bitartrate, the lowest 
possible temperatures above the freezing point of wine are used. The freezing points 
vary between-13 and – 6?C. 

The quality of wine also depends on the temperature and length of storage. Some 
wines require as low a temperature as 7?C for storage. 

In carbonated-drink manufacturing plants, refrigeration is required to cool the 
water, syrup or finished product. 


24.1.3 Bakery Products 


Bread is the most important bakery product. During the preparation of the mix for 
the dough, the heat of hydration and heat of friction of the churner, equivalent to the 
electrical input power, are generated. As the temperature of dough should not 
exceed 24—25°C, the best way to keep the temperature low is to add chilled water at 
2-49С for the preparation of the mix. The mixer is jacketed with а direct-expansion 
coil at a temperature of 0°C. 

The doughs are then placed in troughs for fermentation for a period of 34 to 
5 hours. During the process, the temperature may rise by 4-6°C. It is, therefore, 
desirable to keep them in a room at a temperature of 26°C. 

Refrigeration is needed in the manufacture of other bakery products also in order 
to maintain uniformity of the product, prevent spoilage and for storage. 


24.1.4 Meat Products 


Ammonia-refrigeration systems are commonly used for the chilling of carcass and 
for holding them in rooms. The cooling is by chilled-brine spray or sprayed coil. 

In the case of brine, а 20 per cent solution of NaCl is chilled to a temperature -7 
to —9?C. The brine absorbs heat and moisture from the air. The diluted brine leaving 
the room must be strengthened regularly. The majority of installations these days 
use a sprayed-coil system with air being cooled with brine sprayed over a direct- 
expansion coil. 

The average specific heat of carcass is 3.0 kJ/kg.K. The carcass should be 
reduced to a temperature of 1.5°C in a short time after slaughter. The room tempera- 
ture could be as low as — 3.5?C. Refrigeration is also required for chilling water for 
washing the product. 

More and more of meat products are, however, being preserved by freezing. The 
processing steps before freezing involve cutting, chipping, grinding, forming, press- 
ing and slicing. The recommended storage temperature is — 29?C for a storage life of 
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12 months or more for beef, lamb, pork, etc. At — 23°C, a reasonable length of 
storage between 8 to 18 months is possible. The product quality is seriously 
impaired if the temperature goes up to — 9°C at any stage. 


24.1.5 Poultry Products 


Poultry meat is preserved both by chilling and freezing. Chilling requires a lower 
capital investment whereas freezing offers quality and flexibility of operation. 

A major fraction of poultry meat is processed and transported by liquid chilling by 
the use of flake ice. Air chilling results in a considerable amount of dehydration at the 
surface. The approximate time required for chilling to 7°C is about 115 minutes for 
dressed birds, 50 minutes for eviscerated birds and 25 minutes for cut-up ones. 

As for freezing, the use of air-blast tunnels operating at air temperatures of —29 to 
- 40°C and air velocities of 2.5 m/s or more is recommended. This ensures rapid 
freezing which is essential to obtain good quality and appearance. 

Cooling is also required in poultry farms. A temperature higher than 29°C results 
in reduced egg production and weight and thinner shells. A temperature of 24°C is 
recommended for poultry-keeping. 


24.1.6 Fishery Products 


Refrigeration is required in many ways in the processing, preservation and transport 
of fresh and frozen fish and their products. Care starts from the stage of catching in 
fishing boats and trawlers. 

Icing of fish is first done to chill it to a temperature of 0°C. The melt-water also 
helps to wash off the slime and bacteria. Often the fish are stored in tanks using 
refrigerated sea water at —1°C. It is found that shrimp when stored with refrigerated 
sea water is superior to that stored with ice. The storage life of chilled fish is 
normally 10-15 days. 

Again, more and more of fish are being frozen these days. The valued varieties of 
fish that are frozen include salmon, shrimp, shell fish, etc. Individual quick freezing 
(IQF) techniques are preferred for these products. Quick freezing has many advan- 
tages. It prevents bacterial spoilage and ensures rapid handling, packaging and good 
appearance of the product, and also makes optimum utilization of the freezer space. 
Quick-freezing is achieved by using low refrigeration temperatures. 

The common methods of freezing are described in Sec. 24.4.1. Contact plate 
freezers are suitable with large size products. Blocks of fish are frozen in multilay- 
ered plates in contact with primary or secondary refrigerant. For obtaining 
individual freezing of small-sized fish, such as shrimp, two methods are employed. 
Air-blast freezers use air at — 29 to — 40°C flowing at 2.5 m/s or more. Immersion 
freezers make use of liquid freon or even liquid nitrogen at atmospheric pressure. 
The freezing time depends on the water content and thermophysical properties of 
fish. It also depends on the refrigeration temperature. Frozen fish is normally stored 
at a temperature of —23?C or lower. 


24.1.7 Fruits and Vegetables 


Storage requirements of most fruits and vegetables are given in Chapter 16. It 
may be stated here that rapid pre-cooling after harvesting increases the storage life 
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considerably. Further, controlled atmosphere (CA) storage greatly reduces the 
respiration rate and retards the deterioration of the product, thus increasing its stor- 
age life. It may otherwise raise the requirement of the storage temperature. A con- 
trolled atmosphere aims at maintaining the oxygen level at a low value of 3-5 per 
cent and the carbon dioxide level at a high concentration of 3-10 per cent. 

A few vegetables, such as peas, beans, carrots and cauliflower are also found 
suitable for freezing. These are partially cooked before freezing. Quick freezing is 
not so critical in the case of vegetables. Nevertheless, airblast freezers are com- 
monly used for individual quick freezing of these products. Indirect immersion 
freezing is also being resorted to on a small scale for packaged products. 

Dehydro-freezing is another process that has been found successful in the preser- 
vation of some products, such as apples, apricots, peas, etc. This involves partial 
dehydration, and then freezing. The process retains the advantages of both, without 
the disadvantages of either. One clear advantage is the reduced refrigeration load 
during freezing. Another is the reduced weight of the product for transport. In sim- 
ple dehydration, there is a marked deterioration in quality during the last stages of 
drying. This is eliminated in dehydro-freezing. 


24.1.8 Mushroom Cultivation and Storage: A Case Study 


Mushroom cultivation, processing, transportation and storage has increased mani- 
fold in the last few years. It provides an interesting case study. The stages involved 
are as follows: 


Stage Area of Inside Method Remarks 
Treatment Conditions 


Growth period 15.5°C DBT, AIC by chilled- 
(1 Month) 90% RH water plant and 
steam injection 


Pre-cooling 3°C DBT, D-X plant with Rapid 
(45 min) 90% RH Sprayed-coil pre-cooling after 
harvesting 
(5 min) – РС DBT, Slight Cool-down 
90% RH from 3°C to -1?C 


Cold Storage -19С DBT, D-X plant and To maintain room 

(1-2 hours) 90% RH product cooler condition at 90% 
RH, -1?C, dehumi- 
dified rise is only 
3.5?C approx. Air 
flow, is, therefore, 
very high 





Packing Hall Normal 
(5 – 10 min) А/С 


Cold Room -19С DBT, D-X plant and As in Stage III 
(1-2 days) 90% RH product coolers 


Transportation and storage: Conditions of -1?C DBT and 90% RH will 
have to be maintained throughout. 
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24.1.9 Dairy Products 


Most dairy plants pre-cool milk to 2.5?C before processing for the separation of 
cream and blending for producing standardized quality. There are hot as well as cold 
milk separators. In the latter, the separation process takes place at a temperature of 
49С. After separation and blending, the milk is sent for pasteurization which is ac- 
complished by heating followed by the chilling of milk. Heating is done either by hot 
water or steam and holding the milk at 62?C for about 30 minutes. The milk is then 
cooled first by water from a cooling tower and then by chilled water. The rate of 
flow of chilled water should be such that its rise in temperature is not more than 
5.5?C. When a direct-expansion system is used for cooling, the refrigerant flow is 
controlled by an automatic expansion valve so that the temperature does not drop 
below —2°C lest the milk may freeze. A water-chilling equipment normally consists 
of an ice-bank type water chiller consisting of an insulated tank with water, direct- 
expansion coil and pump. This system ensures a constant temperature of chilled 
water of 0 — 1?C. Also, it takes care of load fluctuations by allowing excess refrig- 
eration to be stored in the form of ice on immersed coils. 

Refrigeration is also required for cooling the cream before churning and the 
mechanical separation of butter. For the storage of butter, a temperature of 0 to 
4°C is satisfactory. But for a storage for 6 months or more, a temperature of — 23 to 
— 189С must be used. This is the same as for some frozen products. Thus butter can 
be kept in freezer compartment of refrigerators for storing beyond a period of six 
months or more. 

Ice-cream manufacture is another industry that makes great use of refrigeration. 
The ice-cream freezer has to whip in a certain amount of air in the mix, simultane- 
ously with freezing. The product is 0 to 100 per cent frozen between the temperature 
range of — 2.5 to — 55?C approximately. 


24.1.10 Cold Storage Design 


Cold storage is a low temperature refrigeration application. To keep the size of the 
refrigeration unit small, and power consumption low, it is necessary to construct the 
storage such that the cooling load is minimized. 

Accordingly, 10 to 15 cm thick insulation is applied on the walls and ceiling. 
The common insulating materials are expanded polysterene (thermocole) and 
poly-urethane foam (PUF). Their respective thermal conductivities are as follows: 


Thermal Conductivity, Thermocole PUF 
W/m°C 0.037 0.0173 





It is seen that PUF has half the value of thermal conductivity of thermocole. PUF 
is, therefore, preferable to thermocole. Manufacturers, these days, are making sand- 
wich PUF panels also which are used to assemble pre-fabricated cold stores. These 
panels are in the form of a sandwich consisting of two steel plates with core of a rigid 
PUF in between. Foaming is performed in a hydraulic press. PUF is injected in 
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a mould under high pressure. The foaming agent is a CFC-free substance say, 
propane. The value of overall heat-transfer coefficient of a 10 cm PUF panel is: 


U = 0.2 W/m^*C 


Note The flooring can also be provided with a PUF slab, and the requisite water-proofing 
and RCC finish will have to be done. 

The load calculation for a cold store is separated into the following main sources 
of heat for a given 24-hour period. 

(i) Transmission load. 

(ii) Air change (infiltration) load. 
(iii) Miscellaneous loads like electric motors, lighting, people, etc. 
(iv) Product load, sensible. 

(v) Product load, respiration. 

The average air changes per 24 hours for storage rooms above 09С due to the 
door openings and infiltration may range from 10 for small cold room of 90 m? 
volume to 1 for large cold storage of about 900 m? volume. 

Although most of the load in refrigerated room is due to transmission, air changes 
and product, the loads due to lighting, motors and people working should not be 
overlooked. 

The product load consists of three separate components: 

(a) Sensible: This is the amount of heat that must be removed to bring the product 

to storage temperature. It depends on specific heat of the product. 

(b) Latent: This is the amount of heat that must be removed to freeze the product. 

It depends on latent heat of fusion. And it is applicable in the case of frozen 
food storage. Example: 2500 kJ/kg of heat removal required for the harden- 
ing of ice-cream. 

(c) Respiration: Fresh fruits and vegetables are alive. They undergo changes even 

when stored at low temperatures releasing heat of respiration. Typical values 
of this sensible heat are given in Table 19.3. 


Note (i) When product load is calculated on per hour basis then a correction factor for 
taking into account pull-down time other than 24-hours must be applied as 
follows: 


24 hours 
Pull — down time 
(ii) А safety factor of 10% is also added to allow for any omissions and inaccuracies. 

When load in kW has been determined, the-condensing unit is selected first to 
give a capacity greater than the cooling/freezing load. The fan-coil unit is then 
selected to balance the capacity of the condensing unit. 

The nature of the product governs the choice of relative humidity to be main- 
tained in the room. The relative humidity, in turn, determines the choice of refrigera- 
tion temperature. Higher the humidity, higher the refrigeration temperature. The 
table below gives recommended temperature differences between the air in the 
storage room and the saturated suction temperature of the refrigerant in the forced 
convection evaporator, depending on room relative humidity. 
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Product type Temp. Difference Remarks 





Fruits, Vegetables, 4—5?C Minimum moisture 
flowers, etc. loss 

General storage, 6°C Products require 
packed products. lower RH 


Pharmaceuticals, 7-99С Products require 
beer, potatoes, moderate RH 
onions, tough-skin 

fruits, etc. 

Prep./cutting rooms, 50-65% Products not 
candy, etc. affected by RH 





Note Іп cold storage applications, it is recommended that load be divided into multiple 
units to provide for some capacity control, since the refrigeration system has to be selected 
for the worst (maximum load) conditions which may occur even for one day in the year. 
Important considerations in the selection and location of fan-coil units are: 
(i) Air should be directed to move where there is heat gain, e.g., towards walls 
and ceiling. 
(ii) Total supply of air is around 40-80 air changes per hour. This is so because 
the dehumidified rise is very small. 





Example 24.1 Cold Storage Psychrometrics 
A small cold storage has the dimensions 8.5 m x 5 m x2.5 m height. The design 
conditions are: 
Outside: 43°C DBT, 27°C WBT 
Inside: 2°C DBT, 90% RH 
The transmission load is estimated as 1.5 kW. The fan motor and lighting load 
is assumed as 0.3 kW. The product loading is 2000 kg of fruits/vegetables 
every day. Assume 6 air changes per day equivalent of infiltration due to door 
openings. Determine: 
(i) Refrigerating capacity required. 
(ii) Approximate saturated suction temperature of refrigerant. 
(iii) Number of air changes of supply air. 


Solution Refer to Fig. 24.1. 


As the inside condition is very close to saturation curve, all psychrometric proper- 
ties are found by calculation rather than by using psychrometric chart. The same are 
as follows: 


DBT,°C WBT,°C ЕН,%р;, mmHg p, mmHg p,,mmHg DPT, °C а, g/kg h, kJ/kg 





Outside 43 27 29 26.74 64.8 18.79 15.77 83.91 
Inside 2 90 4.93 4.437 -0.39 3.653 1116 





Volume of space У=8.5 х5 х 2.5 = 106.25 m°? 


The McGraw-Hill companies 


Applications in Food Refrigeration/Processing and Industrial Air Conditioning 805 


(i) 


(ii) 


(iii) 








"Y 90% RH 
i ву = 3.653 —I 


kg d.a. 






0.03 = 
—X^— 0.97 — 
21-X 

















tapp = — 0.55*C tj22*C 
Fig. 24.1 Psychrometric points for Example 24.1 





Product load (specific heat of fruits/vegetables - 3.77 kJ/kg.K) 
b 2000 (3.77) (43-2) 2458kW 
24 x 3600 
Infiltration air Q, = ЫЗ = 0.44 cmm 
24 х 60 


Air change load SH = 0.0204 (0.44) (43 – 2) = 0.37 kW 
LH = 50 (0.44) (.01577- .003653) = 0.267 kW 
Total sensible and latent heats (with 10% safety factor) 
TSH = (1.5 + 0.3 + 3.58 + 0.37) 1.1 = 6.33 kW 
TLH = (0.267)1.1 = 0.29 kW 
Grand total heat and sensible heat factor 
GTH = 6.33 + 0.29 = 6.62 kW (1.9 TR) 


SHF = 2 = 0.956 
6.62 


Apparatus dew point (by calculation) 
.0204(2 — tapp) 
.0204(2 — tapp) + 50(.003653 — (App) 


By iteration 


= 0.956 





tapp = = 0.55°С 
Saturated suction temperature of refrigerant 
to = tapp — AT for 90% RH = – 0.55 – 5 = – 5.55°С 

The room DPT is – 0.39°С. And сой ADP is —0.55?C. The supply ап condi- 
tion lies between 2°C and —0.55°C. It has to be rather close to —0.55°C, other- 
wise the supply air quantity will be extremely large. Hence, one has to choose 
a coil of almost zero BPF. For the purpose, a large number of rows have to be 
taken, say, from 6 to 12. Let us choose a coil with ВРЕ- 0.03. 
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Supply air temperature 


zm e _1_х—1—0.03=0.97 
ti — tapp 
> t, = 0.03 t; + 0.97 tapp 
= 0.03 (2) + 0.97 (- 0.55) = – 0.47°C 
Q, 6.33 





Supply air quantity cmm, = = 125.6 


0204 (t; — t,) _ .02040 + 047) 
Air change of supply air quantity per hour 

125.6 x 60 
^ 106.25 





It is seen that number of air changes of supply air is very large in a cold storage 
application since the room condition at low temperature (2°C) and high humidity 
(90%) is very close to the saturation curve. It implies that dehumidified rise is very 
very small (2.47°C in this case) even after selecting a coil with large number of rows 
and very low BPF (0.03 in this case). Even then, the number of air changes of 71 is 
excessive. For vegetables/fruits, it should be between 30-60. Air changes in excess 
of 60 would lead to abnormal moisture loss and deterioration of the product. The 
supply air quantity, and hence the air changes can be reduced either by decreasing 
the load, or by decreasing the supply air temperature. The following measures are, 
therefore, recommended: 

(i) Reduce transmission load by applying further insulation. 

(ii) Reduce infiltration load by minimising door openings. 
(iii) Limit daily loading of product, and hence cooling load. 
(iv) Decrease coil BPF by increasing number of rows. 

Another alternative is to have jacketed cold store if the supply air quantity is 
large. The supply air can be made to flow in a jacket all around the store along 
the walls. Thus, air velocity will not be large near the product to cause undesirable 
moisture loss. 


Note ADP is – 0.55°C, below zero. Hence, it is a frosted coil. Not only timely defrosting is 
necessary, but the coil itself can not have more than 3 fins/cm, otherwise the flow will get 
blocked too soon due to frosting. 


24.2 ГУ. TRANSPORT REFRIGERATION 


~ 


Refrigerated transport is the main link of the cold food chain. Some salient features 
of it are discussed in this section. 


24.2.1 Refrigerated Trucks and Trailers 


These vehicles are refrigerated to maintain temperatures of either 1.5 to 4°C for cold 
foods or -18?C for frozen foods. The types of refrigeration systems used are given 
below. 
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Product Subcooling With the use of improved insulating materials, it is possible 
to drastically cut the transmission load of vehicles. In that case, use may be made of 
the storage capacity of the product itself for cold by subcooling it to as low a 
temperature as possible before transporting for short distances. Thus even after 
reaching the destination, the temperature of the product is below the temperature of 
the storage requirement. Examples are tankers for milk, orange juice, etc. 


Using Water Ice Тһе top of the product can be suitably iced. Again, it is a satis- 
factory method for short distances and for some products only. The refrigerating 
effect produced by the melting of ice is 335.4 kJ/kg. 


Water Ice in Bunker with Forced Air Circulation Figure 24.2 shows the sketch 
of an ice bunker that is fitted in front of an insulated vehicle. Air is sucked over ice 
by the blower taking its drive from the engine. A + HP blower will add a heat 
equivalent of 0.37 kW. A mixture of ice and salt can also be used for lower tempera- 
tures up to – 9°C. 


Using Dry Ice Dry ice is used in many small retail trucks for the delivery of frozen 
food, such as ice-cream. The usual positioning of the dry-ice blocks is in the ceiling. 
The cooling is by natural convection. When forced convection is employed, dry ice 
may be placed in bunkers just like water ice. The refrigerating effect produced 
by the sublimation of dry ice, which takes place at a temperature of — 78.5°C, is 
605.5 kJ/kg. In the use of dry ice, care must be taken to avoid burns due to low 
temperature, and suffocation due to lack of oxygen. 


Using Liquid Nitrogen or Liquid Carbon Dioxide Spray In recent times, due to 
the expansion of the industry for the manufacture of oxygen, by liquefaction of 
atmospheric air, liquid nitrogen has become available almost as a by-product. It has, 
therefore, come in use for the transport of frozen food. It may, however, be noted 
that liquid nitrogen has a normal boiling point of -195.6?C. This is an extremely low 
temperature from the point of view of COP and refrigeration economy. Liquid 
nitrogen is, therefore, not recommended if it is not available as a by-product. 

In both liquid nitrogen and liquid carbon dioxide cooling, the refrigerant is intro- 
duced into the vehicle through nozzles, the flow being controlled by thermostats 
and solenoid valves. The storage vessels for the refrigerants are kept within the 
refrigerated space. Whereas a liquid nitrogen vessel need not be under pressure, a 
liquid carbon dioxide vessel has to be under a pressure of about 5.2 bar as at atmos- 
pheric pressure it cannot exist as a liquid. Spray nozzles for liquid carbon dioxide 
should, therefore, be designed to avoid blockage due to snow formation during 
pressure drop. 


Eutectic Plates with Station Charging Eutectic plates forming channels are 
placed all round the body of the vehicle. They contain an eutectic solution which can 
be frozen by a refrigerant flowing in a coil immersed in the solution. The coil is 
connected to a mechanical refrigeration system at the charging station. Cooling is 
produced by the evaporation of the primary refrigerant in the coil. When the solution 
is frozen, the truck loaded with the product for delivery is ready for departure. 
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Fig. 24.2 Ice bunker in transport refrigeration 


Eutectic plates are made in many sizes varying from 45 to 90 cm in width. A 
typical plate of 76 cm x 168 cm x 6.65 cm has a refrigerating capacity of 17935 kJ. 
Standard plates operate at temperatures of — 51 to — 3.5?C. 
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Eutectic Plates with Vehicle-Mounted Condensing Unit This system is 
becoming increasingly popular because of economy as well as reliability for the 
transport of frozen foods. Eutectic plates are used for maintaining the product at the 
required temperature. However, when the frozen eutectic has melted, the vehicle- 
mounted condensing unit can be started. Further, the condensing unit has an auxil- 
iary drive mounted on the vehicle when it is in use and an electric motor drive for use 
at the charging station. 


Mechanical Refrigeration with Independent Engine or Electric Motor The 
mechanical-refrigeration system mounted on the vehicle has an independent engine. 
Some are also equipped with an electric motor for stand-by operation at the charging 
station. These units are available in two ranges: 

(i) 5.86 to 10.3 kW capacity at 1.5°C. 

(ii) 1.76 to 5.28 kW capacity at — 18°C in a 40°C environment. 

By far, this is one of the most common methods. 


Mechanical Refrigeration Deriving Power from Vehicle Engine or Trans- 
mission There are many practical designs available. The refrigeration compres- 
sor may be either directly coupled to the engine, or may take off the power through 
transmission. In one design, the engine runs an alternator. The A.C. current is recti- 
fied and is used to run D.C. motors for compressor and fans. The refrigeration is, 
however, produced only when the vehicle engine is in operation. 


24.2.2 Refrigerated Railway Cars 


Most refrigerated railway cars use ice bunkers with water ice or ice-and-salt mix- 
ture. The recharging of ice is required at intermediate stations on the route. Nowa- 
days, the mechanical-refrigeration system is being increasingly adopted. It is provid- 
ed with an independent diesel-generator set so that refrigeration is independent of 
the car movement. The normal generator capacity is 20 kW. 


24.2.3 Marine Refrigeration 


A special feature of marine transport is the varying climate, ranging from extreme 
hot to extreme cold, through which the ship has to pass during the course of its 
journey. The insulation and fittings should be suitable both for warm and cold water 
routes. Thus a vapour barrier for moisture should be provided on both sides of the 
insulation. Corkboard continues to be favoured as an insulation because of its many 
desirable characteristics, such as structural strength, fire-resistant property, low per- 
meability for moisture, etc. 

Refrigeration is used in ships for cargo and stores of passenger ships. It is also 
used in trawlers for fishing. 

In the case of cargo, the refrigeration system should be capable of providing any 
temperature between — 23.5 and 12.5?C. R 12 with reciprocating compressors is 
presently used as a refrigerant. R 22 is not recommended because of its problem of 
critical oil miscibility. Compound compression is employed. Parallel operation is 
not recommended with R 12 as there is a tendency for oil to migrate and flood one 
compressor while starving another. Accordingly, each evaporator has an independ- 
ent compressor. This involves the use of a large number of compressors. The system 
can be made more economical by the use of parallel brine circuits in cooler coils and 
fewer condensing units. Capacity control is obtained by speed variation or cylinder 
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cut-outs and cylinder unloading. Condensers are of the shell-and-tube type using sea 
water for cooling. Corrosion-resistant cupro-nickel material is, therefore, used for 
tubes and end covers. A receiver capable of holding 20 per cent more in addition to 
the whole charge is essential. The liquid line should emerge from both ends of the 
condenser, and later joining into one. This ensures continuous draining of the liquid 
during roll or pitch of the ship. 

In addition to the cargo, ships must have their own stores. These stores have to be 
much bigger for passenger vessels. They also have a ventilated area for some of the 
items, such as onions and potatoes. 

Fishing vessels use ice for short distances from the shore, but deep-sea fishing 
trawlers which remain away for months together must have mechanical refrigeration. 


24.2.4 Refrigeration in Air Transport 


Refrigerated air transport of some commodities can be justified on the basis of saving 
in the time and preservation of quality. In some passenger aircraft, the cargo 
compartments are cooled by the air-conditioning system itself. In cargo aircraft, the 
perishables are pre-cooled before shipment. For transit refrigeration, if necessary, 
refrigerant packages of water ice, dry ice or other substances are used. 


ғо 
24.3 q '.. COOLING AND HEATING OF FOODS 
с Ie 
Several of the most interesting problems confronting the food technologist involve 
unsteady state heat-transfer. The analytical solutions to differential equation 
or 97 
or Ax? 
for certain unsteady state heat-transfer situations have been plotted in a series of 
graphs called Gurnie-Lurie charts. 
Figure 24.3 represents this solution expressing the temperature as a function of 
time and position in an infinite slab being heated or cooled. Here: 
Т, = Ambient temperature 
T = Temperature at time 7 
к = Distance from centre line to point under consideration 


Fm 


f, = Heat transfer coefficient at slab surface 
k = Thermal conductivity of slab 

p = Density of slab 

C, - Specific heat of slab 
7 — Time of heating or cooling 

X = rlr, 

The figure gives a plot of the dimensionless temperature against Fourier number 
Fo with Biot number Bi as parameter. The dimensionless temperature 015 defined by 
T,—-T 
T-T, 
where 7; is the initial uniform temperature of the slab. The dimensionless time, viz., 
the Fourier number Fo is defined as 


и + Thickness of infinite slab 


а> 
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о КЕ д 
Ст r 


where œ = К/рС, is the thermal diffusivity of the material. The parameters X and 


Bi define respectively the dimensionless distance 


к 
х= 
Tn 


and the ratio of the convective resistance to the conductive resistance, viz., 
Biz de ™ 


known as the Biot number. 
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Fig. 24.3 Gurnie-lurie chart for cooling or heating of a slab 





Ро = — 


A numerical solution can also be found іп the same manner as for heat transfer 
through a building wall. In this respect, a knowledge of the precise values of 
thermophysical properties of foods cannot be over-emphasized. 





Example 24.2 Determine the time required for the centre of a thin slab of 
meat to reach a temperature of 4°C. The temperature of the cooling medium 
is 2°C. The initial temperature of the product is 35°C. The thickness of the slab 
is 10 cm. The slab is cooled from both sides. The heat-transfer coefficient is 
23 W/m?*C. The properties of meat are: 

k =0.6 W/m°C 

С, = 3.65 kJ/kg°C 
p = 1040 kg/m? 
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Solution We һауе t, =2°C 
t; = 35°C 
t=4°C 
г, = 0.05 m 
At the centre 
0 
Tn 


2-4 
0 =(t..- М/(,-ІЙ------0.06 
Ca- We 1) = 7—- 
Io k _ 0.6 _ 
Ві fg tm 23 (0.05) 
Hence, from (һе Gurnie-Lurie chart 
э= "аз 
p C, т 
from which we get the required time as 
"S (1040) (3.55 x 10?) (0.05)? (2.94) 
0.6 





Fo 








- 45227 s - (12.6 hours) 





Example 24.3 А package of meat 1.83 m x 1.83 m x 7.8 cm, initially at 35°C, 
is brought in contact with a cooling medium at 3°C. Determine, by numerical 
method, the temperature distribution in the slab after an elapse of one hour. 
Given for meat: 
k 20.606 W m! К^! 
p = 1200 kg m? 
C, =3.3 kJ kg" K' 


Solution Itis assumed that heat transfer through the faces with the 7.8 cm side is 
negligible compared to that transferred through the two large faces. Now the thermal 
diffusivity 


_ 0.602 
(1200) (3.3 х 107) 


Choose a space element of Ах = 1.3 ст (0.013 m) and a value of M = 2, so that 
the time interval is 


= 0.15 x 10° m?s! 





_ (Ах)? 
ам 


Ат 


(0.013)? 


= Gus 19 g 59594 min or 0.156 h) 
. x 
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The space grid is as shown in Fig. 24.4. Assuming a high heat-transfer coefficient 
at the surface, the temperature at the surface may be considered to reach 3°C instan- 
taneously, or in two steps, viz., initially (35 + 3)/2 = 19°C and then 3°C after the first 
time interval of 563 s. The node 3 is at the centre line. The temperature at the various 

nodes after 1 Атаге calculated as follows: 
fg +t 
juo ite ТИ #55 Lm 
2 
{+t 
1 з _ 35 + 35 3590 








15 = 

57 X 
and so on. The complete set of calculations at various nodes and time intervals of 
1 Az, 2Az, ·-· , etc., are presented in Table 24.1. The graphical procedure is also 
illustrated by broken lines in Fig. 24.4. Only half the thickness is shown in the figure 
because of symmetry. The results for temperature distribution are presented up to 


7 Ar as itis 341 s more than one hour. 
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Fig. 24.4 Schmidt plot for Example 24.2 
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Table 24.1 Calculations of temperatures for Example 24.3 


Number Time 
of ^T 5 
0 0 





27 35 35 35 20 
19 31 35 31 19 


17 27 31 27 17 
5 24 27] 24 15 
13.5 21 24 21 13.5 
12 18.8 21 18.8 12 
10.9 16.5 18.8 16.5 10.9 





EO 


24.4 d -". FREEZING OF FOODS 


Since properly frozen foods have a much longer storage life than cold-stored foods 
and also retain better quality, the emphasis is on the development of frozen-food 
storages and techniques of quick freezing. Among the common products that are 
preserved by freezing are fish, meat, vegetables, such as beans, sprouts, carrots, 
cauliflower, peas and spinach, various tissues and organs, etc. Frozen shrimp is one 
of the most valuable foreign-currency earners for India. 

Freezing requires the removal of heat, and the product from which heat is 
removed falls in temperature in the manner shown in Fig. 24.5. The first stage 
involves sensible cooling. The temperature drops rapidly to the freezing tempera- 
ture below 0°C. The second stage involves the extraction of latent heat of fusion 
during which the temperature changes very little. This stage is known as the period 
of thermal arrest. When about 75 per cent of the water is converted into ice, the 
temperature begins to fall again in the third stage in which the remaining water is 
frozen. The unfrozen water has a higher concentration of salts and other compounds, 
the effect of which is to depress the freezing point. Even at temperatures as low as — 
30°C, a proportion of water in the product tissues remains in the unfrozen state. 

In order to produce a good product, the freezing must be accomplished quickly so 
that no change takes place in the product salt concentrations. Changes take place 
during freezing as the salts tend to separate out. The product is altered from its 
native state. The process is termed denaturation. Slow freezing is, therefore, detri- 
mental as it means a longer time being spent in the zone of denaturation activity 
which is in the region of -1 to — 2°C. 

Table 24.2 gives the freezing rates for classification of the type of freezing. Thus, 
freezing rates vary from 2 to 1000 mm/h of the product thickness. 


Table 24.2 Freezing rates^ 
Thickness Frozen mm/h Type 





2 Slow bulk freezing in a blast-room 
5 to 30 Quick freezing in an air blast or plate freezer 


50 to 100 Rapid freezing of small products 
100 to 1000 Ultrarapid freezing in liquefied gases, such as liquid 
nitrogen, liquid carbon dioxide or liquid freon 
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Fig 24.5 Temperature-time graph of a product during freezing 


24.4.1 Types of Freezers 


There are three basic types of freezers: 

(i) Air-blast freezers in which cold air is blown over the product. 

(ii) Contact or plate freezers in which the product is brought in direct contact 
with a refrigerated surface. 

(iit) Immersion or spray freezers in which the product is immersed in or sprayed 
with a liquid refrigerant. 

Air blast and contact-plate freezers are the two most common types used in 
industry. Contact-plate freezers do not have the versatility of the air-blast freezers. 
The former can only be used to freeze regularly shaped blocks. The latter can be 
used for a variety of irregular shaped as well as small sized products such as peas, 
french fries, shrimp, etc., which results in individual quick freezing (IQF) of each 
piece. Air blast freezers can be freezing tunnel type, belt freezers or fluidized bed 
type freezers. Immersion freezers use liquid freezants at atmospheric pressure, the 
corresponding temperatures being — 196°C with N, and —30?C with R 12. 

To achieve quick freezing in air blast freezers, the air flow rates should be high. 
Figure 24.6. Shows the influence of air velocity on freezing time. A high air velocity 
will mean shorter freezing time but more fan power. An optimum air speed of 5 m/s 
is recommended for most purposes. In continuous air-blast freezers, even higher 
speeds, of the order of 10 to 15 m/s, could also be economically employed as that 
would result in smaller freezer length and lower cost due to reduced freezing time. 

Figure 24.7 shows the schematic diagram of an air-blast freezer in which a mov- 
ing belt carries the product. The belt can also be replaced by trolleys and the product 
stacked in multilayered trays. The air is handled by axial-flow fans developing a 
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pressure of about 14 cm H,O gauge. The air is in cross-flow to the product. 
Likewise, there may be three or more fan-coil units along the length of the belt. To 
minimise dehydration, the temperature of the air is kept close to that of the product. 
The temperature rise of air is thus limited to about 2°C only. Accordingly, the fan 
handles a large quantity of air. Also, the cooling coil is 12-16 rows deep to achieve 
BPF = 0, in order to obtain ADP as high as possible for higher COP in this low 
refrigeration temperature application. As the frost formation is more in the front 
rows, their spacing must be larger so as to maintain a certain free-flow area with 
continuous operation without defrosting for at least 8 hours and without affecting 
the fan-air flow. 
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Fig. 24.6 Influence of air velocity on freezing time 
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Fig. 24.7 А continuous belt air-blast freezer with cross-flow of air 
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In well-designed freezers, the fan power is of the order of 25 to 30 per cent of the 
refrigeration load. If the air-flow rate is very large, the fan power may be greater. As 
aresult of small dehumidified rise and high air flow the temperature rise of air over 
the product will be very small. An average rise in air temperature of about 1.5-2°C is 
permissible. 

Air-blast freezers with batch operation use trolleys or shelves for loading the 
product. Those with continuous operation make use of conveyors or belts. The latter 
are used only if the product can be frozen quickly, the freezing time not exceeding 
30 minutes, otherwise the length of the freezer will become very large. To reduce the 
length, sometimes double, triple or spiral belts are used. The speed of the belt should 
be kept variable to increase its versatility to accommodate the varying freezing time 
requirements of various products and their thicknesses. 





Example 24.4 200 kg/h of fish are to be frozen, the product requiring a resi- 
dence time of 20 minutes, in an air-blast freezer with a 1 m wide stainless steel 
belt. The possible belt loading density is 3 kg/m’. Find the length of the freezer. 


Solution Belt loading = 200 x a = 66.6 kg 


3 
— =3 kg/m 


Belt loading per unit length of belt = = 


Length of belt required = M = 22.2 т 


Note То allow for the loading and unloading of fish outside the freezer, а total length of 


about 25 m would be required. 
Ш, 


24.4.2 Refrigeration Load in Freezers 


Example 24.5 illustrates the procedure for calculating the refrigeration load in freez- 
ers. In addition to the product load, other loads that need to be considered are the fan 
heat, pump heat, heat leakage through insulation, heat load due to internal lighting, 
containers and conveyers, heat load due to defrosting, infiltration load, etc. 





Example 24.5 32,400 kg/day of cold fish is to be frozen to — 30°C іп 10 cm 
thick blocks each weighing 45 kg. The secondary refrigerant temperature is 
- 40°C. The evaporating refrigerant temperature is — 47°C. The fish enters at 
30°C. The freezing cycle time may be taken as 4 hours. Given: 

Specific heat of thawed fish = 3.77 kJ/kg°C 

Latent heat of fusion of fish = 251.2 kJ/kg 

Specific heat of frozen fish = 1.67 kJ/kg?C 

Calculate the number of blocks frozen per cycle and refrigeration duty of the 
plant for 18 hours running time. 
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Solution Number of blocks/day = == = 720 blocks/day 
: 24 
Number of freezing cycles/day = — =6 
720 


Number of blocks frozen per cycle - POR - 120 blocks/cycle 

_ 32400 
(24) (3600) 

Sensible cooling to a freezing temperature of 0°C 


О, = (0.375) (3.77) (30) = 42.4 kW 


Fish loading = 0.375 kg/s 


Latent heat of fusion 

О, = (0.375) (251.2) = 94.2 kW 
Sensible cooling to — 30°C 

О; = (0.375) (1.67) (30) = 18.8 kW 
Total product load 


О, =42.4+ 94.2 + 18.8 = 155.4 kW 


Product load for 18 hours running time 


О = 155.4 x £ = 207.2 kW 





24.4.3 Calculation of Freezing Time 


The time taken to lower the temperature of the product from its initial temperature to 
a given temperature at its thermal centre, is called the freezing time. The final tem- 
perature is generally the intended storage temperature of the product. For example, 
in the case of fish, the recommended storage temperature is - 30°C. To ensure 
quick freezing, the freezer temperature must be below this temperature. It is desired 
that after freezing, the temperature of the thermal centre should be reduced to at 
least — 20°C so that the average temperature of the fish is near the storage tempera- 
ture of — 30°C. The freezing time will, therefore, be the time required to reduce 
the thermal centre from its initial temperature to — 20°C. The residence time of the 
product in the freezer is, therefore, equal to its freezing time. 

A precise calculation of the freezing time for irregular-shaped product is 
difficult. But for uniformly-shaped products such as rectangular blocks, suitable 
relations have been proposed. However, they often do not take into account the 
pre-cooling from the initial temperature to the final temperature. They assume that 
the product has been chilled initially, and that all extraction of heat is at the freezing 
temperature. The presence of other factors such as packing, etc., may also give erro- 
neous results. Nevertheless, calculations by the finite-difference method, using a 
computer, give very good results. 
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A solution for the calculation of temperature distribution throughout a mass, in 
which a change of state is occurring, has been proposed by Neuman”? for freeze- 
drying. The same can be applied for freezing. The equations expressing the tempera- 
ture as a function of the time and position in an infinite slab with a change of state are 











as follows: 
1, x 
t= of A erf 2 (а, у? (24.1) 
ПН НЕ ПРЕ Инан (24.2) 
| о | 2 (аҙ т) 
егіс 
а; 
уућеге 
ћ = Temperature in the frozen section 
t, = Temperature in the thawed section 
t, = Temperature at which change of state occurs 
1; = Initial temperature of the thawed material 
x = Distance from surface of slab 
a, = Thermal diffusivity of the frozen material 
a, = Thermal diffusivity of the thawed material 
T= Time 
A = Factor determined from the following equation 
g^ _ (5 (a (t; = t,) exp [- (01/0) А] 
erf 4 k J а t, еге [A (@/@)”?] 
_ А Ahr"? (24.3) 
С ts 
where 


Ah = Latent heat of fusion 
k,, C, = Thermal conductivity and specific heat of the frozen material 
ky, Cy = Thermal conductivity and specific heat of the thawed material. 

The conditions assumed in these equations are as follows: 

(i) All the temperatures are excess temperatures measured above the surface 

temperature. 

Gi) Region x > 0 is initially at the constant temperature f; with surface x = 0 
maintained at zero for T= 0. 

(iii) Also 1, approaches 1; as x approaches infinity and f, = 0 at x = 0. 

In other words, it is assumed that the surface comes to the temperature of the 
freezing medium immediately and the surface temperature is at 0°. If the surface 
temperature is other than zero on any temperature scale, an excess temperature scale 
must be employed so that on the excess-temperature scale the surface temperature is 
at 0°. This involves subtracting or adding a constant to each temperature involved, 
in order to obtain the excess temperature to be used in the foregoing equations. 
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Example 24.6 A package of meat 5.1 cm thick is being frozen in a plate or 
contact freezer. The meat is initially at 4.4°C. It has a moisture content of 75 per 
cent and its freezing-point average is — 5°C. The meat is being frozen from both 
sides and the refrigerant is at — 29?C. Determine the time for the meat to pass 
through the freezing zone. The thermophysical properties of thawed (2) and fro- 
zen (1) materials are as follows: 
ky 20.571 Wm! °C! 
kı = 1.04 W m! °c? 
p» = 1057 kg т? 
Рі = 961 kg п? 
C, = specific heat of thawed meat 
= 0.75 (4.18) + 0.25 (1.38) = 3.488 KJ kg °С! 
C, = specific heat of frozen meat 
= 0.75 (2.09) + 0.25 (1.38) = 1.918 KJ kg! °c! 
Also calculate the time for the meat centre to reach — 17.8?C. 


Note The specific heat of dried material is 1.38. The specific heats of water and ice are 
taken as 4.18 and 2.08 respectively. 


Solution In this case, the surface temperature is at — 29°C. In order to make the 
surface-excess temperature zero, we have a temperature scale 
t-t'—(-29)-t' + 29 
where 1” is the actual temperature and т is the excess temperature. Thus, on the 
excess-temperature scale 
t; = 4.4 + 29 = 33.4 
t,=-54+29=24 
Also, taking the latent heat of fusion of water as 335.5 kJ/kg, we have for the latent 
heat of fusion of meat (with 75% water content) 








АР, са = 0.75 (335.5) = 252 kJ/kg 
Thermal diffusivities 
а,- an — = 1.549 х 107 m° s~! 
(1057) (3.488 x 10°) 
1.04 
о В = 5.64 х 107 m? 57! 


~ (961) (1918 x 10°) 


In order to calculate 4 we solve Eq. (24.3) by trial and error as shown іп 
Table 24.3. 


Table 24.3 Solving Eq. (24.3) by Iteration 


Assumed A 
0.1 





0.5 
0.4 
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By interpolation for LHS = RHS, we get 

A= 0.46 
For the whole meat to pass through the excess freezing point temperature 1; at 24°C 
we must have at the centre line 

f B m 
Hence from Eq. (24.1) 

" x 
2 (a, c)? 

Since freezing takes place from both sides 

x = 5.1/2 = 2.55 cm (0.0255 m) 


Hence 
2 
X 
одт= == 
00255 Y 
и =7.673 x104 
2 x 0.46 
-4 
so that r2 1673 X10 = 1360 s (0.38 h) 
564 x 10 


The time for the meat centre to pass through —17.8?C is obtained by putting 
ti =-17.84+29=11.2 
in Eq. (24.1). Thus 





24 0.0255 
= erf 27 AMA 
erf 0.46 2(5.64 x 10° т) 
whence т = 6660 s (1.85 h). 


Note Іп practice, the contact plates would not assume the freezing-medium temperature. 
In addition, the thermal resistance of the metal wall is to be considered. Accordingly, the 
freezing time will actually be more than the calculated value. 





24.4.4 Freezing in Air 


When freezing in contact-plate freezers, it may be assumed that the surface of the 
object immediately attains the freezing-medium temperature since the heat-transfer 
coefficient is high. However, attention is drawn to the note written above. But, when 
freezing in air, as in an air-blast freezer, the surface does not immediately attain the 
freezing-medium temperature. The film of air offers an additional convective resist- 
ance to the heat transfer. In order to calculate the freezing time under these condi- 
tions employing Eq. (24.1), it is necessary to convert the heat-transfer coefficient 
into an equivalent thickness of the starting material, x,, approximated by 
fs 

where k, is the thermal conductivity of the thawed material and f, is the heat-transfer 
coefficient of air. If freezing occurs from both sides, x, is added to the half-thickness 
of the material. 


(24.4) 
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Example 24.7 Considering the package of meat in the preceding example, 
how long would it take for the package to pass through the freezing zone, and for 
the centre to reach –17.8°С, if the package were frozen in an air-blast freezer 
rather than the contact-plate freezer. Air is at -28.9?C. The initial temperature is 
4.4°C. Assume the heat-transfer coefficient in the freezer to be 17 Wm” °C”. 


Solution Considering Eq. (24.3), A will remain the same as in the preceding 
example, viz. A = 0.46. 
Additional equivalent thickness of thawed material 


x, = 9271 -0.0336 m 
17 


е 


Hence, the resulting half-thickness 
x = 0.02544 + 0.0336 = 0.0591 m 
From Eq. (24.1), the time for the package to pass through the freezing zone is 








given by 
167) 
Т---|-- 
a, (24 
= : = ш = 7317 s (2.03 h) 
564 x 10 (2 x 046 
The time for the centre to reach — 17.8?C is given by 
i erf 0.46 - erf LA v 
24 2(5.64 x 10 T) 
whence 


т= 12115 s (3.37 h). 





24.4.5 Modified Plank's Equation for Calculation of Freezing Time 


Plank's formula! for calculating the freezing time Thas been widely used. It is given 
below. 





2 
_ Ah L Ах og (Ax) | aa 


"РАЈ f k 
where 


Ah = Heat extracted between the initial temperature of freezing 
surface 1, and the final temperature 


v = Specific volume of fish 


At = Temperature difference between the initial freezing point f, 
and the temperature of the freezing medium f, 


Ах = Thickness of product 
f, = Heat-transfer coefficient of air 


k = Thermal conductivity of the frozen material 
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P= — fora sphere, I for a cylinder and ; for a slab 


l= 


R= ЕШ for а sphere, Д for a cylinder апа 1 for a slab. 
24 6 6 


For a rectangular block of (Ax) x (Ах) x (B; Ax), the values of P and R can be 
found from Fig. 24.8 which is due to Едез. 


1 
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Fig. 24.8 Chart giving constants P апа К in Plank’s equation (4) and Љ аге 
interchangeable) 


Equation (24.5) can be conveniently used to obtain results for varying conditions, 
from accurately-measured experimental data for a set of known conditions. It is seen 
that the freezing time is inversely proportional to the temperature difference, and 
nearly proportional to the square of the product thickness. 

Nagaoka et al.” have modified Plank’ s equation to include the effect of difference 
in the initial and final temperatures as follows: 


2 
т= [1 0.008 (t; –1,)) | АВ | |^ Ax y p A | (24.6) 
v At Íi k 





Here, 1, is the freezing surface temperature. 
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Example 24.8 (a) The freezing time for a 100 mm thick block of fish is found 
to be 200 min (3 h 20 min) when the freezing-medium temperature is —35?C. 
What is the freezing time if the freezing medium temperature is changed 
to — 25°C? The initial freezing point of fish is -1?C. 
(b) What is the freezing time if the block thickness is reduced to 75 mm? 

All other conditions remain same in both cases. 


Solution (a) Effective temperature difference 
Atzt,-tj-2- 1-(-35)-349С 
Changed effective temperature 
At’ =—1-(— 25) = 24°С 


, At 
Т-т|--- 
At’ 


= 200 ЕЁ = 283 тїп (4 ћ 43 тїп) 


(b) Required freezing time with reduced thickness 


| =) 
T =T 
Ax 
15 
100 


Required freezing time 





2 
= 200 | ) = 112.5 min (1 h 52.5 min) 





24.4.6 Ice Manufacture 


The time required to freeze a given thickness of ice in cans immersed in a brine tank 
is determined firstly by the temperature of the ice-freezing surface, in this case, that 
of brine. Most raw waters, treated or untreated, cannot be frozen without cracking 
at a temperature below —12°C. The brine velocity also has a marked influence on 
the freezing time and should not exceed above 105 mpm. The brine movement is 
caused by the hydraulic gradient best designed for about 3.2 to 3.8 cm in the tank 
length. The brine level in the tank should permit the submergence of water in the ice 
cans below the brine level. 

A uniform rate of harvesting exactly according to the time schedule is necessary 
for maximum yield. The rate of ice-freezing drops rapidly as the ice layer becomes 
thicker and the thermal resistance to heat transfer increases due to the lower ther- 
mal conductivity of ice as compared to that of water. A 28 cm x 56 cm can holding 
145 kg of water in -11?C brine will make 127 kg of ice in 24 hours and consume ап 
additional 14 hours to freezing the remaining 18 kg. 

When brine agitation is moderate, 4.5 to 7.5 mpm, the total freezing time for US 
standard cans, 28 cm thick, may be expressed by Eqs (24.7) and (24.8) 


|. 0.62? 
Ct) 





т (24.7) 
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where 
T= Total freezing time for the block, hours 
b = Thickness of ice block (short side), cm 
t = Temperature of brine, С 
(jo ш ы (24.8) 
1000 т 
where 


n = Number of cans per metric ton of ice produced in 24 hours 
т = Mass of ice block, kg 
Equation (24.9) is obtained by combining Eqs (24.7) and (24.8) and sovling for 
the brine temperature 
25b? 
mn 
Thus, for a given plant, the daily output is a function of the brine temperature only. 
The number of cans per ton is the usual unit for rating tank capacity, which also 
establishes the necessary brine temperature for a given daily output. 
For block thickness above 30 cm or below 25 cm, Eq. (24.9) should not be used, 
because of the following reasons: 
(i) It assumes that all resistance to heat flow is dependent upon ice thickness, 
whereas the resistance actually consists of 
(a) ice resistance (thickness), and 
(b) surface resistance (from brine to ice), which is independent of the ice 
thickness. 

(ii) It does not take into consideration the flow of heat across the narrow sides 
of the can, which becomes increasingly important as the shape of the can 
approaches a square. 

The value of the heat-transfer coefficient f varies with the brine velocity. For 
very high brine velocities, f= 285 У/ ла > K^. For ordinary ice tanks with relatively 
slow-moving brine, f= 140 Мат?! 





t= (24.9) 


24.5 un FREEZE DRYING 
Freeze drying is a successful process of liquid separation from a product in a frozen 
state, achieved by sublimation under vacuum. The sublimation serves to obtain a 
product that retains even its volatile components and initial quality, and the vacuum 
is used to maintain the physical state as frozen and to direct the vapour flow. At 
present, the main problems to the application of the process in general are; (a) the 
relatively high cost of the freeze-dried product by sublimation-dehydration due to 
high vacuum, (b) very low temperature refrigeration to pre-freeze the product and 
then to condense the sublimated vapour in a freeze-condenser, (c) the complicated 
operational control and (d) the long duration of the freeze-drying time. Characteris- 
tically, however, the cost is not the determining factor for the manufacture of 
certain products including blood plasma, life-saving drugs such as gamma- 
globulin, and high value food products such as mushrooms, shrimp, prawns, etc. 
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Figure 24.9 shows a model of the freeze-drying process with radiant heating. 
The profile shows the temperature distribution. 
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Fig. 24.9 Temperature distribution during freeze-drying of a specimen 
with radiant heating (Example 24.9) 


The dehydration takes place in a vacuum chamber. The pressure in the chamber 
must be maintained below the triple-point pressure, normally below 5 mm Hg, 
otherwise the product will begin to thaw. 

The rate of dehydration is governed by either one of the following two factors: 

(і) The rate of heat transfer from the heat source to the ice front. 

(ii) The rate of vapour diffusion from the ice front to the freeze condenser. 

Usually, the rate of dehydration is controlled by the transfer of heat which may 
be supplied by either a radiant-heat source, or by contact heating platens sandwich- 
ing the product, but having pores to permit the sublimated vapours to escape. In 
such a case, there is an obvious similarity between freezing and freezing-drying. 
Neuman and Plank’s solutions for freezing can, therefore, be used to calculate 
freeze-drying time as well. A simple heat and mass-transfer model is, however, 
presented below. Numerical methods can also be successfully used. 

It must be mentioned that the heat input is limited by the maximum allowable 
temperature of the dried material at the surface so that the product is not damaged 
by overheating. 


24.5.1 Heat and Mass Transfer through the Dried Material? 


Let the surface temperature of the material be maintained at the maximum 
allowable value, say 1,, and the ice-front temperature of the frozen layer be і. We 
also assume that the partial pressure of the water vapour in the drying chamber is 
maintained constant at p,. The thickness of the dried layer at any instant of time is 
Ax. Under these conditions, the heat-transfer rate is given by 
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» kA 
Os Pe (t, — ty) (24.10) 


where k is the thermal conductivity of the dried material. 
The mass-transfer rate is given by 


s Ка А 
rit == pr p) (24.11) 


where k, is the diffusion coefficient or permeability of the dried material, and p, is 
the saturation pressure at fj. 

Assuming that the rate of heat transfer is equal to the rate of mass transfer 
multiplied by the latent heat of sublimation A h,, we obtain by energy balance from 
Eqs (24.10) and (24.11). 


=p, + ——— (t-t; 24.12 
Ати (24.12) 
Ifp,, t, k, kj and Ah, are taken as constants, we һауе a linear relation between Pr 
and f, as shown in Fig. 24.10. The figure also shows the thermodynamic pressure- 
temperature relationship for water. The point of intersection f gives the ice-front 


temperature / and pressure p, which will be constant for the assumed conditions. 
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Fig. 24.10 Graphical determination of ice front temperature and vapour 
pressure during freeze drying 
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Under these conditions, the freeze-drying time can be determined by writing 
Eq. (24.10) in the differential form at any instant of time 7 when the ice front is at a 
distance x from the surface, viz., 


Od t= kA(t, — ty) ЕЦ = РАх (w; — w,) (A hj) (24.13) 
X 


where 
p = Density of solids in the material, viz., the dried material 
w; = Initial moisture content per unit mass of solids 
w, = Final moisture content per unit mass of solids. 


The integration of Eq. (24.13) with (1, — tj) constant, yields for the drying time 


_ (Ах)? о (w; = w,) Ah, 
8k (t, — tr) 


It may be stated that the largest source of error in the above method is in gener- 
alizing the surface temperature and assuming it to be constant. In actual practice, as 
the dried-layer thickness grows, the surface temperature has to be increased to over- 
come the increased thermal resistance. Similarly, the ice-front temperature is also 
affected by the pressure drop through the dried layer. Numerical techniques were 
used by Trifonova, Arora and Sharma?" to obtain a more accurate result for the 
drying time. As an approximate method, the Neuman solution for freezing can also 
be applied to freeze drying. 


T 





(24.14) 





Example 24.9 (a) A 1.125 cm layer of frozen shrimp is freeze dried by con- 
tact with heating platens. The chamber is maintained at 0.43 mm Hg pressure. 
The heating platens are raised linearly from the freezing temperature to the 
maximum allowable temperature of 65°C. The product contains 80 per cent 
water. The density and thermal conductivity of the dried product are respec- 
tively 335 kg/m? and 0.015 W/mK. Determine те freeze-drying time. The heat- 
ing is done from both sides. 

(b) If the heating is done by radiation, determine the maximum permissible tem- 
perature of the radiating surface. 


Solution (a) The sublimation temperature from properties of water 
t; =- 26°C (at 0.43 mm Hg pressure) 
Heat of sublimation at -26?C 
Ah, = 2462 kJ/kg 
Average heating surface temperature 
ic 65 + (— 26) 
2 


5 


= 19.59С 


Initial moisture constant 


w; = 25 = 4 kg water/kg solids 
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Freeze-drying time 
_ (Ах) p (w; – Wo) Ah, 
8k (f, — tr) 


_ (0.01125/2)(335)(4 - 0)(2462 x 10?) 

7 8(0.015)(19.5 — (— 26)) 

= 19,118 s (5.3 h) 
(b) Let Тр be the absolute temperature of the radiating surface. Then by energy 
balance between heat transfer to the surface by radiation and heat transfer by 
conduction between the surface and the ice front, we have 


ЕСС 
"n (f, — 1) = 5.660 (2) 100 


(0.015 (65 + 26) _ „669 | Ту \ (23 + sy 
(0.01125/2) — 100 100 


T 











whence 
Тр = 363 К 


tp = 90°C 


24.5.2 Freeze Drying of Yoghurt: Influence of Concentration of Milk Solids 


Yoghurt is a common ingredient of diet because of its nutritional and therapeutic 
value. Accordingly, efforts should be made to incorporate it in the manufacturing 
of products, such as yoghurt-flavoured baby foods, by freeze drying process. 

The high cost of freeze drying can be reduced, particularly in the case of yo- 
ghurt, by reducing the initial moisture content of the product. Sharma, Arora and 
Mital!! conducted a study to determine the effect of milk solids in yoghurt on its 
freeze drying rate, and the quality of the reconstituted product. 

For yoghurt preparation, the milk was heated to 85°C for 30 min. The total sol- 
ids in milk were increased by adding non-fat dry milk (NFDM) (moisture 5%, fat 
2.7%, protein 35%) at 2, 5 and 8% (w/v) levels. The resultant solids in the yoghurt 
were 14.7% without addition of NFDM, and 16.3%, 18.8% and 20.4% with the 
addition of NFDM. The milk was then cooled and inoculated with the cultures 
Streptococcus thermophilous-YHS and Lactobacillus delbrueckii subsp. 
bulgraicus-YHL in the ratio of 1:1 at 3% v/v. 

The inoculated milk was incubated at 42?C for 3.5 hours. The yoghurt thus pre- 
pared was kept at 4 + 1?C until transferred to a product tray for freezing at — 24?C. 

The experimental set-up is shown in Fig. 24.11. The compressor maintained a 
temperature of — 54 + 3?C in the freeze condenser. A temperature controller auto- 
matically adjusted the heater-platen temperature to 45 + 3?C. The schematic of the 
product tray is shown in Fig. 24.12. The pressure in the vacuum chamber ranged 
from 1.3 m bar at the beginning to 0.52 m bar at the end of drying run. After drying, 
the samples were stored in glass-stoppered containers at 4?C. 

There are two methods of heating: 

(i) Contact-plate heating. 

(ii) Radiant heating. 
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Fig. 24.11 Experimental set-up of freeze drying apparatus 
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Fig. 24.12 Schematic of product tray 




















Sharma et al. used contact-plate heating in this work. Samples were placed sym- 
metrically on the aluminium platen fitted with a micro-heater. To promote good 
contact between the product bottom and the tray, steel pins fixed radially through 
the side walls and extending into the product were used, as shown in Fig. 24.12. 
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The weight loss as a function of drying time for the yoghurt samples with 
different total solids (14.7-20.4%) is shown in Fig. 24.13. After drying for 4.5 һ, 
moisture determinations showed that the moisture loss of the samples had become 
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Fig. 24.13 Weight loss in different yoghurt samples during freeze-drying at 
constant heater-platen temperature 


Therefore, the end point of drying was taken as 4.5 h. Due to the large thermal 
contact resistance between the heater-platen and the product-tray interface, the tem- 
perature at the product bottom-tray interface varied from - 19 to — 3°C during 
sublimation. 

The drying rate curves are shown in Fig. 24.14. And the production rate, and the 
drying time per unit output of freeze-dried yoghurt are shown in Fig. 24.15. With 
the increase in solids concentration in yoghurt from 14.7 to 20.4%, the production 
rate of freeze-dried yoghurt increased from 0.2196 to 0.3067 kg/m? h, and the dry- 
ing time per unit output decreased from 1.265 to 0.8658 h/g (Table 24.4). This 
shows an increase of 40.6% in the production rate, and a reduction of 28.9% in the 
drying time per unit output. 

Therefore, productivity increases more than that accounted for by the lower 
amount of water needed to be evaporated. With the increase in solids concentra- 
tion, the eutectic temperature decreases and partial melting of the frozen core 
during drying may occur. Secondly, yoghurt being a cultured product, the sensory 
characteristics of the freeze-dried product will be a limiting factor in deciding the 
solids concentration in yoghurt. 
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Fig. 24.14 Drying rate curves for yoghurt containing different 
concentration of milk solids 
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Fig. 24.15 Production rate and drying time per unit output of freeze 
dried yoghurt as influenced by concentration of milk solids 
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Table 24.4 Influence of concentration of milk solids in yoghurt on the production 
rate and the drying time 


Concentration of Drying time/ Reduction in Production 
milk solids unit output drying rate 
time 
% h/g % kg/m°h 








0.2186 
0.2495 
0.2851 
0.3067 





Table 24.5 shows the proximate composition of freeze-dried yoghurt samples 
prepared using different concentration of solids in milk. Freeze-dried yoghurt pre- 
pared from whole cow milk contained 26.3% protein, 29.8% fat and 5.02% ash. As 
expected, the addition of NFDM at 2, 5 and 8% levels enhanced protein and ash 
content of the products, whereas their fat contents decreased. The concentration of 
lactic acid in the freeze-dried product increased from 5.8 to 6.95, and the average 
bulk density increased from 0.29 to 0.42 g/cm’. 


Table 24.5 Proximate composition of freeze-dried yoghurt at different 
concentrations of milk solids 








Conc. of Freeze-dried yoghurt 

solids in 

yoghurt Moisture Protein Fat Lactic acid Ash Bulk density 
(%) (%) (%) (%) (%) (%) (g/cm?) 

14.7 4.3 26.3 29.8 5.80 5.02 0.29 

16.3 4.5 26.8 28.0 6.52 5.38 0.32 

18.8 5.3 27.6 23.1 6.61 Sol 0.40 

20.4 5.9 30.5 20.2 6.95 6.33 0.42 








The acceptability of freeze-dried yoghurt samples was determined after recon- 
stitution. The acceptability scores of the samples prepared from yoghurt containing 
14.7, 16.3, 18.8 and 20.4% total solids were 5.08, 6.5, 7.58 and 6.41 respectively. 
Tukey’s test analysis also showed that the samples containing 16.3 to 20.4% solids 
were superior to the sample containing 14.7% solids. 

It was also observed that increasing the level of solids in milk upto 18.8% 
improves the acceptability of the product. A further increase in concentration of 
solids lowers the acceptability. 


Note Computer simulation of freeze drying behaviour can be obtained using very simple 
equation/s, while simultaneously determining, experimentally, the parameters and prop- 
erties for the process and the product as done by Sharma and Arora for freeze drying 
yoghurt and given in Table 24.6. 


Table 24.6 Parameter values for yoghurt freeze drying 


Parameter 
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Value 





Specific heat, dried layer 

Specific heat, external space (pores) 
Specific heat, water vapour 
Thickness of sample 

Distance from radiator 

Porosity 

Enthalpy of sublimation 

Density, frozen layer 

Density, dried layer 

Density, external space 

Thermal Cond., dried layer 
Thermal Cond., frozen layer 
Thermal, Cond., External space 
Thermal diffusivity, dried layer 
Thermal diffusivity, external space 
Emissivity, radiation 

Emissivity, surface 


Cpa (cal/g-K) 
Сре (cal/g—K) 
Сри (cal/g-K) 
L (cm) 

Z (cm) 


о 
АН (cal/g) 
p, lcm?) 


Pa (g/ cm?) 
р, (g/cm?) 
Ла (cal/cm-s-K) 
Ap (cal/cm-s-K) 
A, (cal/cm-s-K) 
VA (cm?/s) 
а, (cm?/s) 


0.46 

0.25 

0.45 

1.125 

1.5 

0.75 

670.0 

0.92 

0.38 

0.00005 
.00015 
.005 
.00005 
.00085812 

4.0 

0.9 

0.8 





24.5.3 Comparison of Radiant and Contact-plate Heating 


Sharma and Arora" showed that the production rate is not affected significantly by 
product thickness in radiant heating. Hence large product thicknesses can be used 
to neutralize and reduce the dead time between loadings. 

In contrast, the production rate improves with decreasing product thickness in 
contact heating through the bottom of frozen layer. 

In radiant heating, the production rate improves slightly with an increase in 
chamber pressure from 0.01 to 0.5 mm Hg. 

In contact heating through frozen region, and for simultaneous heat transfer 
through both frozen and dried region, low operating vacuum chamber pressures are 
essential to ensure that the temperature of the frozen core is as low as possible, and 
hence allow the use of higher platen temperature to shorten the drying time. 

For all modes of heat transfer and thicknesses, it is only the melt constraint that 
needs to be controlled during sublimation, and burn constraint after drying. 


24.6 OM HEAT DRYING OF FOODS? 
7 i 

When the moisture content of foods is reduced to 5 to 10 per cent, the microorgan- 
isms become sufficiently inactive. Dehydration by heating is thus the most 
economical method of food preservation. However, the delicate characteristics of 
foods require skillful operation of the process so as to preserve its nutrition value 
and flavour. Many industrial processes also require the drying of solids. 

A few accepted terms in drying terminology may now be given. Moisture 
content w, as different from W the total moisture in the product, is the percentage of 
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moisture by weight of the bone-dried solid. The equilibrium-moisture content is 
that to which a material can be dried under given conditions of air temperature and 
humidity. The process of drying essentially takes place in two stages as shown in 
Fig. 24.16. These are: 

(i) Constant-rate period 

(ii) Falling-rate period. 







Constant-rate 
<— Period 


Falling-rate 
Period 


Moisture Content, w 








Time ---- 


Fig. 24.16 Drying process 


During the constant-rate period, the surface of the product remains wet and its 
temperature and evaporation rate remain constant. The primary resistance to heat 
and mass transfer is at the surface. When the surface appears to develop dry 
patches, the rate of drying begins to decrease, as the internal resistance of the mate- 
rial to liquid diffusion to the surface becomes significant. When the constant-rate 
period ends and the falling-rate period begins (at B in Fig. 24.16), the moisture 
content of the material is termed as the critical moisture content. 


24.6.1 Drying During Constant-Rate Period 


Drying during the constant-rate period is equivalent to the evaporation of moisture 
from a wetted surface. Thus, equations derived in Chapter 20 are applicable. In this 
case, the surface remains at a constant temperature. If heat transfer is only by convec- 
tion from the air, the surface approaches the wet-bulb temperature of air. But if heat 
transfer takes place by conduction and radiation in addition to convection, the surface 
will attain a temperature in between the dry and wet bulb temperatures of air. 

The equilibrium between heat and mass transfer can be expressed as follows 


dw f, A(t- ts) 





= = К,А(0; – @ 24.15 
dr Ahs v IM 
where W z Mass of moisture in product 
dW 


— = Drying rate 
ат 
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ј= Total heat-transfer coefficient including conduction, 
con vection and radiation 


A hs = Latent heat of vaporization at the wetted surface 
temperature f; 
and the other terms have their usual meaning as given in Chapter 20. When f, f, i.e., 
equal to the convective coefficient, the surface temperature 1, approaches the wet 
bulb temperature of air. 
The convective heat-transfer coefficient for air blowing parallel to a surface is 

given by 

У, = 14.327 G° (24.16) 
and for air blowing perpendicular to a surface is given by 

f, = 24.199 С°З? 


where С is the mass velocity of air in kg/s m?. 





Example 24.10 To control the temperature and drying rate of bread, a 
humidified baking oven is maintained at 166°C dry bulb and 60°C wet bulb 
temperatures. The walls of the oven radiate heat as black bodies. The air is 
circulated in the oven by natural convection so that the heat-transfer coefficient 
is given by 

f, = 1.974 (1-1, > (24.17) 
The oven is 0.3 т cube and the bread-pan dimensions are 0.3 m x0.1 m х0.1 m. 
Determine the drying rate during the constant-rate drying period. Neglect 
drying from the base of the pan. 


Solution The heat transfer is by radiation and natural convection. The heat- 
transfer coefficients depend on the surface temperature. The solution is, therefore, 
found by iteration. 
Vapour pressure of water at 609С 
p, = 19910 N/m? 


Vapour pressure of water in air steam, from the Carrier equation 


, Ср) КВ) 
? 2800 – 13 (1.81 + 32) 


(101325 - 19910) (166 - 60) (18) 





Py =P 








= 19910 – 
2800 — 13 (L8 x 166 + 32) 
= 13355 N/m? 
Specific humidity of air 
@ = 0.622 —Pe— 
P — Ро 
= 0.622 19329 = 0.094 kg/kg 


(101325 - 13355) 


Assume the surface temperature of bread to be above wet bulb temperature, say 65°C 
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Convective coefficient 

f, = 1.974 (166 – 65)? = 7.09 W m? К^! 
Radiative coefficient 
_ 5.669 x 10? (T^ – Tj) 








Sr T-T) 
4 4 
" 5.669 (4.39 338^) 21352W m? K- 
(166 — 65) 


Total heat-transfer coefficient 
беј, + fp = 7.09 + 13.52 = 20.61 Wm? К"! 


ЕЕ. 7.09 


k= = 
% с, 10216 x 10° 


= 6.94 x 10? kg s! m? 





Vapour pressure at the surface temperature of 65?C 
Ро, = 25,000 Мт? 
Specific humidity at surface 
25,000 
101325 — 25,000 
Latent heat of vaporization at 65°C 
A hg = 2346 kJ/kg 


Checking the assumed value of t, from Eq. (24.15) 
Л (t Шы ts) 


——Ó 7 = К (@,- 0 
Аһ о(%- 0) 


20.61 (166 - 65) 
2346 x 10° 
LHS = 0.8873 x 10? # 0.7613 x 10? = RHS 
Assume ts = 67°C. Then, 
У, = 6.227 Wm? К"! 
ће = 13.615 W m° К! 
f, = 19.842 Wm? К! 
Кр = 6.095 x 10? kgs! m? 
Ро, = 27,375 N/m? 
@; = 0.23 
Аһ; = 2341 kJ/kg 
19.842 (166 — 67) 
2341 х 10: 
LHS = 0.839 x 10? ~ 0.829 x 10? = RHS 


Ws = 0.622 = 0.2037 kg/kg 


# 6.94 x 107 (0.2037 - 0.094) 





From Eq. (24.15), = 6.095 x 1073 (0.23 - 0.094) 
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The assumed value of a surface temperature of 67?C is quite satisfactory. Hence 
the initial drying rate 


dW f, A(r-t) 

dr АР; 
_ (19842) [03 x 0.1 + 2 x 03 (03 + 0.1)] (166 – 67) 
Е 2341 x 10° 








= 0.227 x 10? kg/s 





24.6.2 Drying During Falling-rate Period 


Drying during the falling-rate period begins when the product reaches a critical 
moisture-content level. At this stage, the rate of migration of water from the interior 
to the surface becomes less than the rate of evaporation of water from the surface. 
Accordingly, during this period, the rate of drying is controlled by the rate of 
migration of water, i.e., by the internal resistance of the product to the mass trans- 
fer. If the rate of heat transfer is high, the vaporization may take place within the 
material. In this case, the conductive heat-transfer resistance of the material will 
also be significant. The surface temperature, as also the temperature at the interface 
between the dried and wet material, will be controlled by the relative thermal and 
mass-transfer resistances. 

There are different mechanisms of migration of water from the interior. Some 
are summarised by Gérling’ as follows: 

(i) Liquid movement due to capillary forces, 

(ii) Diffusion of liquid due to concentration difference, 
(iii) Surface diffusion in the liquid absorbed at the boundary of the solid, 
(iv) Water-vapour diffusion by partial-pressure difference. 

It is possible that one or more of the above mechanisms, and/or other mecha- 
nisms of moisture migration are present simultaneously. In most food products, 
however, the moisture migration occurs by diffusion. 

Itis found that the diffusion coefficient depends on moisture content. It is constant 
down to about 15 per cent moisture content. At this stage, a second-diffusion coeffi- 
cient, which is about one-fifth the first-diffusion coefficient controls the process. 

The governing equation for the transfer of moisture by diffusion is analogous to 
the transient heat-conduction equation. Thus the methods of solution are also the 
same. Accordingly, the Gurnie-Lurie! charts may also be used for estimating the 
moisture transfer. 

In the analogy, the liquid diffusivity D is analogous to the thermal diffusivity 0 = 
klp C, or ор C, is analogous to the thermal conductivity К. The mass-transfer equiva- 
lence of the heat-transfer coefficient is determined from the mass-balance equation 

(t — ts) 
Íe Ah = kp (@s — о) (24.18) 
5 


whence 
Ahs (05 - о) 


24.19 
(f — ts) | i 


Л = Ko 


The McGraw-Hill companies 


Applications in Food Refrigeration/Processing and Industrial Air Conditioning 839 


which is, therefore, equivalent to kẹ C, since @; - 0 is dimensionless and Ah,/ 
(t — tg) is equivalent to С p Thus in Gurnie-Lurie charts, the surface-resistance ratio 
k 1. рр с D 
= — is analogous to —— or to р 
f, т Ві о “p т ko Tn 





in which k has been replaced by DpC, and f, by ko Cp. The density term represents 
the density of bone-dried material. The drying rate is then given by 

= kp А(0% – Ø) (24.21) 
where W is the moisture content of the material at any time тапа dW/d represents 
the moisture gradient. 

In the use of Gurnie-Lurie charts, the Fourier number adir? may be replaced by 
рар. As for the dimensionless temperature, it тау be replaced by the 
dimensionless moisture content W/W;. For this purpose, the initial-moisture 
content should be taken as equal to the critical-moisture content. 





Example 24.11 297 g of a food product in the form of a slab are dried. The 
weight vs. time readings are given in Table 24.7. 


Table 24.7 Experimental weight vs. time data for Example 24.11 








The weight of the bone-dried material is 79 g. The dimensions of the material 
are 12.1 cm x 12.1 cm x2 cm. 

(a) Determine the critical-moisture content of the product and the drying rate 
during the constant-rate period. 

(b) The dry and wet bulb temperatures of the air are 54.5 and 37.8?C respec- 
tively. If the heat transfer is only by convection, determine the heat-transfer 
coefficient of the air and diffusion coefficient of water vapour during the 
constant-rate period. 

(c) Determine the liquid diffusivity during the falling-rate period. 


Solution (a) Initial-moisture content 
га Se dun 
79 79 
The values of moisture content w, and dimensionless moisture content W/W, 
are evaluated in Table 24.8. 


Wi 
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Table 24.8 Moisture content vs. time for Example 24.11 





The drying curve, 





2.76 


298) 5) = 19 
79 
HIBS) = 19) 
79 
25 = 19 


= 2,59 
= 2.46 


= 11,95 
79 


KIJ = W 
79 
1322 = 79) 
79 
NOT = 709 
79 
ЗЫ = 79 
79 


- 0.895 
- 0.675 
= 0.375 


= 0.082 


w vs. Tis plotted in Fig. 24.17. It is seen that the plot is a 


straight line only up to T= 70 min and W = 2.4. 














3.0 
2.5 — \< Constant-rate 
2.4 Period Straignt Line 
2.0 |- t= 70 min 
15 — 
= 
1.0 — 
0.5 — 
1 1 1 
00% 2 4 6 8 
т, minx 10-2 ——> 
Fig. 24.17 W vs. rplot for Example 24.11 
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Thus, constant-rate drying ends at this point so that the critical-moisture content is 
W, = 2.4 
Rate of change of moisture content 
a = ы: = 0.3 kg water/kg solid/hour 
dt 70/60 
Drying rate dring the constant rate period 


d 
BR = oe (Mass of solid) 
ат ат 


= (0.3) (0.079) = 0.0237 kg/h 


(b) Surface area of the product 
А = 2(12.1 x 12.1) + 2012.1 + 12.1) x 2 


= 390 cm? 
By moisture balance during the constant-rate period 
ау f, A(t — ts) 
dr Аһ; 








=k, А(0% — а) 


whence 





_ (%5!! (2410 x 10°) 
= 


3600 / (390 x 107) (54.5 — 37.8) 
= 243 W m° K! 


Now 
р, = 6552 N/m? (at 37.8°C) 


(101325 - 6552) (54.5 - 37.8) 
2800 — 1.3 (1.8 x 54.5 + 32) 
= 5950 N/m? 


æ = 0.622 ZEN M - 0.039 
101325 — 5950 


6552 
101325 - 6552 





P, = 6552 — 


ах = 0.622 | | = 0.043 


Непсе 





m (27) 1 
е X 3600 / (390 x 107%) (0.043 - 0.039) 


= 0.0422 kg s! m? 


From the similarly relation 


о 


ЖЕРІ 
с, 
24.3 


mene ш ^ 
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(c) The value of у = w, = 2.4 may be taken as the initial moisture-content for the 
falling-rate period. Considering 70 min as zero time, the values of W/W., 
beginning from the new zero time, are evaluated and given in Table 24.9. 


Table 24.9 Dimensionless moisture content vs. time for falling-rate period for 
Example 24.11 








Density of bone-dried material 
0.079 
(121х 121x2) x10% 
The liquid diffusivity D will now be evaluated by trial and error. 
Assume D = 10^ m? r^! 
Surface resistance ratio 


D -4 
p. 10713600 (9088) ТЕЛЛЕ оо 
ko ћу (0.024) (0.01) Dp 0.031 


which is equivalent to Bi in Fig. 24.2. 
From Table 24.6 


= 269.8 kg.m У 





p= 





о 


=0.1 at T= 12.85 h 


== 


Diffusion term 





рт _ (107*/3600) (12.85 x 3600) 
r2 (0.01): 


т 


From the Gurnie-Lurie chart (Fig. 24.2). 


us < 0.002 = 0.1 
W 


i 


- 12.85 


It is evident that the value of D is such that the equivalent of Bi, viz., 
k 


от _ 
D 

From Fig. 24.2, for this value and for W/W; = 0.1, we have 
рт _ 
= 1.02 


rin 


_ (102) (0.01) 


= = 2.205 х 10° m? 57! 
(12.85) (3600) 


so that 
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24.7 un. TUNNELS VENTILATION 
AII road tunnels require ventilation to remove pollutants produced from exhaust of 
vehicles. Natural ventilation can suffice if the tunnel length is 300 m or so. For 
longer tunnels, mechanical ventilation is necessary. 

There are two type of ventilation requirements. These are ‘normal ventilation’ 
and “emergency ventilation’. 

Emergency ventilation is necessary in case, for example, if there is fire. Normal 
ventilation must be capable of handling emergency requirement. 

There is the third type also which is ‘temporary ventilation’. This is needed 
during construction. The purpose can be served by portable equipment, which can 
be removed after work is over. 

There are two systems for tunnel ventilation: ‘Longitudinal ventilation’ and 
‘transverse ventilation’. 

Longitudinal ventilation is by far very common. It introduces ‘in’ and removes 
air ‘from’ tunnel at one or more points. A typical layout is shown in Fig. 24.18. 
Fig. 24.18 (a) shows system with ‘jet injection’ of air at one point, while Fig. 24.18 
(b) shows a module with one jet injection and one exhaust fan combination. 
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(a) With one jet fan, no exhaust fan 
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(b) With one jet fan, and one exhaust fan 


Fig. 24.18 Longitudinal ventilation 
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The figure, also shows increasing pollutants level towards the exhaust side. It is 
seen that the pollutants level towards the end of the tunnel can be decreased by 
employing exhaust fan/s. 

Note that, in longitudinal ventilation, air flows longitudinally in the direction of 
the moving vehicles. 

In transversve ventilation, air flows in a direction transverse to the movement of 
vehicles, Transverse ventilation requires supply and exhaust air fans and ducts as 
shown in Fig. 24.19. 
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Fig. 24.19 Transverse ventilation 


Such arrangement is used in long tunnels. This system takes care of the emer- 
gency ventilation requirement as well. During a fire the exhaust fans in the system 
start working at their maximum capacities. 

Ventilation air quantities can be determined by estimation of poisonus CO, 
and CO, and NO, emissions at maximum traffic level. Based on monitoring the 
CO levels, for example, centralized control is provided to regulate fan speeds and 
operate dampers in the system. 


24.8 Cha ... STATION AIR CONDITIONING 


The net internal sensible heat gain for a typical 2-track metro station catering to, say, 
40 trains per track traveling at 80 km/h speed may be of the order of 1.5 MW nearly. 

To remove just this sensible heat only (excluding latent heat) simply by a ventila- 
tion system, allowing for 1.7?C rise in temperature of ouside air, will require about, 
say, 660 m/s of outside air. Such a ventilation system anyway will be very costly, 
not much less costly than the air-conditioning system. Further, air velocities on plat- 
form would reach intolerable propertions. And when one thinks of the letent heat 
load to cater to, one can imagine how unbearable the conditions on the platfoms will 
be. Hence air conditioning is necessary. 

The same amount of sensible heat gain plus the latent heat gain апа ventilation 
air loads for keeping the station air temperature 5?C below the ambient temperature 
could be handled by about 2.6 MW of refrigeration. 
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24.9 un. MINE AIR CONDITIONING AND VENTILATION 
Air conditioning and ventilation of mines requires very special expertise. The 
description presented here is only a brief overview of the topic. 

Mine ventilation is required to supply oxygen to underground facilities, to 
remove dangerous substances like hydrocarbon methane (CH,), radon, strata gases, 
dust, blasting fumes, diesel emission, etc., and also to remove heat, and help control 
humidity. Use of ventilation is limited by the wet bulb temperature which should not 
exceed the prescribed range which is considered satisfactory between 25.5 to 29°C. 
Accordingly, ventilation can be done to a depth of 2500 m at the most. Below this 
depth, air temperatures in the intake shaft reach very high values, and air condition- 
ing becomes absolutely necessary. 

*Stope' in the mine is a production site where ore is actually mined. Actual cool- 
ing load is calculated at the average stope temperature, which is lower than the 
acceptable temperature for ventilation. 

Heat enter the mines from wall rocks. 

Other loads are from electric motors, lights, substation losses, calorific value of 
diesel burnt, and occupancy. Another important source of heat entering mine is due 
to adiabatic compression of air descending the shaft. 

Finally, heat enters from ground water. 

Wall rock heat flow is the main source of heat in deep rock mines. Note that the 
temperature at the earth's core is estimated about 5700?C. Heat flux from core to 
mine's internal surface may be as high as 50 W/m? which corresponds to thermal 
conductivity k = 5.5 W/mK, and thermal diffusivity о = 0.008 m?/h of surrounding 
earth. 

For estimation of wall rock heat flow, one may refer to ASHRAE Handbook 
Application, 2003. 

Note that air descending a shaft increases in pressure. 

This may be referred to as ‘adibatic compression’. As a result, temperature of 
descending air increases. Load due to this adiabtic compression is given by 


Q-Q,pEAL 

where the load Q is in W, Q, is air flow in shaft in m/s, p is air density about 
1.12 kg /m?, E is energy added per unit distance of elevation about 0.01 kJ/kg m, 
and A L is the change in elevation. For example, load of adiabatic compression of 
150 m/s of air at p = 1.12, flowing down 1500 m deep shaft is 


О = (150)(1.12)(0.01)(1500) = 2520 W 


Groundwater load is an important factor. For example, if 1.5 L/s of water at 53°C 
leaks into shaft sump which is at 29?C, the load is 


| ІЛ( kg kJ 
= |15— | | 1=2 | | 41868 —— | (53 – 29)K 
Ò | У | 2 (аве Ы) ) 


= 151 kW 
For mine air conditioning, we тау have a surface plant ог an underground plant. 
Underground plants do the same job as surface plants. They have the advantage of 
being closer to work areas. As a result, they give better efficiency and utilization. 
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But heat rejection is limited by the temperature of mine exhaust air which is used for 
cooling in condenser. Maintenance is also more difficult. Building spary chambers 
is more costly. 

Mine А/С plant may either cool air or supply chilled water. Figure 24.20 shows a 
combination system. It can cool air and chill water also. 
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Fig. 24.20 Integrated cooling system 


Such a surface plant provides a higher fraction of cooling capacity to cool intake 
air in bulk in summer. In winter, a higher fraction of cooling capacity is used to chill 
air conditioning water. This water is delivered underground. 

Figure 24.20 shows that chilled water from chilled water reservoir is taken to the 
following: 


(i) Air Washer From air washer, cooled-air is sent down shaft. 


(ii) Underground Chilled Water Supply System Chilled water first goes to 
pelton turbine which produces power from the ‘head’ of water corresponding 
to depth below ground level. After doing work in turbine, water is available 
for chilled-water fan-coil unit (FCU), and other services. 
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A mine pump station returns the water to surface. This return water plus return 
water from air washer together enter the evaporator/chiller of the refrigeration plant. 
The plant uses centrifugal or screw compressoor. Most common refrigerant is 
HCFC 22. Ammonia is also commonly used in surface plants. Other method being 
developed includes air cycle refrigeration. Air is compressed on the surface. It is 
sent underground to a turbine where it turns a generator and exits at -40?C. 
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È 
Ф Revision Exercises 


241 (a) 10cm thick meat slabs, initially at 35°C, are kept in a cold room at 1°C. 
Using numerical method, find the time required for the centre of the slab 
to reach a temperature of 4°C. The heat-transfer coefficient of air may 
be taken as 10 Wm? К^!. The thermophysical properties of meat are as 
follows: 

Thermal conductivity = 0.65 W m ! K^! 
Specific heat = 3.5 kJ kg К^! 
Density = 1020 kg m^ 
(b) Compare your result with that obtained by using Gurnie-Lurie charts. 

24.2 (a) A 10 cm thick meat slab is being frozen from both sides in a contact- 

plate freezer. The meat is initially at 5°C and has a moisture content of 

75 per cent. The average freezing point is — 5?C. The plates are main- 

tained at — 18°C. Employing Neuman solution, determine the time for 

the meat centre to pass through the freezing zone. 

Determine the time required if the freezing is carried out in an air-blast 

freezer with air supplied at — 18?C and the heat-transfer coefficient of 

air is 20 Wm? КО. 

АП other data remain the same. 

The thermophysical properties of thawed and frozen meat are given 

below. 


(b 


— 


Property Thawed Meat Frozen Meat 
Thermal conductivity 0.57 1.04 





Specific heat 3.48 1.91 
Density 1057 961 





24.3 Solve Problem 24.2 using modified Plank's equation. 

24.4 Determine the freeze-drying time for a tray of 1.2 cm thick, frozen lean steaks 
in contact with heating platens on both sides at 90?C. The drying chamber is 
maintained at 1 mm Hg pressure. The thermophysical properties of dried and 
frozen meat are as follows: 

Property Dried Meat Frozen Meat 
Thermal conductivity 0.017 





Specific heat 1.34 
Density 320 





Use Neuman's solution. 

24.5 1360 kg/h of magnesium hydroxide are to be dried from 82 to 4 per cent 
moisture content (based on a bone-dry basis) on a belt drier with air blown at 
а dry bulb temperature of 71°C and a wet bulb temperature of 37.5°C. The 
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make-up air is at 40°C dry bulb and 25°C wet bulb. The material enters the 
drier at a temperature of 30°C. The test-drying time is 25 min. The drier bed 
is loaded with 34 kg/m? of bone-dry material. The depth of the bed is 10 cm. 
The air velocity is 1.27 m/s. 

(a) If the commercial-drying time is 70 per cent more than the test-drying 
time, find the width and length of a perforated belt assuming a suitable 
free-flow area. 

(b) Determine the evaporation rate in the drier, supply air rate and make-up 
air rate. 

(c) Establish the heat balance of the system. The specific heat of wet mate- 
rial is 1.2 kJ/kg.K. 

24.6 Trays of material cut into 1.25 cm cubes at an initial moisture content of 7096 
are being dried in a counter-current tunnel drier. The trays are 15.2 cm deep. 
The space between the trays is 2.5 cm. The temperature of cubes entering the 
drier is 30°C. The production rate is to be 45 kg of the product per hour. 
Assume the final product has 2 per cent moisture. The heat-transfer coeffi- 
cient of air may be calculated from Eq. (24.16). The spacing between trays is 
7.5 cm. The trays are mounted on trucks, the cross-section of which is 0.9 m 
х0.8 m Calculate: 

(a) The drying rate in the constant-rate period and the mass-transfer 
coefficient. 

(b) Thecritical-moisture content. 

(c) The length of the drier. 

The diffusivity of the dried material is 1.8 х 10? m?/s and its density is 
320 kg/m°. 
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Thermodynamic Properties 
Correlations for Refrigerants 


АЛ ULM CORRELATIONS FOR THERMODYNAMIC PROPERTIES 
7  OFR 12 


All the correlations given by Watson” as written below have been used: 


Vapour Pressure Correlation 


P, 
In P,- Pi > + Рап T, + P4 T? (A.1.1) 
5 
where P, is in bar. And constants are as follows: 


P, = 4749214603 x 10! 
Р, = -3.783397029 х 10? 
Рұ--5.852561143 
P, = 1.568931884 x 10% 
n=3 
From Eq. (A.1.1), we obtain the saturation pressure versus saturation temperature 


gradient 
d P, Р P a- 
а] на |- Да Вала | m 


for substitution in Clapeyron equation to determine the latent heat of vaporization 
of R 12. 





s S 


Equation of State and Vapour Phase Enthalpy and Entropy 


Perel’ shtein’s equation is used as given below 


9 . 
Р=ЕТрУ Ер”! (А.1.3) 
і-і 





* Watson J.T.R., Thermophysical properties of refrigerant R12, Department of 
Industry/National Engineering Lab., Edinburgh, 1975. 
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where P is in bar, pis in kg/dm? and the constants are 
E, 21.0 
E, 2A + Ay Tt Ay T + A/D 
E, ZA; + AJ T Asl T? 
E, = Ag + Ag T Ay 
E; = Ау + А/Т 
Es = 0.0 
E,=A,3+Aj4/T 
E; = 0.0 
Ey = Ais 
A, = 4.18883659 А, 
Ал = – 3.51695112 A; --9.66065502 
A, = –10.8428817 А; = 17.9920989 
Ај) = 23.7864658 А, = 0.0485266372 
Аз = 4.63277362 Ај, =- 6.16887911 
В = 0.6875616 bar dm*/kg.K. 


-11.4858003 
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Аз = 8.64725830 
Ag = 21.9447268 
Ag = – 41.2886382 

Ај) = — 0.162237281 

А1; = 1.29950293 


Tis reduced temperature defined as T/385.15, where 385.15 K is the critical tem- 


perature of R 12. 
From Eq. (A.1.3), we obtain 





Г 2 3 
hi = pR + ^R | А, 4308519) 44638515) | 
4Т Т Т 
p L 
2 
+ pPR | А; – d (A.1.4) 
| Т 
2 
kp i | 4 = ыы | 





+ р КА + р А + p КА 5 


Substituting from the above, we obtain the following expressions for the vapour 


phase enthalpy and entropy of R 12. 


Т. 
h=h, + Ро– ВТ, + | (С, - к)ат 
T 
2 
)-4 


+pRT fa А А | 
ul 
ЈЕ 


385.15 





+ PRT 





[~ 
[5-4 


RT 385.15 


3 





+ 





385.15 
T 





Ты 
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4 6 
RT RT 
+ р [Ai - Es] + P [Аз - ЕЈ] 
4 6 
8 
RT 
+ ғ [4]; ЕЈ] (А.1.5.) 
Т 
s=s,+ J (C - R) af duh ЕЗ 
Т Р, 
У 
2 3 
— pR | " МЕСІ МЕЗІ | 
T T 





2 2 
E: l^ [ss | 


_ PR), [38515 2| АЕ 
8 10 
3 T 4 





Б PRA; СЕ Ais 





< 3 (A.1.6) 
Correlation for Saturated Liquid Density 
6 . 
PL- P: = У р,(Т.- T)” (A.1.7) 


іі 
where p, is in kg/dm?, and the constants are as follows: 
D, - 0.2477199 D, -- 0.1480948 Р, = 0.008001550 
D, = – 0.01962269 Р; = 0.0023223 Dg = – 0.0001057677 


Zero-Pressure Constant Volume Specific Heat 
CL =C, FO Т + С„ Т? + СТ? (А.1.8) 
where the units of specific heat are in kJ/kg.K, and the constants are 
C,, = 0.0479836 Са --2.94985 x 10% 
C,» = 0.00238154 Сод = 1.37374 x 10° 


A.2 Шы. CORRELATIONS FOR THERMODYNAMIC 
“~~ PROPERTIES OF R 134a 


The correlations given by Wilson and Basu™ have been used: 


Vapour Pressure Correlation 


PAP — T, 
In P, = P, + = +P; T,+ PT? + Hos 10 i (P-T) (A21) 


5 5 





ж Wilson D.P. and Basu R.S., “Thermodynamic properties of а new statospherically safe 
working fluid-Refrigerant 134a’, ASHRAE Trans., Vol. 94, pp. 2095-2118, 1988. 
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where P, is in kPa, and the constants are 
P, = 24.8033988 
Р, = – 0.3980408 x 10" 
Ра = – 0.2405332 x 107! 
P, = 0.2245211 x 107" 
Р; = 0.1995548 
Ре = 0.3748473 x 103 
Also, differentiating Eq. (А.2.1), the derivative is obtained as below: 
AR Р, 
T(B-T) (Б-Т, 











(A.2.2) 


Equation of State and Vapour Phase Enthalpy and Entropy 


A 13-constant Martin-Hou equation of state has been used. 








pu RE Ate T+ Bet! Е, +ЕТ+Ее* 
(v-b) (v — by (v – by 
LUE Lit EST + Eget 
(v - b)* (о - by 








__ RT ys + 81 + Се" 
(о-ђ 4-0 о-ы 
where P is in kPa, v is in m/kg, and the constants are: 
b =0.3455467x 10° к= 5.475 
E, = – 0.1198051 
Е, = 0.1137590 x 10? 
E; = –3.531592 
E, = 0.1447797 x 10? 
Е; = — 0.8942552 x 107 
Е, = 0.6469248 x 10? 
E; = – 1.049005 x 107 
Е, = — 6.953904 x 107? 
Ey = 1.269806 x 1071 
Еј) = –2.051369 x 10? 
В = 0.081488162 kJ/kg.K 
From Eq. (А.2.3), we obtain 
[Н 228 Е-Е ke * "IT, pin Eke IT. 
darj, v-b (о – by -by 


(А.2.3) 
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у £s - Egke * IT, 
(0-6) 
Substituting from (һе above, we obtain the following expressions for the vapour 
phase enthalpy and entropy of R 134a. 


(A.2.4) 








T 5 A. 
h=h C°_R) dT i | А2.5 
„+ ОК) ^ lcs чүлүк: (А.2.5) 


о 





5 – Т, 
+ У р CED em RT,) 


А | w- bE 
В, 
G – 1) (о – p 


5 e (ETyg s 
i c - A. 
+ > 2 OU em (A.2.6) 








Me 


| 
N 


T о 
с, dT 
s=s,+ | _ — R In _ RT * 
5 T P, (v — Б) ; 





Correlation for Saturated Liquid Density 


4 
PL=Pe+ У, Dy - т)" (А 2) 
М-і 
where p; is in kg/m? and the constants are: 
D, = 819.6183 
D, = 1023.582 
D, --1156.757 
D, = 789.7191 


Zero-Pressure Constant Pressure Specific Heat 
о 2 3 С,5 
C, = Сы + CpT + СыТ + САТ + E (A.2.8) 
where C is in kJ/kg.K and the constants are: 
Са = 0.5257455 x 107 
С. = 0.3296570 x 10? 
Сз = —2.017321х 106  C,,20.0 


р р 


С» = 15.82170 


А.З ULM CORRELATIONS FOR THERMODYNAMIC 
“~~ PROPERTIES OF R 152a 


The correlations given by Kamei et al*. have been used: 





ж Kamei A. Piao C.C., Sato Н. and Watanabe К. ‘Thermodynamic charts and 
cycle performance of HFC-134a and HFC-152a', ASHRAE Trans., Vol. 96, Part 1, 
pp. 141-149, 1990. 
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Vapour Pressure Correlation 


p (Т, 
In Г = (5 [- 7.46588 T,, + 1.89468 T4? – 2.57557 Т,2°] (А.3.1) 


с 5 


where P, and P, are іп Pa, and 
T, 
Т, -1- А 


с 


From Eq. (А.3.1), we obtain 











2/3 2/5 
dP, -P 7.46588 T. 1.26312 T; " 1.030228 Т: (A.3.2) 
ат 5 T2 T3 775 
Equation of State and Vapour Phase Enthalpy апа Entropy 
Soave Redlich-Kwong type equation is used 
ан и (А.3.3) 
v-b v(v-b) 
where P is in Pa, v is in m/kg and 
2.0 
А. = 0.42748 B 
T T. 
а(Т)=1+|1–— |т+и = 
ииз) 
b= 0.08664 RT. 
P. 
R= Ко 
M 
R, = 8.31451 kJ/kmol-K, М = 66.051 х 1073 kg/mol 
m = 0.45 n = 1.15 
From Eq. (А.3.3), we obtain 
d 
i БЕРЕ 2 (A.3.4) 
dT (v — Б) v(v + b) 
p 


Substituting from the above, we obtain the following expressions for the vapour 
phase enthalpy and entropy of R 152a. 


h =h,+ Ali топ 2а in| а | 
Ь Т о+Ь 





Т 
+ Po-RT+ | Ce dT (А.3.5) 
Т, 


о 
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T 
ues cm mn de „ка [€ Эу [eg £T (A.3.6) 
b |Т. RT 5 Т 
Correlation for Saturated Liquid Density 
PL 21.4 1.86756 Т,0326 + 0.99263 Т,0836 (A.3.7) 


с 


where р; and p, are іп kg/m? 


Zero-Pressure Constant Pressure Specific Heat 


C? = 2.07225 + 5.72223 x 10? T - 3.48012 x 10? T? 
+ 8.10711x 10? Т? (А.3.8) 
where С » is in kcal/kmol K. 


А.4 тый CORRELATIONS FOR THERMODYNAMIC 
“~~ PROPERTIES OF R 22 


Correlations given by Reynolds* have been used: 


Vapour Pressure Correlation 


Іа Р, = Р + 2 + P; In T, + [Py x T] + P5 gu In (y- Tj) (A.4.1) 
where P, is in Pa, and the constants are 

Р, = 7.1554148092 

Р, = – 4.8189575050 x 10? 

P, = –7.8610312200 

P, = 9.0806824483 x 10? 

Р; = 44574670300 x 10! 





у= 381.17 
From Eq. (A.4.1) we obtain 
а) ,| &,B,p5 Brh(-T Ву , B 
dr qwe T 4 Т? Т(у-Т) V-T) 


(А.4.2) 


Equation of State and Vapour Phase Enthalpy апа Entropy 


Modified Martin-Hou equation is used. 





ж Reynolds C W, Thermodynamic properties in S.I.: Graphs, tables and computational 
equations for forty substances, Stanford University, Stanford, CA 94305, USA, 1979. 
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RT Y (А, +ФВ,Т + Ge еі) | (Ag + Bs T € Се“) 


P= + 
v-b 5 (v — by! e^" (1 + се) 
(А.4.3) 
where P is in Pa, v is in m/kg, and the constants are 
К = 96.1467 к= 42 
b = 1.24855636 x 107 æ = 8781.3417 
A, = –1.16981908 x 10: Аз --2.92952588 x 10? 
A4 = 2.41919261 x 1074 As --2.43458381 x 107 
Ас-9.40022615 x 10!! В, = 1.16431240 x 10! 
B, = 2.30319412 x 1074 B, = – 6.79667708 x 107 
B, = 6.30201766 x 10719 В, = – 2.07580650 х 10? 
С, = – 1.18409710 х 10: С, = 2.48896136 
С, = 0.0 C; = – 1.20619716 x 10° 
C =0.0 


From Eq. (A.4.3), we obtain 


ЕЈЕ » C, k e "TI 
dT CE => TET Т, 


Св К е: 


Т. 
em c (A.4.4) 
е (1 + e??) 
Substituting from the above, we obtain the following expressions for the vapour 
phase enthalpy and entropy of R 22. 








Ве — 














т "PU oT \ + а 
пећ, + [ со dT- — 

| ° > d- i) (o - p? 

Ав + O 9 С + а 

+ 2m с (Po -RT,) (A.4.5) 
е 

Қ " 28-С Tec 

s=s, + [6 — +Еп(о–б)+ У, -- 
Т = (1– (о – by? 


о 


Bg = С Te 
- c (А.4.6) 


ао 
ae 





Correlation for Saturated Liquid Density 


5 А 
ба DTA арта“ + Dy Tf (А.4.7) 
і=1 
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where py is in kg/m), and T4-1- a 


с 


and the constants are D, = 5.24766060 x 10? 
D, = 8.75161285 x 10? 
D; = 5.88662575 x 10? 
D, = – 3.57093464 x 10? 
D; = 3.27951374 x 10? 


Zero-Pressure Constant Volume Specific Heat 


4 
беу Qe (A48) 
і=1 
where C; is іп J/kg.K, and the constants аге 
Сл = 1.17767818 х 10? 
С» = 1.69972960 
Сд--8.83043292 x 10+ 
Сы = 0.0 
С = 3.32541759 x 10? 


А.5 w.. CORRELATIONS FOR THERMODYNAMIC 


Е PROPERTIES ОҒ К 290 AND К 600а 
Reynolds” also gives correlations for В 290 and R 600a which are as follows. 


Vapour Pressure Correlation 


8 1—1 
In (РУР) = (5 E ] Y 45 - | (A.5.1) 


5 


The constants are given in the table below: 


Constants Propane Isobutane 


- 6.230993 -6.3016457 

- 4.4226860 x 107 2.1880736 x 107 

- 1.8839624 -1.1288158 
3.6383362 x 1071 2.2391095 
1.5177354 x 10! 1.0653363 
1.1216551 x 10? 9.3322720 





2.7635840 x 10? 2.4836848 x 10! 
2.358535 x 10? 3.7187854 x 10! 
300 300 

4.2359300 x 106 3.6845470 x 106 
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Т, ila Tg 
JE ] E | У ü-DB (А.5.2) 
Т. T, | Tp p 
Equation of State and Vapour Phase Enthalpy and Entropy 
Reynolds has used the following equation of state for both R 290 and R 600a. 
E 
P = РЕТ + (в RT - E, 5) p 
d d 
«(pnr -a- 5) Pafas) (A.5.3) 


3 


+e a (1+ ур?) e 


where P is in Pa, and pis in kg/m’. 


The constants for the two refrigerants are given in the table below: 


Constants Propane 


Isobutane 





1.887326 x 10? 
1.366892 x 1073 
2.579108 x 107 
3.401044 x 10” 
1.076728 x 10° 


3.375879 x 1019 
1.096523 x 107 
7.856721 x 107! 
1.639769 x 10? 

1.661103 x 10? 

5.728034 x 10? 
9.157270 x 10% 





From Eq. (A.5.3), we obtain, 


dT 


dP E E 
| | = p+ p |E R+ Ë pi 
p 





2 


1.430797 x 10? 
2.018128 x 10? 
2.964140 x 10? 
2.489763 x 107 
1.163672 x 10? 
6.371519 x 1019 
9.906333 x 10% 
4.100261 x 107! 
1.029360 x 10? 
1.072632 x 10? 
5.253972 x 10? 
8.208362 x 107 


d 
+ + ILE 
_| а 7 


орба 2cp (1+ ур?)е? 
B 3 


(A.5.4) 


Substituting from the above, we obtain the following expressions for the vapour 


phase enthalpies and entropies of R 290 and R 600a. 


T 
h=h,+ Ро– ЕТ, + Г-ю ат 
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(A.5.5) 





T 
dT 
ЕЕЕ E cid 
T 
T, 





5 -yp 
С | P Ue. e рал (A.5.6) 


T? 5Т? T^y 


2 yp 
жете (.-е”)- ср - 
ҮТ ҮТ 


Correlation for Saturated Liquid Density 


6 
др У та (А.5.7) 
і-і 
where p; is in kg/m’, and 
Та -1- L 
Т, 
and the constants аге given in the table below: 


Constants Propane Isobutane 


1.9738193 x 10? 1.9450561 x 10? 
-2.1307184 х 10! - 9.1725345 х 10! 





3.3522024 x 10° 2.4446128 x 10? 
-7.7040243 x 10? - 2.7219989 x 10? 
7.5224059 x 10? 1.9324597 x 10? 
—2.5663363 x 10? 8.7037158 x 10? 





Zero-Pressure Constant Volume Specific Heat 
6 
базы Ут“ (А.5.8) 
i=l 


where (C,,)° is in J/kg. К and the constants are as follows: 


Constnats Propane Isobutane 
Cu 2.0582170 x 10? 1.7563902 x 10° 
С» - 1.9109547 x 10? — 1.7524300 x 10° 
би 1.1622054 х 10! 1.1642389 х 10! 





Сы – 9.7951510 х 1073 – 1.0197170 х 107 

С» 4.5167026 x 10° 4.9006615 x 10% 

Са - 8.6345035 x 10719 - 9.8234416 x 1071? 
4.2027216 x 10? 3.9342075 x 10? 
2.1673997 x 10? 1.8189390 x 10? 
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B.1 ue THERMOPHYSICAL PROPERTIES OF AIR AT 
“~~ ATMOSPHERIC PRESSURE* 


The values of 4, К, С, and Pr are not strongly pressure-dependent and may be used over a 
fairly wide range of pressures. 


p C, Hu y k [74 


(kg/m?) (kJ/kgK) (kgms (m?s  (W/mk) (2/5 
x 105) x10°) x 104) 


3.9010 1.0266 0.6924 1.923 0.009246 0.02501 
2.3675 1.0099 1.0283 4.343 0.013735 0.05745 
1.7687 1.0061 1.3289 7.49 0.01809 0.10165 
1.4128 1.0053 1.488 9.49 0.02227 0.13161 
1.1774 1.0057 1.983 15.68 0.02624 0.2216 
0.9980 1.0090 2.075 20.76 0.03003 0.2983 
0.8826 1.0140 2.286 25.90 0.03365 0.3760 
0.7833 1.0207 2.284 28.86 0.03707 0.4222 
0.7048 1.0295 2.671 37.90 0.04038 0.5564 
0.6423 1.0392 2.848 44.34 0.04360 0.6532 
0.5879 1.0551 3.018 51.34 0.04649 0.7512 
0.5430 1.0635 3.177 58.51 0.04953 0.8578 
0.5030 1.0752 3.322 66.25 0.05230 0.9672 
0.4709 1.0856 3.481 73.91 0.05509 1.0774 
0.4405 1.0978 3.625 82.29 0.05779 1.1951 
0.4149 1.1095 3.765 90.75 0.06028 1.3097 
0.3925 1.1212 3.899 99.3 0.06269 1.4271 
0.3716 1.1321 4.023 108.2 0.06525 1.5610 
0.3524 1.1417 4.152 117.8 0.06752 1.6779 
0.3204 1.160 4.44 136.6 0.0732 1.969 
0.2947 1.179 4.92 159.1 0.0782 2.251 
0.2707 1.197 4.93 182.1 0.0837 2.583 
0.2515 1.214 5.17 205.5 0.0891 2.920 
0.2355 1.230 5.40 229.1 0.0946 3.262 
0.2211 1.248 5.63 254.5 0.100 3.609 


* From National Bureau of Standards (USA), Circ, 564, 1955. 
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B.3 g '.. THERMOPHYSICAL PROPERTIES OF REFRIGERANTS * 


Table B.3.1 Viscosities of saturated liquid refrigerants in cP 





R134a 





.00912 
.00992 
.01073 
.01158 


.01255 


R134a 





.1106 
.1011 
.0920 
.0833 
.0747 








* ASHRAE Fundamentals Handbook, 2005. 
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Table B.3.5 Constant pressure specific heats of liquid refrigerants in kJ/kg.K 
R717 





4.414 
4.617 
4.932 


R134a 





.749 
816 
.807 
1.001 
1.145 
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Table B.4.2 Thermodynamic properties of gaseous R 744 (carbon dioxde) 


p, MPa Temperature of Vapour/Gas, K 





(T, sat? 


1.0 
(233) 


K) : 300 400 500 
.0538 .0742 .0938 
384.3 477.9 SIS 
1.617 1.886 2.108 
.0254 .0364 .0465 
ӨЛЕ 472.8 574.3 
1.460 1.746 1.972 
0078 ‚0137 ‚0182 
331.3 456.6 564.7 
1.178 1.542 1.784 
.0062 .0089 
427.5 549.0 
1.356 1.628 
.0026 .0043 
367.3 519.6 
1.106 1.448 





2.0 
(253.6) 


5.0 
(287.5) 


10.0 


ea ys iH & Sits Ca a (Gb & c (eb & 5 
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у 


В.5 МР... THERMODYNAMIC PROPERTIES OF R290 (PROPANE)* 


~ 


Table B.5.1 Saturation table of R 290 


Temp. рд Specific Volume Enthalpy Entropy 





Liquid Vapour 
орх 10: (Ж hy S Ste 
(bar) (тука) (m°/kg) (kJ/kg.K) 


699 1.729 .5828 .5363 1.9400 

ШОӘЙ 1.735 5855 .5562 1.9133 

843 1.742 .4897 .5760 1.8870 

923 1.748 .4500 5957 1.8610 
1.009 1.754  .4142 .6153 1.8355 
1101 1.761 2.3818 .6347 1.8103 
1.200 1.768 .3525 .6540 1.7855 
1.305 1774 .3259 (6732 1.7610 
1417 1.781 2.3017 .6923 1.7368 
1.537 1.788 2.2797 7112 1.7130 
1.664 1795 2.2596 .7300 1.6895 
1.799 1.802 2413 1747 1.6662 
1.942 1.809 2.2246 7673 1.6433 
2.004 1.816 2092 -7858 1.6207 
2.255 1.823 .1951 .8042 1.5983 
2.425 1.831 1822 8224 1.5762 
2.605 1.838 .1703 .8406 1.5544 
2.794 1.846 .1593 .8586 1.5327 
2.994 1.853 .1492 .8766 1.5114 
3.205 1.861 .1399 .8944 1.4902 
3.426 1.869  .1312 .9122 1.4692 
8650! 1.877 |1232 9299 1.4484 
3.904 1.885  .1158 .9476 1.4278 
4.161 1.894  .1090 .9651 1.4074 
4.430 1.902  .1026 .9826 1.3871 
4712 1.911 .0966 .0000 1.3669 
5.007 1.919  .0911 .0174 1.3469 
5.316 1.928  .0860 .0347 1.3271 
5.639 1.037 .0812 .0519 1.3073 
5.976 1.947 .0767 .0691 1.2876 
6.329 1.956 .0725 .0862 1.2681 
6.696 1.966 .0686 1033 1.2486 
7.079 1.975 .0649 1203 1.2292 
7.478 1.985 .0614 .1372 1.2099 
7.893 1.996 .0582 1542 1.1907 
8.325 2.006 .0552 1710 1.1715 
8.774 2.017 .0523 .1878 1.1523 











(Сота) 
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Temp. рд Specific Volume Enthalpy Entropy 


Liquid Vapour 
орх 10° © hy Sy Sie 
(C) (Баг) (тука) (тука) (kJ/kg.K) 


24 9.24] 2.028 .0497 1.2045 1.1332 
26 9726 2.039 .0471 1.2212 1.1142 
28 10.230 2.051 .0448 1.2379 1.0950 
30 10.752 2.063 .0425 1.2545 1.0759 
32 11.294 2.076 .0404 1.2709 1.0569 
34 11.855 2.088 .0384 1.2873 1.0378 
36 12.437 2.102 .0365 1.3036 1.0188 
38 13.040 2.115 .0347 1.3198 .9997 
40 13.664 2.130 .0330 1.3359 .9806 
42 14.309 2.144 .0314 1.3520 .9615 
44 14.977 2.160 .0299 1.3679 .9422 
46 15.667 2.176 .0285 1.3837 .9229 
48 16.381 2.192 .0271 1.3994 .9035 
50 17.119 2.210 .0258 1.4149 .8840 
52 17.881 2.228 .0246 1.4303 .8644 
54 18.668 2.247 .0234 1.4456 .8446 
56 19.480 2.268 .0222 1.4606 .8247 
58 20.319 2.289 .0212 1.4755 .8046 
60 21.184 2.312 .0202 1.4902 .7844 
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B.6 CUN THERMODYNAMIC PROPERTIES OF R 22* 


Table B.6.1 Saturation table of R22 


Specific Volume Enthalpy Entropy 





Liquid Vapour 
орх 10° v 


А hy hg, Sy Sf 
(тука) (m*/kg) (kJ/kg) (kJ/kg.K) 
.695 .3246 238.96 384.01 .7792 1.0708 
.698 .2952 237.84 384.96 7884 1.0563 
701 .2690 236.70 385.90 7976 1.0420 
704 .2456 235.55 386.84 .8067 1.0279 
706 .2246 234.38 387.71 .8158 1.0139 
. 709 .2057 233,19 388.70 .8249 1.0001 
1712 1888 231.99 389.62 8339 .9865 
715 .1735 230.77 390.53 8429 .9730 
1718 1597 229.53 391.43 18519 .9597 
721 .1472 228.27 392.33 8608 .9466 
725 .1358 227.00 393.22 8698 .9335 
.728 1256 225.70 394.10 18786 .9206 
731 .1162 224.39 394.97 .8875 .9079 
734 .1077 223.05 395.84 8063 .8952 
738 .0999 221.70 396.69 9051 .8827 
741 .0928 220.32 397.53 9139 .8703 
744 .0864 218.93 398.37 .9226 .8580 
.748 .0804 217.51 399.19 9313 .8458 
. 151 .0750 216.07 400.00 .9400 .8337 
1755 0699 214.61 400.81 9486 .8218 
759 .0653 213.13 401.60 9572 .8099 
763 .0611 211.62 402.37 9658 .7981 
766 .0572 210.09 403.14 9744 .7864 
770 .0536 208.54 403.89 9830 .7748 
774 .0502 206.96 404.63 9915 .7632 
778 .0471 205.36 405.36 1.000 .7518 
1782 0443 203.73 406.07 1.0085 .7404 
787 .0416 202.08 406.77 1.0169 .7291 
791 .0391 200.40 407.45 1.0254 .7179 
.795 0368 198.69 408.11 1.0338 .7067 
‚8600 ‚0347 196.95 408.76 1.0422 .6956 
805 0327 195.19 409.39 1.0506 .6845 
.809 .0309 193.40 410.01 1.0589 .6735 
814 0291 191.57 410.60 1.0673 .6625 
819 .0275 189.72 411.18 1.0756 .6516 
‚8624 ‚0260 187.83 411.73 1.0839 .6407 
.830 .0246 185.91 412.27 1.0922 .6299 
.835 .0233 183.95 412.78 1.1005 .6190 
.840 .0220 181.96 413.27 1.1088 .6082 











(Contd) 
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Temp. Pı Specific Volume Enthalpy Entropy 


Liquid Vapour 


3 
орх 10 Vg 57 Sty 


(C) (bar) (m*/kg) (m*/kg) (kJ/kg) (kJ/kg.K) 

28 11.309 .846 .0208 179.93 .1770 .5975 
30 11.919 .852 .0197 177.86 11253 .5867 
32 12.552 .858 .0187 175.75 1336 .5759 
34 13.210 .864 .0177 173.60 .1418 .5652 
36 13.892 .870 .0168 171.41 1501 .5544 
38 14.601 .877 .0160 169.16 .1583 .5437 
40 15.335 .884 .0151 166.87 .l666 .5329 
42 16.096 .891 .0144 164.53 .1749 .5220 
44 16.885 .898 .0136 162.13 .1831 .5112 
46 17.702 .906 .0129 159.67 .1914 .5003 
48 18.548 .914 .0123 157.15 1.1998 .4893 
50 19.423 .922 .0117 154.57 1.2081 .4783 
52 20.326 930 0111 151.92 1.2165 .4672 
54 21.265 939 0105 149.19 1.2249 .4560 
56 22232 949 010 146.38 1.2333 .4447 
58 23.232 .958 .0095 143.48 1.2418 .4333 
60 24.266 .969 .0090 140.49 1.2504 .4217 
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Table B.6.2 Superheat table: R22 vapour 


(СС) ока) h(kJ/kg) 5, (kJ/kg. К) (°С) ғ(шУ/Ке) (kJ/kg) s, (kJ/kg. K) 


























Saturation temperature, —20°C Saturation temperature, – 10°C 
– 20 0928 397.5 1.7841 
= 15 ‚0951 400.7 1.7969 
— 10 0974 404.0 1.8095 — 10 0653 401.5 1.7671 
-5 0997 407.3 1.8219 -5 ‚0670 404.9 1.7800 
0 ‚1019 4106. 1.8341 0 0687 408.4 17927, 
5 .1041 413.9 1.8461 5 .0703 411.8 1.8052 
10 .1063 417.3 1.8580 10 0719 415.2 1.8174 
15 .1085 420.6 1.8697 15 .0735 418.7 1.8295 
20 .1107 423.9 1.8813 20 .0750 422.1 1.8414 
25 .1128 426.3 1.8928 25 .0766 425.6 1.8531 
Saturation temperature, 0°C Saturation temperature, 5°C 
0 0471 405.3 1.7518 5 0404 407.1 1.7446 
5 0484 408.9 1.7649 10 0415 410.8 1.7578 
10 0496 412.5 1.7777 15 0425 414.5 1.7708 
15 ‚0508 416.1 1.7903 20 0436 418.2 1.7834 
20 ‚0520 419.6 1.8026 25 ‚0446 421.8 1.7958 
25 ‚0532 423.3 1.8148 30 ‚0456 425.5 1.8080 
35 ‚0467 429.2 1.8200 
40 ‚0477 432.8 1.8319 
45 ‚0487 436.5 1.8435 
50 ‚0496 440.2 1.8550 
Saturation temperature, 10°C Saturation temperature, 15°C 
10 .0347 408.6 WUST 10 
15 .0357 412.4 1.7511 15 .0300 410.2 1.7311 
20 0366 416.2 1.7642 20 0308 414.0 1.7556 
25 ‚0376 420.0 1.7769 25 0317 417.8 1.7578 
30 0385 423.4 1.7894 30 0325 421.5 1.7707 
35 .0394 427.1 1.8017 35 .0334 425.2 1.7833 
40 .0403 431.0 1.8137 40 .0342 429.0 1.7956 
45 .0412 434.4 1.8256 45 .0349 432.8 1.8078 
50 .0420 437.9 1.8373 50 .0357 436.5 1.8197 
Saturation temperature, 20°C Saturation temperature, 25°C 
20 .0260 411.5 1.7246 25 .0226 413.0 1.7183 
25 .0267 415.4 1.7383 30 .0233 417.1 1.7322 
30 .0278 419.3 1.7517 35 0240 421.1 1.7458 
35 .0286 423.3 1.7646 40 .0247 425.1 1.7590 
40 .0290 427.1 1.7774 45 .0254 429.0 1.7718 
45 .0297 431.1 1.7899 50 .0260 433.0 1.7844 
50 .0304 434.8 1.8021 55 .0266 437.0 1.7967 
55 .0311 438.8 1.8141 60 .0272 441.0 1.8087 
60 .0318 442.5 1.8258 65 .0278 444.8 1.8206 
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tCC) v (m?/kg) h,(kJ/kg) s,(kJ/kg. К) ГС)  v(m?/kg) h,(kJ/kg) s,(kJ/kg. К) 


























Saturation temperature, 30? Saturation temperature, 32°C 
30 .0197 414.0 1.7120 35 .0191 417.1 1.7182 
35 .0204 418.3 1.7262 40 .0197 421.4 11522. 
40 .0210 422.4 1.7400 45 .0203 425.5 1.7458 
45 .0216 426.6 1.7534 50 .0209 429.7 1.7591 
50 .0222 430.5 1.7664 55 .0214 433.8 1.7719 
55 .0228 434.6 1.7791 60 .0220 437.9 1.7845 
60 .0234 438.7 1.7915 65 .0225 442.0 1.7968 
65 .0239 442.6 1.8036 70 .0231 446.0 1.8089 
75 .0236 450.0 1.8207 
80 .0241 454.0 1.8323 
Saturation temperature, 34°C Saturation temperature, 36°C 
35 .0179 415.7 1.7099 
40 .0185 420.0 1.7243 40 .0173 418.7 1.7162 
45 .0191 424.4 1.7382 45 .0179 423.1 1.7304 
50 .0196 428.5 1.7517 50 .0185 427.4 1.7442 
55 .0202 432.8 1.7647 55 .0190 431.7 17575 
60 .0207 436.9 107779) 60 .0195 436.0 1.7704 
65 .0212 441.0 1.7899 65 .0200 440.0 1.7830 
70 .0217 445.0 1.8021 70 .0205 444.3 1.7954 
75 .0222 449.0 1.8141 75 .0210 448.2 1.8074 
80 .0227 453.0 1.8258 80 .0214 452.1 1.8193 
Saturation temperature, 38°C Saturation temperature, 40°C 
40 .0162 417.3 1.7080 40 0151 415.9 1.6995 
45 0168 421.9 1.7225 45 ‚0157 420.4 1.7144 
50 0173 426.2 1.7365 50 .0162 424.9 1.7287 
55 .0178 430.6 1.7501 55 .0168 429.3 1.7426 
60 .0183 434.8 1.7632 60 .0172 433.6 1.7560 
65 .0188 439.0 1.7760 65 .0177 438.0 1.7690 
70 .0193 443.4 1.7885 70 .0182 442.1 1.7817 
75 ‚0198 447.3 1.8008 75 0187 446.2. 1.7940 
80 ‚0202 451.2 1.8127 80 .0191 450.5 1.8061 
85 .0195 454.8 1.8180 
Saturation temperature, 42°C Saturation temperature, 45°C 
45 .0147 419.0 1.7061 45 .0133 416.5 1.6931 
50 .0152 423.5 1.7208 50 .0138 421.3 1.7084 
55 .0157 428.0 1.7349 55 .0143 426.0 1.7231 
60 .0162 432.4 1.7486 60 .0148 430.5 1.7372 
65 .0167 436.8 1.7618 65 .0153 435.1 1.7509 
70 0172 441.2 1.7747 70 .0157 439.4 1.7641 
75 .0176 445.4 1.7872 75 .0161 443.6 1.7769 
80 .0180 449.5 1.7995 80 .0165 448.0 1.7895 
85 .0185 451.7 1.8115 85 .0170 452.4 1.8017 
90 .0174 456.6 1.8137 





* Ashok Babu T P, A Theoretical and Experimental Investigation of Alternatives 
to СЕС 12 in Refrigerators, Ph. D. Thesis, IIT Delhi, 1997. 
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В.7 Сы THERMODYNAMIC PROPERTIES OF R717 (AMMONIA) 


~ 


Table B.7.1 Saturation table of R717 (ammonia) 


Specific Volume Enthalpy Entropy 
Pressure (m*/kg) (kJ/kg) kJ/kg.K) 


(bar) vjx10? v, h, h, 57 Sg 


.2199 1.40 4.685 —69.5 13732  -0.1095 6.6592 
3029 1.41 3.474 -47.5 13820  -0.0071 6.5454 
.4103 1.42 2.617 -25.44 1390.6 0.0926 6.4382 
.5474 1.43 2.000 -3.3 1399.0 0.1904 6.3369 
.7201 1.45 1.547 180 1407.2 0.2865 6.2410 
.9349 1.46 1.212 412 1415.2 0.3808 6.1501 


1.1990 1.48 .961 63.6 1422.8 0.4735 6.0636 
1.3202 1.48 .878 72.5 1425.8 0.5101 6.0302 
1.4511 1.48 .809 81.5 1428.7 0.5465 5.9974 
1.5216 1.49 770 86.0 1430.2 0.5646 5.9813 
1.5922 1.49 137 90.5 1431.6 0.5827 5.9652 
1.7441 1.49 .677 99.6 1434.4 0.6186 5.9336 


1.9074 1.50 .622 108.6 1437.2 0.6543 5.9025 
2.0826 1.50 .573 1177 1439.9 0.6898 5.8720 
2.2704 1.51 .528 1267 1442.6 0.7251 5.8420 
2.3709 1.52 .508 131.3 1443.9 0.7426 5.8223 
2.4714 1.52 .488 135.8 1445.2 0.7601 5.8125 
2.6863 1.53 .451 1440 1447.7 0.7950 5.7835 


2.9157 1.53 .417 154.2 14502 0.8296 5.7550 
3.0360 1.53 .402 158.6 1451.4 0.8469 5.7409 
3.1602 1.54 .387 163.2 1452.6 0.8641 5.7269 
3.2884 1.54 .373 167.8 1453.8 0.8812 5.7131 
3.4207 1.54 359 172.4 1455.0 0.8983 5.6993 


3.5571 1.55 .346 176.9 1456.1 0.9154 5.6856 
3.6977 1:55 .334 1816 1457.2 0.9324 5.6721 
3.8426 1:55 ‚322 186.2 1458.4 0.9493 5.6586 
3.9920 1.56 310 190.8 1459.5 0.9663 5.6453 
4.1458 1.56 .299 195.4 1460.6 0.9831 5.6320 
4.3043 1.57 .289 200.0 14617 1.0000 5.6189 
4.4674 1.57 .279 204.6 1462.7 1.0167 5.6058 
4.6353 1:57 .269 209.3 1463.8 1.0335 5.5929 
4.8081 1.57 .260 213.9 1464.8 1.0502 5.5800 
4.9859 1.58 2251 218.5 1465.8 1.0669 5.5672 


5.1687 1.58 .243 2232 1466.8 1.0835 5.5545 
5.3567 1529 .235 227.8 1467.8 1.1001 5.5419 
5.5500 1.59 .227 232.5 1468.8 1.1167 5.5294 
5.7487 1.59 .219 237.1 1459.7 1,1332 5.5170 
5.9528 1.60 212 2418 1470.7 1.1496 5.5046 
6.1625 1.60 205 246.5 1471.5 1.1661 5.4924 


(Contd) 








ооо чохол Ь& шо моно 





= 
© 


The McGraw-Hill companies 


876 Refrigeration and Air Conditioning 


Specific Volume Enthalpy Entropy 
Temp. Pressure (m*/kg) (kJ/kg) kJ/kg.K) 


(°C) (bar) 2: xI v, hy h, 57 Sg 


11 6.3778 1.60 : 251.2 1472.5 1.1825 5.4802 
12 6.5989 1.61 Р 255.9 1473.3 1.1988 5.4681 
13 6.8259 1.61 ; 260.6 1474.2 1.2152 5.4561 
14 7.0588 1.61 : 265.3 1475.4 1.2314 5.4441 


15 7.2979 1.62 ; 270.0 1475.9 1.2477 5.4322 
16 7.5431 1.62 ; 274.8 14762 1.2639 5.4204 
17 7.1946 1.62 Р 279.5 1477.5 1.2801 5.4087 
18 8.0525 1.63 5 284.8 1478.3 1.2963 5.3971 
19 8.3169 1.63 ; 289.0 1479.0 1.3124 5.3855 


20 8.5879 1.64 Р 203.8 1479.8 1.3285 5.3740 
21 8.8657 1.64 : 298.5 1480.5 1.3445 5.3626 
22 9.1503 1.64 Р 303.3 1481.2 1.3606 5.3512 
23 9.4418 1.65 Р 3084 1481.9 1.3765 5.3399 
24 9.7403 1.65 : 312.9 1482.5 1.3925 5.3286 


25 10.046 1.66 Р 317.7 1483.2 1.4084 5.3175 
26 10.359 1.66 : 322.5 1483.8 1.4243 5.3063 
27 10.680 1.67 f 327.3 14844 1.4402 5.2953 
28 11.007 1.67 : 3321 1485.0 1.4560 5.2843 
29 11.343 1.67 ; 336.9 1485.8 1.4718 5.2733 


30 11.686 1.68 А 341.8 1486.1 1.4876 5.2624 
31 12.037 1.68 , 346.6 1486.7 1.5033 5.2516 
32 12.396 1.69 5 3515 14872 1.5191 5.2408 
33 12.763 1.69 ; 356.3 14877 1.5348 5.2300 
34 13.139 1.70 4 361.2 1488.1 1.5504 5.2193 


35 13.522 1.70 i 366.1 1488.6 1.5660 5.2086 
36 13.915 171 : 370.9 1489.0 1.5816 5.1980 
37 14.314 1.71 Р 375.9 1489.4 1.5972 5.1874 
38 14.724 1.72 : 380.8 1489.8 1.6128 5.1768 
39 15.143 1.72 з 385.7 1490.1 1.6283 5.1663 


40 15.570 1.72 ; 390.6 1490.4 1.6437 5.1558 
41 16.006 1.73 : 395.5 1490.7 1.6592 5.1453 
42 16.451 1.73 4 400.4 1490.9 1.6747 5.1349 
43 16.906 1.74 Е 405.4 1491.2 1.6901 5.1244 
44 17.370 1.74 : 4104 1491.4 1.7055 5.1140 


45 17.843 1.75 А 415.4 1491.5 1.7209 5.1036 
46 18.326 1.75 ; 420.4 1491.7 1.7363 5.0932 
47 18.819 1.76 ; 425.4 1491.8 1.7517 5.0827 
48 19.322 1.76 ; 430.4 1491.8 1.7671 5.0723 
49 19.835 1.77 з 435.4 1491.9 1.7825 5.0618 
50 20.359 1.77 ; 440.5 1491.8 1.7979 5.0514 
51 20.892 1.78 5 445.6 1491.8 1.8134 5.0409 
52 21.436 1.78 ; 450.7 1491.7 1.8289 5.0303 
53 21.991 1.79 ; 455.9 1491.5 1.8444 5.0198 
54 22.556 1.79 5 4611 1491.3 1.8600 5.0092 
55 23.132 1.80 4 466.3 1491.1 1.8757 4.9985 
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Table B.7.2 Superheat table: R717 (ammonia) vapour 


Degree of Superheat of Vapour 
50°C 100°C 
v h 8 о ћ 5 
(раг) (пука) (kJ/kg) (kJ/kg.K) _ (m'kg) (kJ/kg) (kJ/kg.K) 
0.718 1.82 1517 6.667 2.08 1624 7.016 
0.932 1.45 1526 6.572 1.76 1634 6.919 
1.196 1.24 1535 6.483 1.45 1644 6.827 
1.516 .96 1544 6.399 1.15 1654 6.741 


1.9 78 1553 6.319 90 1664 6.659 
2.36 .61 1561 6.243 .73 1674 6.581 
2.91 53 1570 6.171 .59 1683 6.507 
3.55 .42 1578 6.102 49 1693 6.437 
4.29 36 1586 6.036 42 1702 6.370 


5.16 30 1594 5.974 35 1711 6.307 
6.15 25 1601 5.914 : 1720 6.247 
7.28 22 1608 5.856 25 1729 6.189 
8.57 5 1615 5.801 Р 1737 6.133 
10.01 : 1622 5.748 .18 1746 6.080 


11.67 : 1628 5.697 .16 1754 6.030 
13.5 : 1634 5.648 14 1762 5.982 
15.54 : 1640 6.601 .12 1770 5.935 
17.82 : 1646 97955) i 1778 5.890 
20.33 - 1651 5.510 : 1785 5.847 
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В.9 Ш THERMODYNAMIC PROPERTIES OF R134a* 


~ 


Table B.9.1 Saturation table of R134a 


Temp. Pres- Density Volume Enthalpy Entropy Specific Heat 
°C sure kg/m? туКко kJ/kg kWkg:K) с,,К)/(Кө-К) с,/с, 
МРа Liquid Vapor Liquid Vapor Liquid Vapor Liquid Vapor Vapor 


- 103.30" 0.00039 1591.1 35.4960 71.46 334.94 0.4126 1.9639 1.184 0.585 
- 100.00 0.00056 1582.4 25.1930 75.36 336.85 0.4354 1.9456 1.184 0.593 
- 90.00 0.00152 1555.8 9.7698 87.23 342.76 0.5020 1.8972 1.189 0.617 
— 80.00 0.00367 1529.0 4.2682 99.16 348.83 0.5654 1.8580 1.198 0.642 
- 70.00 0.00798 1501.9 2.0590 111.20 355.02 0.6262 1.8264 1.210 0.667 
- 60.00 0.01591 1474.3 1.0790 123.36 361.31 0.6846 1.8010 1.223 0.692 
- 50.00 0.02945 1446.3 0.60620 135.67 367.65 0.7410 1.7806 1.238 0.720 
- 40.00 0.05121 1417.7 0.36108 148.14 374.00 0.7956 1.7643 1.255 0.749 
- 30.00 0.08438 1388.4 0.22594 160.79 380.32 0.8486 1.7515 1.273 0.781 
— 28.00 0.09270 1382.4 0.20680 163.34 381.57 0.8591 1.7492 1.277 0.788 
—26.07^ 0.10133 1376.7 0.19018 165.81 382.78 0.8690 1.7472 1.281 0.794 
— 26.00 0.10167 1376.5 0.18958 165.90 382.82 0.8694 1.7471 1.281 0.794 
— 24.00 0.11130 1370.4 0.17407 168.47 384.07 0.8798 1.7451 1.285 0.801 
— 22.00 0.12165 1364.4 0.16006 171.05 385.32 0.8900 1.7432 1.289 0.809 
— 20.00 0.13273 1358.3 0.14739 173.64 386.55 0.9002 1.7413 1.293 0.816 
— 18.00 0.14460 1352.1 0.13592 176.23 387.79 0.9104 1.7396 1.297 0.823 
— 16.00 0.15728 1345.9 0.12551 178.83 389.02 0.9205 1.7379 1.302 0.831 
— 14.00 0.17082 1339.7 0.11605 181.44 390.24 0.9306 1.7363 1.306 0.838 
— 12.00 0.18524 1333.4 0.10744 184.07 391.46 0.9407 1.7348 1.311 0.846 
— 10.00 0.20060 1327.1 0.09959 186.70 392.66 0.9506 1.7334 1.316 0.854 
— 8.00 0.21693 1320.8 0.09242 189.34 393.87 0.9606, 1.7320 1.320 0.863 
- 6.00 0.23428 1314.3 0.08587 191.99 395.06 0.9705 1.7307 1.325 0.871 
—4.00 0.25268 1307.9 0.07987 194.65 396.25 0.9804 1.7294 1.330 0.880 
—2.00 0.27217 1301.4 0.07436 197.32 397.43 0.9902 1.7282 1.336 0.888 
0.00 0.29280 1294.8 0.06931 200.00 398.60 1.0000 1.7271 1.341 0.897 
2.00 0.31462 1288.1 0.06466 202.69 399.77 1.0098 1.7260 1.347 0.906 
4.00 0.33766 1281.4 0.06039 205.40 400.92 1.0195 1.7250 1.352 0.916 
6.00 0.36198 1274.7 0.05644 208.11 402.06 1.0292 1.7240 1.358 0.925 
8.00 0.38761 1267.9 0.05280 210.84 403.20 1.0388 1.7230 1.364 0.935 
10.00 0.41461 1261.0 0.04944 213.58 404.32 1.0485 1.7221 1.370 0.945 
12.00 0.44301 1254.0 0.04633 216.33 405.43 1.0581 1.7212 1.377 0.956 
14.00 0.47288 1246.9 0.04345 219.09 406.53 1.0677 1.7204 1.383 0.967 
16.00 0.50425 1239.8 0.04078 221.87 407.61 1.0772 1.7196 1.390 0.978 
18.00 0.53718 1232.6 0.03830 224.66 408.69 1.0867 1.7188 1.397 0.989 
20.00 0.57171 1225.3 0.03600 227.47 409.75 1.0962 1.7180 1.405 1.001 
22.00 0.60789 1218.0 0.03385 230.29 410.79 1.1057 1.7173 1.413 1.013 
24.00 0.64578 1210.5 0.03186 233.12 411.82 1.1152 1.7166 1.421 1.025 
26.00 0.68543 1202.9 0.03000 235.97 412.84 1.1246 1.7159 1.429 1.038 
28.00 0.72688 1195.2 0.02826 238.84 413.84 1.1341 1.7152 1.437 1.052 
30.00 0.77020 1187.5 0.02664 241.72 414.82 1.1435 1.7145 1.446 1.065 
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Temp. pres- Density Volume Enthalpy Entropy Specific Heat 
°C sure kg/m? m’/kg kJ/kg К//(ке-К) с, KJ/(kg: К) 
MPa Liquid Vapor Liquid Vapor Liquid Vapor Liquid Vapor Vapor 
32.00 0.81543 1179.6 0.02513 244.62 415.78 1.1529 1.7138 1.456 1.080 
34.00 0.86263 1171.6 0.02371 247.54 416.72 1.1623 1.7131 1.466 1.095 
36.00 0.91185 1163.4 0.02238 250.48 417.65 1.1717 1.7124 1.476 1.111 
38.00 0.96315 1155.1 0.02113 253.43 418.55 1.1811 1.7118 1.487 1.127 
40.00 1.0166 1146.7 0.01997 256.41 419.43 1.1905 1.7111 1.498 1.145 
42.00 1.0722 1138.2 0.01887 259.41 420.28 1.1999 1.7103 1.510 1.163 
44.00 1.1301 1129.5 0.01784 262.43 421.11 1.2092 1.7096 1.523 1.182 
46.00 1.1903 1120.6 0.01687 265.47 421.92 1.2186 1.7089 1.537 1.202 
48.00 1.2529 1111.5 0.01595 268.53 422.69 1.2280 1.7081 1.551 1.223 
50.00 1.3179 1102.3 0.01509 271.62 423.44 1.2375 1.7072 1.566 1.246 
52.00 1.3854 1092.9 0.01428 274.74 424.15 1.2469 1.7064 1.582 1.270 
54.00 1.4555 1083.2 0.01351 277.89 424.83 1.2563 1.7055 1.600 1.296 
56.00 1.5282 10734 0.01278 281.06 425.47 1.2658 1.7045 1.618 1.324 
58.00 1.6036 1063.2 0.01209 284.27 426.07 1.2753 1.7035 1.638 1.354 
60.00 1.6818 1052.9 0.01144 287.50 426.63 1.2848 1.7024 1.660 1.387 
62.00 1.7628 1042.2 0.01083 290.78 427.14 1.2944 1.7013 1.684 1.422 
64.00 1.8467 1031.22 0.01024 294.09 427.61 1.3040 1.7000 1.710 1.461 
66.00 1.9337 10200 0.00969 297.44 428.02 1.3137 1.6987 1.738 1.504 
68.00 2.0237 1008.3 0.00916 300.84 428.36 1.3234 1.6972 1.769 1.552 
70:00 2.1168 996.2 0.00865 304.28 428.65 1.3332 1.6956 1.804 1.605 
72.00 2.2132 983.8 0.00817 307.78 428.86 1.3430 1.6939 1.843 1.665 
74.00 2.3130 970.8 0.00771 311.33 429.00 1.3530 1.6920 1.887 1.734 
76.00 2.4161 957.3 0.00727 314.94 429.04 1.3631 1.6899 1.938 1.812 
78.00 2.5228 943.1 0.00685 318.63 428.98 1.3733 1.6876 1.996 1.904 
80.00 2.6332 928.2 0.00645 322.39 428.81 1.3836 1.6850 2.065 2.012 
85.00 2.9258 887.2 0.00550 332.22 427.76 1.4104 1.6771 2.306 2.397 
90.00 3.2442 837.8 0.00461 342.93 425.42 1.4390 1.6662 2.756 3.121 
95.00 3.5912 7727 0.00374 355.25 420.67 1.4715 1.6492 3.938 5.020 
100.00 3.9724 651.2 0.0268 373.30 407.68 1.5188 1.6109 17.59 25.35 
101.06° 4.0593 511.9 0.00195 389.64 389.64 1.5621 1.5621 ә со 











^ Triple point "NBP ‘Critical point 
* Ashrae Handbook Fundamentals, 2005. 
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В.10 CUN THERMODYNAMIC PROPERTIES OF R 152a* 


u- 


Table B.10.1 Saturation table of R 152a 


Specific Volume Enthalpy Entropy 








Liquid Vapour 


3 
орх 10 (Ж ћу Sy Sie 


(m/kg) (m?/kg) (kJ/kg) (kJ/kg.K) 


0.957 0.5989 338.59 0.7552 1.4522 
0.961 0.5453 337.36 0.7673 1.4346 
0.964 0.4973 336.11 0.7794 1.4172 
0.968 0.4543 334.81 0.7916 1.4000 
0.972 0.4156 333.49 0.8037 1.3829 
0.976 0.3808 332.13 0.8158 1.3659 
0.980 0.3495 330.74 0.8280 1.3491 
0.984 0.3212 329.31 0.8402 1.3324 
0.988 0.2956 327.85 0.8524 1.3158 
0.992 0.2724 326.35 0.8646 1.2994 
0.996 0.2514 324.83 0.8768 1.2831 
1.001 0.2323 323.25 0.8891 1.2669 
1.005 0.2149 321.65 0.9014 1.2508 
1.009 0.1991 320.01 0.9136 1.2348 
1.014 0.1846 319.33 0.9259 1.2189 
1.018 0.1714 316.61 0.9383 1.2031 
1.023 0.1593 314.87 0.9505 1.1875 
1.028 0.1482 313.05 0.9629 1.1718 
1.032 0.1380 311.23 0.9752 1.1563 
1.037 0.1287 309.35 0.9876 1.1409 
1.042 0.1201 307.44 1.000 1.1255 
1.047 0.1122 305.48 1.0124 1.1102 
1.052 0.1049 303.48 1.0248 1.0949 
1.057 0.0981 301.44 1.0372 1.0798 
1.063 0.0919 299.38 1.0496 1.0648 
1.068 0.0862 297.25 1.0620 1.0498 
1.074 0.0808 295.09 1.0745 1.0348 
1.079 0.0759 292.90 1.0869 1.0200 
1.085 0.0713 290.63 1.0994 1.0051 
1.091 0.0670 288.33 1.1119 0.9903 
1.097 0.0631 286.00 .1244 0.9756 
1.103 0.0594 283.64 .1369 0.9610 
1.109 0.0559 281.20 .1494 0.9463 
1.116 0.0527 278.73 .1620 0.9317 
1.122 0.0497 276.22 .1745 0.9172 
1.129 0.0469 273.62 .1872 0.9026 
1.136 0.0443 271.05 .1996 0.8882 
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Psat Specific Volume Enthalpy Entropy 








Liquid Vapour 


3 
Uf X 10 Vg hy hs 57 $5 


(m*/kg) (m?/kg) (kJ/kg) (kJ/kg.K) 


.143 0.0419 268.38 528.72 1.2123 0.8737 
1150 0.0396 265.61 529.80 1.2251 0.8591 
1157 0.0374 262.87 530.86 1.2377 0.8448 
165 0.0354 260.03 531.89 1.2505 0.8303 
.172 0.0335 257.22 532.91 1.2630 0.8162 
1180 0.0317 254.22 533.88 1.2760 0.8016 
188 0.0300 251.26 534.83 1.2888 0.7873 
1.197 0.0285 248.27 535.76 1.3015 0.7730 
1.206 0.0270 245.14 536.64 1.3145 0.7586 
1.214 0.0256 241.97 537.49 1.3275 (0.7442 
1.224 0.0242 238.76 538.32 1.3405 0.7298 
1.233 0.0230 235.51 539.10 1.3536 0.7155 
1.2433 0.0218 232.10 539.84 1.3669 0.7009 
1.253 0.0207 228.63 540.53 1.3803 0.6863 
1.264 0.0196 225.12 541.18 1.3937 0.6717 
1.275 0.0186 221.54 541.79 1.4073 0.6571 
1.286 0.0177 217.92 542.36 1.4208 0.6425 











(р2и02) 
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В.11 CUN THERMODYNAMIC PROPERTIES OF R 600a 
^ A (ISOBUTANE)* 


Table B.11.1 Saturation table of R 600a (isobutane) 


Temp. р, Specific Volume Enthalpy Entropy 








Liquid Vapour 
орх 10 о 


А hy hg, Sy Sfg 

(bar) (m*/kg) (m*/kg) (kJ/kg) (kJ/kg.K) 

0.287 1.604 1.1461 109.64 393.42 503.06 0.6446 1.6873 2.3320 
0.318 1.609 1.0432 114.14 391.52 505.66 0.6639 1.6649 2.3288 
0.351 1.614 0.9514 118.64 389.63 508.27 0.6829 1.6429 2.3258 
0.387 1.619 0.8692 123.13 387.76 510.89 0.7017 1.6214 2.3231 
0.425 1.624 0.7955 127.61 385.91 513.52 0.7203 1.6002 2.3206 
0.467 1.630 0.7292 132.09 384.06 516.16 0.7388 1.5795 2.3183 
0.512 1.635 0.6696 136.57 382.23 518.80 0.7571 1.5591 2.3162 
0.561 1.641 0.6158 141.05 380.40 521.45 0.7752 1.5391 2.3143 
0.612 1.646 0.5673 145.53 378.58 524.12 0.7932 1.5194 2.3126 
0.668 1.652 0.5233 150.02 376.77 526.79 0.8110 1.5001 2.3111 
0.728 1.657 0.4834 154.51 374.95 529.46 0.8287 1.4811 2.3098 
0.791 1.663 0.4472 159.00 373.14 532.15 0.8463 1.4624 2.3087 
0.859 1.669 0.4143 163.51 371.33 534.84 0.8638 1.4440 2.3077 
0.931 1.674 0.3843 168.02 369.51 537.54 0.8811 1.4258 2.3069 
1.008 1.680 0.3569 172.55 367.69 540.24 0.8984 1.4079 2.3063 
1.090 1.686 0.3319 177.09 365.87 542.95 0.9155 1.3903 2.3058 
1.176 1.692 0.3089 181.64 364.03 545.67 0.9326 1.3729 2.3055 
1.269 1.698 0.2880 186.20 362.19 548.39 0.9495 1.3557 2.3053 
1.366 1.704 0.2687 190.78 360.34 551.12 0.9664 1.3388 2.3052 
1.469 1.710 0.2510 195.38 358.47 553.85 0.9832 1.3220 2.3052 
1.578 1.717 0.2347 200.00 356.59 556.59 1.0000 1.3054 2.3054 
1.693 1.723 0.2196 204.64 354.70 559.33 1.0167 1.2891 2.3057 
1.815 1.730 0.2058 209.30 352.78 562.08 1.0333 1.2728 2.3062 
1.943 1.736 0.1930 213.98 350.85 564.83 1.0499 1.2568 2.3067 
2.078 1.743 0.1811 218.69 348.90 567.58 1.0664 1.2409 2.3073 
2.220 1.750 0.1701 223.42 346.92 570.34 1.0829 1.2252 2.3080 
2.369 1.757 0.1600 228.18 344.92 573.10 1.0993 1.2096 2.3089 
2.526 1.764 0.1505 232.96 342.90 575.86 1.1157 1.1941 2.3098 
2.690 1.771 0.1417 237.78 340.84 578.62 1.1320 1.1787 2.3108 
2.863 1.778 0.1336 242.62 338.76 581.38 1.1484 1.1635 2.3119 
3.043 1.786 0.1260 247.50 336.65 584.15 1.1646 1.1484 2.3130 
3.233 1.793 0.1189 252.40 334.51 586.91 1.1809 1.1333 2.3142 
3.431 1.801 0.1123 257.34 332.33 589.68 1.1972 1.1184 2.3155 
3.638 1.809 0.1061 262.32 330.12 592.44 1.2134 1.1035 2.3169 
3.854 1.817 0.1004 267.33 327.87 595.20 1.2296 1.0887 2.3183 
4.080 1.826 0.0950 272.37 325.59 597.06 1.2458 1.0740 2.3198 
4,315 1.834 0.0899 277.46 323.26 600.72 1.2620 1.0593 2.3213 
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Temp. рг, Specific Volume Enthalpy Entropy 





Liquid Vapour 
орх 10° Ug 
(°С) (bar) (m*/kg) (m*/kg) (kJ/kg.K) 


34 4.561 1.843 0.0852 1.0447 
36 4.817 1.852 0.0807 1.0302 
38 5.083 1.861 0.0766 1.0156 
40 5.361 1.870 0.0726 1.0012 
42 5.649 1.879 0.0690 0.9867 
44 5.949 1.889 0.0655 0.9723 
46 6261 1.899 0.0622 0.9579 
48 6.585 1910 0.0591 0.9435 
50 6.920 1.920 0.0562 0.9291 
52 7.269 1.931 0.0535 0.9147 
54 7.630 1.943 0.0509 0.9004 
56 8.004 1.954 0.0485 0.8860 
58 8.392 1.966 0.0462 0.8716 
60 8.793 1.979 0.0440 0.8571 
62 9209 1.99] 0.0419 0.8426 
64 9.638 2.005 0.0399 0.8281 

10.083 2.019 0.0381 0.8136 





hy hg, 
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=) 
В.12 Цу '.. THERMODYNAMIC PROPERTIES OF К 123% 
“~~ (ТЕЕШОКО ETHANE) 


Saturation Table 


t, Psat 


"С МРа 








0.03265 0.44609 381.44 
0.03574 0.40991 382.64 
0.03907 0.37720 383.84 
0.04264 0.34759 385.05 
0.04647 0.32075 386.25 
0.05057 0.29637 387.46 
0.05495 0.27420 388.66 
0.05963 0.25401 389.87 
0.06463 0.23559 391.08 
0.06995 0.21877 392.29 
0.07561 0.20338 393.49 
0.08163 0.18929 394.70 
0.08802 0.17637 395.91 
0.09480 0.16451 397.12 
0.10133 0.15453 398.22 
0.10198 0.15360 398.32 
0.10958 0.14356 399.53 
0.11762 0.13431 400.73 
0.12611 0.12577 401.93 
0.13507 0.11789 403.14 
0.14452 0.11060 404.34 
0.15447 0.10385 405.54 
0.16495 0.09759 406.73 
0.17597 0.09179 407.93 
0.18755 0.08641 409.12 
0.19971 0.08140 410.31 
0.21246 0.07674 411.50 
0.22584 0.07240 412.69 
0.23985 0.06836 413.87 
0.25451 0.06458 415.05 
0.26985 0.06106 416.23 
0.28589 0.05777 417.40 





УМВР 
*Ashrae Handbook Fundamentals, 2005. 
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B.13 Цу THERMODYNAMIC PROPERTIES OF R 245 Га“ 
“~~ (PENTAFLUORO PROPANE) 


Saturation Table 


с, 


ку kJ 
Кек Кек Кк 


0.05358 0.30757 1.7502 1.290 0.837 
0.05866 0.28251 1.7503 1.294 0.842 
0.06411 0.25988 1.7504 1.297 0.848 
0.06995 0.23939 1.7505 1.301 0.853 
0.07622 0.22083 1.7508 1.305 0.859 
0.08293 0.20397 1.7511 1.309 0.864 
0.09009 0.18865 1.7514 1.312 0.870 
0.09774 0.17469 1.7518 1.316 0.875 
0.10133 0.16885 1.7520 1.318 0.878 
0.10589 0.16197 1.7523 1.320 0.881 
0.11457 0.15035 1.7528 1.324 0.887 
0.12380 0.13973 1.7534 1.328 0.893 
0.13360 0.13000 1.7540 1.332 0.899 
0.14400 0.12108 1.7547 1.337 0.905 
0.15502 0.11289 1.7554 1.341 0.911 
0.16670 0.10536 1.7562 1.345 0.917 
0.17904 0.09843 1.7570 1.350 0.923 
0.19209 0.09205 1.7578 1.354 0.929 
0.20586 0.08616 1.7587 1.359 0.936 
0.22038 0.08072 1.7597 1.364 0.942 
0.23568 0.07569 1.7606 1.368 0.949 
0.25179 0.07103 1.7616 1.373 0.956 
0.26873 0.06672 1.7626 1.378 0.962 
0.28653 0.06271 1.7637 1.383 0.969 
0.30523 0.05899 1.7648 1.388 0.976 
0.32485 0.05554 1.7659 1.394 0.984 
0.34541 0.05232 1.7670 1.399 0.991 
0.36695 0.04933 1.7682 1.405 0.998 
0.38951 0.04653 1.7694 1.410 1.006 
0.41310 0.04393 1.7706 1.416 1.013 
0.43776 0.04149 1.7718 1.422 1.021 
0.46352 0.03922 1.7730 1.428 1.029 











УМВР 
*Ashrae Handbook Fundamentals, 2005. 
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B.14 aM THERMODYNAMIC PROPERTIES OF R 404A* 
7-7 [R125/R 143a/R 134a(44/52/4)] 


Saturation Table 


Sp 
Liq. 
kJ 


Sa 
Vap. 


kJ 


С; 
Liq. 
kJ 








Кек Кок кек 


ALA 





- 46.22 
- 42.63 
- 39.24 
- 36.20 
- 33.45 
- 30.93 
- 28.59 
— 26.42 
— 24.37 
— 22.45 
— 20.62 
— 18.89 
— 17.24 
— 15.66 
— 14.15 
— 12.69 
— ІІ29 

- 9.94 

- 8.64 


= 
=@ 5 
— 3.24 


Bubble and dew points at 1 atm pressure 


0.18467 
0.18240 
0.15551 
0.13443 
0.11846 
0.10592 
0.09581 
0.08748 
0.08049 
0.07454 
0.06941 
0.06494 
0.06101 
0.05752 
0.05441 
0.05162 
0.04909 
0.04680 
0.04471 
0.04279 
0.04103 
0.03940 
0.03584 
0.03284 
0.03029 
0.02803 
0.02618 
0.02449 
0.02300 
0.02166 
0.02046 
0.01937 
0.01749 
0.01590 
0.01455 
0.01338 
0.01236 
0.01146 
0.01066 
0.00994 
0.00930 
0.00871 
0.00817 
0.00768 
0.00723 
0.00680 


138.97 
139.31 
143.83 
148.12 
15/1597 
155.49 
158.73 
161.75 
164.57 
167.23 
169.75 
172.14 
174.43 
176.61 
178.71 
180.73 
182.68 
184.56 
186.38 
188.15 
189.86 
191.53 
195.51 
199.26 
202.81 
206.18 
209.41 
212.49 
215.46 
218.32 
221.09 
229-7 
228.89 
23875 
238.37 
242.81 
247.07 
25M9 
255.17 
259.05 
262.83 
266.52 
270.14 
273.70 
277.20 
280.66 


340.08 
340.25 
342.40 
344.41 
346.20 
347.81 
349.28 
350.63 
1351.88 
353.04 
354.13 
355.15 
356.12 
357.03 
357.90 
358.72 
359.51 
360.26 
360.98 
361.67 
362.33 
362.96 
364.45 
365.81 
367.06 
368.21 
369.28 
370.27 
371.19 
372.05 
372.85 
373.59 
374.94 
376.12 
377.14 
378.02 
378.78. 
379.42 
379.95 
380.38 
380.70 
380.92 
381.05 
381.08 
381.01 
380.83 


0.7571 
0.7586 
0.7783 
0.7967 
0.8130 
0.8277 
0.8411 
0.8534 
0.8649 
0.8755 
0.8855 
0.8950 
0.9039 
0.9125 
0.9206 
0.9283 
0.9358 
0.9429 
0.9498 
0.9564 
0.9628 
0.9690 
0.9837 
0.9973 
1.0101 
1.0222 
1.0336 
1.0444 
1.0547 
1.0646 
1.0741 
1.0832 
1.1005 
1.1166 
1.1318 
1.1462 
11599 
1.1730 
1.1856 
1.1977 
1.2095 
1.2208 
1.2319 
1.2427 
1.2532 
1.2635 


Subscripts: b Bubble temperature (Паша on bubble line) 
d Dew temperature (Vapour on dew line) 


*Ashrae Handbook Fundamentals, 2005. 


1.6434 
1.6430 
1.6387 
1.6349 
1.6318 
1.6292 
1.6270 
1.6250 
1.6233 
1.6217 
1.6203 
1.6190 
1.6179 
1.6168 
1.6158 
1.6149 
1.6141 
1.6133 
1.6125 
1.6118 
1.6112 
1.6105 
1.6091 
1.6078 
1.6066 
1.6055 
1.6044 
1.6035 
1.6025 
1.6016 
1.6007 
1.5999 
1.5982 
1.5965 
1.5949 
1.5932 
1.5914 
1.5896 
1.5878 
1.5858 
1.5838 
1.5817 
1.5794 
1.5770 
1.5745 
1.5718 





1.251 
[252 
1.259 
1.266 
1.273 
1279 
1.285 
1.291 
152977 
1.303 
1.308 
1.313 
1.319 
1.324 
1.329 
1.334 
1.339 
1.344 
1.349 
195% 
1.358 
1.363 
1.374 
1.386 
T97 
1.409 
1.420 
1.432 
1.443 
1.455 
1.466 
1.478 
1.503 
1.528 
1.554 
1.582 
1.611 
1.643 
1.676 
1.712 
1.751 
1.794 
1.841 
1.893 
1.952 
2.019 
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B.15 Цу THERMODYNAMIC PROPERTIES ОҒ R407C* 
“~~ [R32/R125/R134a(23/25/42) 


Saturation Table 


Sp 
Liq. 
kJ 

kg K 


0.26975 386.99 0.7374 
0.21865 389.59 0.7635 
0.21595 389.75 0.7650 
0.18411 391.78 0.7854 
0.15916 393.68 0.8043 
0.14025 395.36 0.8211 
0.12542 396.86 0.8362 
0.11347 398.22 0.8499 
0.10362 399.47 0.8625 
0.09536 400.62 0.8742 
0.08833 401.69 0.8851 
0.08227 402.69 0.8954 
0.07699 403.62 0.9050 
0.07235 404.49 0.9141 
0.06824 405.32 0.9228 
0.06457 406.10 0.9310 
0.06127 406.85 0.9389 
0.05830 407.55 0.9465 
0.05559 408.23 0.9537 
0.05313 408.87 0.9607 
0.05087 409.48 0.9674 
0.04879 410.07 0.9739 
0.04687 410.64 0.9801 
0.04267 411.95 0.9950 
0.03915 413.15 1.0087 
0.03615 414.25 1.0216 
0.03356 415.25 1.0338 
0.03131 416.18 1.0452 
0.02933 417.03 1.0561 
0.02757 417.83 1.0665 
0.02600 418.57 1.0764 
0.02460 419.25 1.0859 
0.02332 419.89 1.0950 
0.02111 421.03 1.1122 
0.01926 422.03 1.1283 
0.01768 422.89 1.1434 
0.01631 423.63 1.1577 
0.01512 424.27 1.1713 
0.01408 424.80 1.1843 
0.01315 425.25 1.1967 
0.01231 425.61 1.2086 
0.01157 425.89 1.2200 
0.01089 426.10 1.2311 


Bubble and dew points at 1 atm pressure 

Subscripts: b Bubble temperature (liquid on bubble line) 
d Dew temperature (Vapour on dew line) 

*Ashrae Handbook Fundamentals, 2005. 
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B.16 uv THERMODYNAMIC PROPERTIES OF R410A* 
7-7 [R32/R125/(50/50)] 






Saturation Table 


Psat ty Sy Sq C; 
і Lig. Vap. Liq. 


kJ kJ КЈ 


MPa °C 





kgK kgK kgK 


kgJ 





0101322 -5144 


0.12 - 48.06 
0.14 - 44.87 
0.16 - 42.02 
- 39.44 
- 37.07 
- 34.89 
= 3285 
- 30.94 
- 29.14 
- 2744 
2223482 
- 24.28 
2:22:81 
- 21.40 
— 20.04 
- 18.74 
- 17.48 
- 16.27 
= 15.10 
= 18:96 
- 11.26 
- 8.74 
— 6.38 
–4.15 
- 2.04 
- 0.03 
1.89 
370. 
5.48 
7.17 
10.36 
13.34 
16.15 
18.79 
21.30 
23.68 
25.96 
28.13 
30.22 
3292 
34.16 
36.02 
37.82 
39.56 
41.25 
42.89 
44.48 
46.02 
47.53 
48.99 
51.81 


Bubble and dew points at 1 atm pressure 


0.23957 


0.20427 
0.17661 
0.15565 
0.13921 
0.12595 
0.11503 
0.10587 
0.09807 
0.09135 
0.08550 
0.08035 
0.07579 
0.07172 
0.06806 
0.06476 
0.06176 
0.05902 
0.05652 
0.05421 
0.05209 
0.04743 
0.04352 
0.04019 
0.03732 
0.03482 
0.03262 
0.03068 
0.02894 
0.02738 
0.02596 
0.02351 
0.02145 
0.01970 
0.01819 
0.01687 
0.01571 
0.01468 
0.01376 
0.01293 
0.01218 
0.0115 

0.01088 
0.01031 
0.00978 
0.00929 
0.00883 
0.00841 
0.00802 
0.00764 
0.00729 
0.00665 





0.7040 


0.7247 
0.7441 
0.7612 
0.7766 
0.7905 
0.8034 
0.8153 
0.8264 
0.8368 
0.8466 
0.8558 
0.8646 
0.8703 
0.8810 
0.8887 
0.8960 
0.9031 
0.9099 
0.9165 
0.9228 
0.9379 
0.9518 
0.9649 
0.9772 
0.9888 
0.9998 
1.0103 
1.0204 
1.0300 
1.0392 
1.0567 
1.0730 
1.0883 
1.1027 
1.1165 
1.1296 
1.1421 
1.1542 
1.1657 
1.1769 
1.1878 
1.1983 
1.2085 
1.2185 
1.2282 
1529707 
1.2470 
1.2561 
1.2651 
1.2740 
1.2913 


Subscripts: b Bubble temperature (liquid on bubble line) 


d Dew temperature (Vapour on dew line) 


*Ashrae Handbook Fundamentals, 2005. 


1.9350 


1.9243 
1.9147 
1.9065 
1.8993 
1.8928 
1.8871 
1.8818 
1.8770 
1.8726 
1.8685 
1.8647 
1.8611 
1.8577 
1.8545 
1.8514 
1.8486 
1.8458 
1.8432 
1.8407 
1.8383 
1.8326 
1.8275 
1.8227 
1.8183 
1.8141 
1.8102 
1.8065 
1.8030 
1.7996 
1.7964 
1.7903 
1.7846 
1.7792 
1.7741 
1.7691 
1.7644 
1.7597 
1.7552 
1.7508 
1.7464 
1.7421 
1.7379 
1.7336 
1.7294 
1.7251 
1.7209 
1.7166 
1.7123 
1.7079 
1.7035 
1.6944 


1.370 


1.375 
1.380 
1.385 
1.390 
1.395 
1.399 
1.404 
1.408 
1.413 
1.417 
1.421 
1.426 
1.430 
1.434 
1.438 
1.443 
1.447 
1.451 
1.455 
1.459 
1.469 
1.479 
1.489 
1.499 
1.509 
1.519 
1.529 
1.540 
1.550 
1.560 
1.581 
1.603 
1.624 
1.647 
1.670 
1.694 
1.719 
1.745 
1.772 
1.800 
1.830 
1.861 
1.894 
1.929 
1.967 
2.008 
2.052 
2.100 
2.153 
2.211 
2.348 


0.807 


0.823 
0.839 
0.854 
0.868 
0.881 
0.893 
0.904 
0.916 
0.926 
0.936 
0.946 
0.956 
0.965 
0.975 
0.983 
0.992 
001 
009 
‚017 
‚025 
‚045 
064 
083 
101 
119 
1136 
154 
171 
.188 
205 
239 
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B.17 g. THERMODYNAMIC PROPERTIES OF R507A* 
“~~ [R125/R143a(50/50)] 


Saturation Table 


Psat 
kJ 
kgK kgK kgK 


0.10132 0.17902 0.7574 1.6273 1.241 
0.10499 ; 0.17313 0.7615 1.6264 1.243 
0.11541 ; 0.15836 0.7724 1.6241 1.247 
0.12662 | 0.14510 0.7832 1.6219 1.251 
0.13867 ) 0.13317 0.7940 1.6198 1.255 
0.15159 ; 0.12240 0.8047 1.6178 1.259 
0.16542 Е 0.11268 0.8153 1.6159 1.264 
0.18022 ; 0.10388 0.8260 1.6141 1.269 
0.19602 : 0.09590 0.8365 1.6123 1.274 
0.21287 ; 0.08865 0.8470 1.6107 1.279 
0.23081 0.08205 0.8575 1.6092 1.284 
0.24989 0.07604 0.8679 1.6077 1.289 
0.27016 0.07055 0.8783 1.6063 1.295 
0.29167 0.06553 0.8886 1.6049 1.301 
0.31446 0.06094 0.8989 1.6037 1.307 
0.33858 0.05673 0.9091 1.6024 1.313 
0.36408 0.05286 0.9193 1.6013 1.319 
0.39102 0.04931 0.9295 1.6001 1.326 
0.41945 0.04603 0.9397 1.5991 1.333 
0.44941 0.04301 0.9498 1.5980 1.340 
0.48096 0.04023 0.9599 1.5971 1.348 
0.51416 0.03765 0.9699 1.5961 1.355 
0.54906 0.03527 0.9800 1.5952 1.363 
0.58571 0.03306 0.9900 1.5943 1.372 
0.62417 0.03101 1.0000 1.5934 1.381 
0.66450 0.02910 1.0100 1.5925 1.390 
0.70676 0.02733 1.0199 1,5917 1.399 
0.75099 0.02568 1.0299 1.5908 1.410 
0.79728 0.02415 1.0398 1.5900 1.420 
0.84566 0.02271 1.0498 1.5891 1.431 
0.89622 0.02138 1.0597 1.5883 1.443 
0.94900 0.02012 1.0696 1.5874 1.455 
1.00410 0.01895 1.0796 1.5865 1.468 
1.06150 0.01785 1.0895 1.5856 1.482 
1.12140 0.01683 1.0995 1.5846 1.497 
1.18370 0.01586 1.1094 1.5836 1.513 
1.24860 0.01495 1.1194 1.5826 1.530 
1.31610 0.01410 1.1294 1.5815 1.548 
1.38640 0.01329 1.1394 1.5804 1.568 
1.45940 0.01253 1.1495 1.5792 1.589 
1.53520 0.01182 1.1595 1.5779 1.612 
1.61400 0.01114 1.1697 1.5765 1.637 
1.69580 0.01050 1.1799 1.5750 1.664 
1.78070 0.00989 1.1901 1.5734 1.695 
1.86880 0.00932 1.2004 1.5717 1.729 
1.96020 0.00877 1.2108 1.5698 1.767 
2.05490 0.00825 1.2213 1.5678 1.811 
2.15310 0.00776 1.2320 1.5655 1.860 
2.25480 0.00728 1.2427 1.5631 1.918 
2.36030 0.00683 1.2536 1.5603 1.985 


МРа 











УМВР + Small deviations from azeotropic behaviour 
pressures are average of bubble and dew pressures 


*Ashrae Handbook Fundamentals, 2005. 
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у 


В.18 МР... THERMODYNAMIC PROPERTIES OF 


~ SATURATED R11 


Temp. | Pressure Specific Volume Enthalpy Entropy 
(m*/kg) (kJ/kg) (kJ/kg.K) 
(°С) (bar) орх10 о, hy h, 57 Sg 


.4018 .652 8 200.0 388.9 1.0000 1.6915 
4192 ‚653 5 200.9 389.4 1.0031 1.6908 
„4373 .654 | 2017 389.9 1.0063 1.6902 
„4560 .655 | 202.6 390.4 1.0094 1.6895 
4754 .656 : 203.5 390.9 1.0125 1.6889 


.4953 .657 s 204.3 391.4 1.0156 1.6883 
.5160 .658 ; 205.2 392.0 1.0186 1.6877 
3513) .659 ; 206.1 392.5 1.0217 1.6871 
.5593 .660 | 206.9 393.0 1.0248 1.6865 
5821 .661 n 207.8 | 393.5 1.0278 1.6859 


.6055 .662 А 2087 394.0 1.0309 1.6854 
.6297 .663 5 200.5 394.5 1.0339 1.6849 
.6547 .663 : 2104 395.0 1.0369 1.6844 
.6804 .665 А PIN SMS OS 1.0399 1.6839 
.7070 .666 ; 2121 396.0 1.0429 1.6834 


.7343 .667 қ 213.0 396.5 1.0459 1.6829 
„7625 .668 ; 2133 397.0 1.0489 1.6824 
ТӨЛЕ) .669 : 214.7 397.5 1.0519 1.6819 
.8214 .670 ; 2156 398.0 1.0549 1.6815 
8521 ‚671 S 216.9 398.6 1.0579 1.6811 


.8838 .672 : DIE MSN 1.0608 1.6806 
.9164 .673 : 218.2 399.6 1.0638 1.6802 
.9499 .674 ; 2191 400.1 1.0667 1.6798 
.9844 .675 : 220.0 400.6 1.0696 1.6794 
1.0198 .676 ; 220.8 401.1 1.0725 1.6791 


1.0562 .677 : 221.7 401.6 1.0755 1.6787 
1.0937 .678 ; 222.6 402.1 1.0784 1.6793 
1.1321 .679 : 223.5 402.6 1.0813 1.6780 
1.1716 .680 Р 224.3 403.1 1.0841 1.6776 
1.2122 681 А 225.2 403.6 1.0870 1.6773 


1.2538 .683 ; 2261 404.1 1.0899 1.6770 
1.3405 .685 Р 227.9 405.1 1.0956 1.6764 
1.4318 .687 У 229.6 406.1 1.1013 1.6758 
1.5278 .690 ; 231.4 407.1 .1070 1.6753 
1.6287 .692 ; 2331 408.1 .1126 1.6748 


1 

1 
1.7346 .694 А 2349 4091 1.1182 1.6743 
2.0228 .700 ; 239.3 411.5 1.1321 1.6732 
1 
1 
1 








о 
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2.3464 .707 ; 243.8 413.9 1458 1.6724 
1593 1.6717 
‚1727 1.6711 


UA 
UA 


2.7083 .713 ; 248.2 416.3 
3.1110 .720 : 252.7 4187 
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B.19 Цу THERMODYNAMIC PROPERTIES ОЕ R290/ 
~~~ R600a MIXTURE* 


Table В.19.1 Thermodynamic properties of saturated mixture of R290/R600a 
Composition: Propane = 50%/Isobutane = 50% (by mass) 
Bubblet Bubblep v;x 10° hy 57 y,X10 h Sg 
CC) _ Фаг) (пука) (kJ/kg) (kJ/kg. К) (m*kg) (kJ/kg) (kJ/kg. K) 
0.750 1.682 107.82 0.7531 520.6454 510.88 2.3998 
0.819 1.688 11235 0.7724 479.6430 513.64 2.3954 
0.893 1.694 116.89 0.7915 442.3487 516.42 2.3913 
0.973 1.700 121.42 0.8104 408.5479 519.22 2.3874 
1.057 1.706 125.97 0.8202 377.9978 522.04 2.3836 
1.148 1.712 130.51 0.8478 | 350.1872 524.87 2.3801 
1.244 1.719 135.06 0.8663 324.8254 527.72 2.3768 
1.346 1.725 139.62 0.8846 | 301.9677 530.59 2.3737 
1.455 1.731 144.18 0.9029 280.7593 533.47 2.3708 
1.570 1.737 148.76 0.9210 261.3344 536.37 2.3681 
1.693 1.744 153.34 0.9389 243.5231 539.29 2.3655 
1.822 1.751 157.94 0.9568 227.1760 542.23 2.3631 
1.959 1.757 162.55 0.9746 212.3951 545.18 2.3608 
2.104 1.764 167.17 0.9922 198.5801 548.16 2.3587 
22250 1.771 171.80 1.0098 185.8725 551.15 2.3567 
2.418 1.778 176.45 1.0272 173.9780 554.16 2.3549 
2.588 1.785 181.12 1.0446 163.2164 557.18 23531 
2.767 1.792 185.81 1.0619 153.2965 560.23 2.3915 
21955 1.799 190.52 1.0791 143.9803 563.29 2.3501 
3.153 1.806 195.25 1.0963 135.3818 566.37 2.3487 
3.360 1.814 200.00 1.1134 127.2927 569.47 2.3474 
3.578 1.821 204.78 1.1304 119.9372 572.59 2.3463 
3.806 1.829 209.58 1.1473 113.0286 575.73 2.3452 
4.045 1.837 214.40 1.1642 106.5303 578.89 2.3442 
4.295 1.845 219.26 1.1811 100.6241 582.06 2.3433 
4.556 1.853 224.14 1.1979 94.9280 585.25 2.3424 
4.829 1.861 229.05 1.2147 89.7230 588.46 2.3416 
5.115 1.870 233.99 1.2313 84,8589 591.69 2.3409 
5.413 1.878 238.97 1.2480 80.3081 594.94 2.3402 
5.723 1.887 243.07 1.2646 75.9500 598.21 2.3396 
6.047 1.896 249.01 1.2812 71.9572 601.49 2.3390 
6.384 1.905 254.08 1.2977 68.2095 604.80 2.3384 
6.735 1.915 259.18 1.3142 64.6884 608.12 2.3379 
7.100 1.924 264.32 1.3306 61.3771 611.46 2.3374 
7.479 1.934 269.51 1.3471 58.2603 614.82 2.3368 
7.874 1.944 274.72 1.3635 55.3241 618.20 2.3363 


(Сота) 
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Bubble t Bubble pv, x 10° h 5 v, x 10° 
f f f & 


(C) (bar) (m*/kg) (kJ/kg) (kJ/kg.K) (m*kg) (kJ/kg) (kJ/kg. K) 
32 8.284 1.955 279.97 1.3798 52.4820 621.60 2.3358 
34 8.709 1.966 285.26 1.3961 49.8727 625.01 2.3352 
36 9.150 1.977 290.58 1.4123 47.4090 628.45 2.3347 
38 9.608 1.988 295.94 1.4285 45.0814 631.90 2.3341 
40 10.082 2.000 301.34 1.4446 42.8811 635.37 2.3334 
42 10.574 2.012 306.78 1.4607 40.7998 638.87 2.3327 
44 11.083 2.024 312.26 1.4767 38.8300 642.38 2.3319 
46 11.610 2.037 317.78 1.4927 36.9647 645.91 2.3310 
48 12.155 2.051 323.34 1.5086 35.1974 649.45 2.3300 
50 12.720 2.065 328.95 1.5244 33.4648 653.02 2.3289 
52 13.303 2.080 334.60 1.5402 31.8771 656.60 200277] 
54 13.907 2.095 340.29 1.5559 30.3701 660.21 2.3 263 
56 14.530 2.111 346.03 1.5715 28.9389 663.83 2.3247 
58 15.174 2.128 351.81 1.5870 27.5787 667.47 2.3230 
60 15.840 2.145 357.63 1.6024 26.2849 671,13 2.3211 
62 16.526 2.164 363.49 1.6177 25.0531 674.81 2.3189 
64 17.235 2.184 369.39 1.6328 23.8792 678.51 2.3166 
66 17.967 2.205 375.31 1.6478 22.7593 682.23 2.3140 
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(риод) 
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В.20 МР... THERMODYNAMIC PROPERTIES OF 
“~~ WATER-LITHIUM BROMIDE SOLUTIONS 


Table В.20.1  Enthalpy of water-lithium bromide solutions in kJ/kg* 


% LiBr, 
50 
38.9 
60.5 


Тетр. 

°С 0 

20 840 674 
30 125.8 103.3 


45 55 60 
53.2 78.0 


73.5 96.8 


20 65 70 


52.6 
84.0 





Crystalization| 


40 167.6 
50 209.3 
60 251.1 
70 293.0 
80 334.9 
90 376.9 
419.0 
461.3 
503.7 
546.5 
138.2 
632.2 
675.6 
OZ 
763.2 


139.5 
175.2 
2117 
2477 
297.8 
321.1 
357.6 
394.3 
431.0 
468.0 
505.6 
542.7 
580.8 
618.9 
657.1 


115.8 
147.0 
179.1 
210.5 
243.6 
275.6 
307.9 
340.1 
3725 
404.5 
437.8 
470.5 
503.1 
536.1 
569.4 


*Ashrae Fundamentals Handbook, 1989. 


82.2 
103.8 
125.8 
148.0 
170.0 
192.3 
214.6 
236.8 
259.0 
281.0 
303.2 
92555 
347.7 
369.9 
392.1 


93.5 
114.0 
134.7 
155.6 
176.2 
197.1 
218.2 
239.1 
260.0 
280.4 
301.1 
321.6 
342.2 
362.9 
383.4 


115.4 
134.5 
153.7 
173.2 
192.6 


163.5 
181.4 
199.4 
217.2 











235.6 
253.5 
271.4 
289.5 
306.9 
324.7 
342.7 
360.3 
378.3 
395.8 


21272. 
28165 
251.0 
270.2 
289.1 
308.1 
3273 
346.1 
365.4 
384.3 





Table B.20.2 Saturation/bubble temperatures of water-lithium bromide solutions in °C* 


Pressure Pure Water 


kPa 0 


10 


30 


40 


% LiBr, 


45 


50 55 


60 65 70 





2.34 20 
42.5 

7.38 
12.35 
19.94 
31.19 
47.39 


40 
50 
60 
70 
80 
90 


70.14 
101.33 100 


143.3 
198.5 
270.1 
361.3 
475.8 
617.8 
791.7 
1002.1 


110 
120 
130 
140 
150 
160 
170 
180 


19.1 
29.0 
38.9 
48.8 
58.8 
68.7 
78.6 
88.6 
98.5 
108.4 
118.3 
128.3 
138.2 
148.1 
158.1 
168.0 
177.9 


15.0 
24.6 
34.3 
44.0 
53.6 
63.3 
73.0 
82.6 
92:3 
101.9 
111.6 
121.3 
130.9 
140.6 
150.3 
159.9 
169.6 


9.8 
19.2 
28.5 
37.9 
47.3 
56.6 
66.0 
75.4 
84.7 
94.1 

103.4 
112.8 
122222 
131.5 
140.9 
150.3 
159.6 


* Ashrae Fundamentals Handbook, 1989. 


5.8 
15.0 
24.1 
33.3 
42.5 
51.6 
60.8 
70.0 
79.1 
88.3 
97.5 

106.7 
115.8 
125.0 
134.2 
143.3 
152.5 


-7.7 
1.0 
9.89 

18.5 

21.3 

36.1 

44.8 

53.6 

62.4 

71.1 

79.9 


-0.4 
8.6 
17.5 
26.5 
5555) 
44.4 
53.4 
62.3 
71.3 
80.2 
89.2 
92.8 88.7 
107.1 97.4 
116.1 106.2 
125.0 115.0 
134.0 123.7 
142.9 132.5 


-15.8 
-7.3 
1.3 
9.9 
18.4 
27.0 
35.6 


Crystalization 


1.3 
9.5 
17.7 
26.0 











44.1 
52 
61.3 
69.8 
78.4 
87.0 
955 83.5 
104.1 91.8 
112.7 100.0 
121.2 108.2 


34.2 
42.4 
50.6 
58.9 
67.1 
75.3 
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Table B.21.4 Water vapour pressure (1 mmHg = 133 Pa) 


Psat 
(mm Hg) 





0.02955 
0.0378 
0.0481 
0.0609 
0.0768 


0.0966 
0.1209 
0.1507 
0.1873 
0.23188 


0.2859 
0.317 
0.351 
0.389 
0.430 


0.476 
0.526 
0.580 
0.640 
0.705 


0.747 
0.852 
0.937 
1.029 
1.130 


1.239 
1.359 
1.488 
1.629 
1.783 


1.948 
2.128 
2320 
2.535 
2.763 
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В.23 АЛИ THE ERROR FüNCTION* 


u 


erf 7 erf 7 erf 7 
0.00000 0.71754 0.96841 
0.02256 0.73001 0.97059 
0.04511 0.74210 0.97263 
0.06762 0.75381 0.97455 
0.09008 0.76514 0.97635 
0.11246 0.77610 0.97804 
0.13476 0.78669 0.97962 
0.15695 0.79691 0.98110 
0.17901 0.80677 0.98249 
0.20094 0.81627 0.98379 
0.22270 0.82542 0.98500 
0.24430 0.83423 0.98613 
0.26570 0.84270 0.98719 
0.28690 0.85084 0.98817 
0.30788 0.85865 0.98909 
0.32863 0.86614 0.98994 
0.34913 0.87333 0.99074 
0.36936 0.88020 0.99147 
0.38933 0.88079 0.99216 
0.40901 0.89308 0.99279 
0.42809 0.89910 0.99338 
0.44749 0.90484 0.99392 
0.46622 0.91031 0.99443 
0.48466 0.91553 0.99489 
0.50272 0.92050 0.995322 
0.52050 0.92524 0.997020 
0.53790 0.92973 0.98137 
0.55494 0.93401 0.998857 
0.57162 0.93806 0.999311 
0.58792 0.94191 0.999593 
0.60386 0.94656 0.999764 
0.61941 0.94902 0.999866 
0.63459 0.95228 0.999925 
0.64938 0.95638 0.999959 
0.66278 0.95830 0.999978 
0.67780 0.96105 0.999994 
0.69143 0.96365 0.999998 
0.70468 0.96610 1.000000 








* Boelter L M K, V H Cherry, H A Johnson, and R C Martinelli, Heat-transfer 
Notes, Univ. of California Press, Berkeley, California, 1948. 
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В.24 CUM CONVERSION TABLES 
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Lengths Masses 
(m) (ft) (kg) (Ib) 
1 3.2808 1 2.2046226 
0.3048 1 0.45359237 1 
Areas/Surfaces Densities 
(т?) (ғ?) (kg/m?) (lb/ft?) 
1 10.764 1 0.062428 
0.092903 1 16.02 1 
Volumes Forces 
(L) (т?) (ft?) (05 Gallons) (N) (ке) (Ib) 
1000 1 35.3 264.2 1 0.102 0.22481 
0.0283 1 7.484 9.80665 1 2.20462 
3.785 0.003785 0.1336 1 4.448 0.4536 1 
Pressures 
(bar) (ata) (atm) (torr) (m H50) 
kgf Ib 
(&) (=) or (mm Hg) 
cm in 
1 1.02 14.5 0.987 750 10.2 
0.9807 1 14.22 0.968 736 10.0 
0.0689 0.0703 1 0.068 51.7 0.703 
0.01325 1.033 14.7 1 760 10.33 
0.00133 0.00136 0.01934 0.001316 1 0.0136 
Velocities Flow Rates 
3 3 
(m/s) (ft/min) (L/s) | (m?/s) E , cmm 2, , cfm Em ; gpm 
min min min 
1 196.9 1 0.06 2.1 
0.00508 1 16.67 1 35.3 
0.472 0.0283 1 
1000 1 60 2119 15,850 


Dynamic Viscosities 

















Kinematic Viscosities 
and Diffusivities 














2 2; 
Ns kg lb, h Ibm m ft 
Р: — == f еса Р = 
(Pa s) or (5) or (=) ( ie | У (cP) | қ | Р (cS) 
1 5.8016 x 10° | 0.672 |1,000 1 10.76 10° 
0.0929 1 
1.488 1 

















(Contd) 
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2 
d k с 
ІР (роізе) - Ц me) = | ij = С is) 1 St (stoke) = 1 ЕЗ 
ст ст 8 ms 5 











Роугет 
(kW) (Btu/h) (hp) 








1 3,412 1.341 


Energies 


wane (kgfm) db (kWh) (oe) kea) (в, 
Metric Imperial 























or (W s) 
1 0.102 0.738 0.00278 0.09378 0.05372 0.0239 0.07948 
9.80665 1 7.23 0.0272 0.037 0.05365 0.0234 0.02929 
1.356 0.1383 1 0.09377 0.08512 0.06505 0.0324 0.021285 
3.6x10° 0.67х 10° 2.66х 10° 1 1.36 1.341 860 3412 
2.65 х 10° 2.7х 105 1.953 x 10° 0.736 1 9.986 632 2510 
2.68 х 105 2.74х 105 1.98 х 105 0.746 10.14 1 641 2540 
41 427 3090 0.021163 0.021581 0.02156 1 3.97 
1055 107.6 778 0.02293 0.0398 0.0393 0.252 1 
Enthalpies Heat Transfer Coefficients 
ky kcal (28) W k cal Btu 
kg kg lb m? K m? nec) (fi? hr?F 
1 0.239 0.42993 1 0.86 0.17612 
4.1868 1 1.8 1.163 1 0.205 
2.326 0.556 1 5.68 4.88 1 
Entropies and Specific Heats Heat Radiation 











kJ kcal Btu үү К cal Ви 
кек kg °C lb °F m? KÍ m? h K^) (fi? кров 





1 0.2389 0.2389 1 0.86 0.0302 
4.1868 1 1 1.163 1 0.0350 
4.1868 1 1 33.1 28.5 1 





Thermal Conductivities 


ХУ k cal Btu Btu-in 
mK mh°C ft hr°F ft? hr^F 


1 0.86 0.57 6.934 
1.163 1 0.671 
1.73 1.488 1 
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Appendix C-4: Pressure Enthalpy Diagram of R 717 (Ammonia) Vapour 
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Appendix C-5: Pressure Enthalpy Diagram of R11 Vapour 
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Appendix C-6: Pressure Enthalpy Diagram for СО? 
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Appendix C-8: Inp-1/T Diagram for H2O-LiBr2 Solutions 
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Appendix C-9: Enthalpy Concentration Diagram for H2O-LiBr2 Solutions 
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Appendix C-10: Enthalpy Composition Diagram for МНз-Н20 System 
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